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PREFACE. 

Thb  present  volume  is  intended  to  serve  as  a  text-book  of  that  part 
of  the  theory  of  alternating-currents  and  the  allied  branches  of  the 
theory  of  electricity,  which  are  necessary  for  a  complete  study  of 
heavy  electrical  engineering.  In  the  first  chapters  the  phenomena  in 
alternating-current  circuits  are  treated  at  length.  For  the  calculation 
of  alternating-currents  the  symbolic  method  has  been  chiefly  used, 
because  this  is  the  simplest  and  forms  the  best  connecting  link  with 
the  practical  expressions  for  the  watt  and  wattless  components. 
Alongside  the  symbolic  method,  however,  the  graphic  has  also  been 
systematically  developed  by  substituting  the  corresponding  graphic 
constructions  for  all  analytic  operations.  Thus,  expressing  the  well- 
known  Kirchhoff^s  Laws  symbolically,  the  equation  of  any  circuit 
appears  as  the  simplest  possible  analytical  expressions,  and  these 
formulae  at  once  supply  the  graphical  method  for  the  complete 
solution  of  the  problem.  In  this  way  not  only  can  every  problem  be 
expressed  mathematically  in  the  simplest  possible  manner,  but  also 
we  have  the  great  advantage  that  the  result  obtained  by  the  graphical 
solution  shews  straight  away  the  behaviour  of  the  circuit  under  all 
conditions. 

In  the  following  chapters  the  measurement  of  electric  currents,  the 
magnetic  properties  of  iron  and  the  electric  properties  of  dielectrics 
are  fully  dealt  with.  In  the  last  chapter  the  constants  of  electric 
conductors  and  circuits  are  calculated. 

The  work  has  been  carefully  translated  by  Dr.  S.  P.  Smith, 
Lecturer  at  City  and  Guilds  (Engineering)  College,  London,  and  late 
Chief  Designer  at  the  General  Electric  Co.,  Witton;  in  addition, 
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vi  PREFACE 

Mr.  B.  P.  Haigh,  B.Sc.,  of  the  University  of  Glasgow,  has  greatly 
^assisted  in  preparing  the  matter  for  the  press.  The  customary  English 
symbols  and  expressions  have  been  substituted  throughout  in  the 
text  and  diagrams. 

Great  credit  is  also   due    to    the    publishers    for    their  valuable 
assistance 

J.  L.  LA  COUR. 

O.  S.  BRAGSTAD. 
Febnmry^  1913. 
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INTRODUCTORY. 


1.  Continuous  Currents.  2.  The  Magnetic  Field.  3.  Electromagnetism.  4.  Elec- 
tromagnetic Induction.  5.  Energy,  Work  and  Power.  6.  Comi^ex 
Quantities. 

In  this  introductory  chapter,  only  the  more  important  laws  governing 
electromagnetic  phenomena  will  be  summarised.  The  electrostatic  laws 
referred  to  in  the  later  chapters  will  be  found  discussed  in  Chapter  XIX. 

1.  Continaons  Currents.  If  an  electric  difference  of  potential  (p.d.) 
exist  between  the  terminals  of  a  conductor,  in  which  there  are  no 
electromotive  forces  (e.m;f.'s)  '  active,  a  current  will  flow  along  the 
conductor  from  the  higher  to  the  lower  potential.  If  the  potential- 
diflereniSe  is  maintain^  constant,  the  current-strength  will  also  be 
constant. 

Ohm  was  the  first  to  prove  that,  with  constant  temperature,  the 
current-strength  in  a  conductor  is  directly  proportional  to  the  difference 
of  potential  at  the  terminals  of  the  conductor. 

The  ratio  of  the  terminal  pressure  p  to  the  current  i  is  defined  as 
the  electric  or  ohmic  resistance  of  the  circuit. 

Thus  r=^ (1) 

The  ohmic  resistance  r  of  a  uniform  conductor  of  constant  cross- 
section  is  directly  proportional  to  its  length  I  and  inversely  proportional 
to  its  cross-section  g,  or  ^ 

p  is  called  the  specific  resistance  of  the  conductor. 

In  the  electromagnetic  system  of  units,  r  has  the  dimension 

and  is  measured  in  ohms. 

Thus,  ohm  =  -  ^^^    =  -^  ^  =  1 0»  c.G.s.  units. 

^  ampere     10~* 


A.C. 
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Theory  of  alternatincj-currents 


*  'l^pdcifld  'resistance  is  taken  as  the  resistance  between  two  opposite 
faces  of  a  cube,  the  length  of  whose  side  is  one  cm.  Expressed  thus, 
the  specific  resistance  of  copper  is : 

p«  1-6 .  10-«(1  +0O04r)ft=  1-6(1  +0004r)  microhms, 
and  of  aluminium, 

/>  =  2-7(1  +  O'OO^r)  microhms, 

where  T  denotes  the  temperature  in  decrees  Centigrade  and  the 
factor  0-004  is  the  temperature^coefficierU — this  latter  happens  to  be  the 
same  for  both  copper  and  aluminium. 

Ohm^s  Law  can  be  written  thus :  In  any  part  of  a 

h]  drcuii  in  which  no  active  E,M.F,  is  preseni,  the  curr&rU 

equals  the  ratio  of  the  fall  of  potential  along  this  part  of 

the  circuit  to  its  resistcmce. 

Now,  since  electricity  cannot  accumulate  at  a  point  K, 

^\  where  several  wires  are  joined  (Fig.  1),  it  is  obvious 

YiQ,  1.  that  the  sum  of  the  currents  flowing  towards  the 

junction  must  equal  the  sum  of  those  flowing  away 

from  it.     Regarding,  then,  the  latter  as  positive  and  the  former  as 

negative,  we  have  for  every  junction  such  as  K: 

2(0  =  0.     (2) 

This  is  known  as  Kirchhoff*s  First  Law,  which  may  be  written-:  The 
algebraic  sum  of  all  currents  fhwing 
towards  or  away  from  any  junction  is  zero. 
Consider,  now,  a  closed  electric  circuit, 
as  for  example  in  Fig.  2,  in  which  the 
potentials  of  the  several  points  are  de- 
noted by  the  letters  Pj  to  P^.  Then, 
according  to  Ohm's  I^aw, 

i^r^  =  e,+  F^-P^, 

Taking  the  algebraic  sum  of  v\  by 
regarding  the  current  direction  as  positive  when  clockwise  and  as 
negative  when  counter-clockwise,  we  get: 


Thus 


2(ir)  =  i^r^  ^  if^  - 13^3  -  i^r^ =««-«»  =  2(e). 
2(»r)  =  2(a) 


.(2a) 


This  is  Kirchhofs  Second  Law,  which  reads  as  follows :  In  eveiy  closed 
circuit,  the  algebraic  sum  of  the  products  of  the  current  and  resistance  in 
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the  several  parts  of  the  circuit  equals  the  algebraic  stem  of  the  E,M,F's 
ading  in  the  circuit. 

If  we  consider  the  phenomena  in  an  electric  conductor  from  the 
electrostatic  standpoint,  then  the  current  i  corresponds  to  the  passing 
of  a  quantity  of  electricity  i  per  second  from  a  point  at  potential  P,  to 
a  point  at  lower  potential  Pj.  By  moving  unit  positive  electric  charge 
from  potential  P,  to  Pg*  ^^®  work  done  by  the  electric  forces  is  F^-P^; 
hence  the  work  done  when  current  i  flows  for  time  t  is 

This  energy  is  converted  into  heat.    The  work  done  in  unit  time  is 
the  power  (w),  whence 

w=t(A-P,)=iV.    (3) 

This  law  was  first  demonstrated  experimentally  by  Joule,  and  reads : 
TTie  amount  of  heat  produced  in  a  conductor  by  a  constant  current  in  unit 
time  varies  directly  as  the  resistance  of  the  conductor  and  as  the  square  of  the 
current  fhwing  in  it. 

If  a  constant  current  i  flows  in  a  circuit  in  which  an  E.M.F. 
e — produced  by  a  battery  or  generator — is  acting,  the  work  done 
per  second  equals  ei,  and  we  can  say  in  general  that  in  any  part  of  a 
circuit  where  the  B.M.F.  e  is  present  and  a  current  i  is  flowing,  the 
power  w  =  ei  will  be  given  out.  When  e  and  i  have  the  same  direction, 
this  energy  must  be  supplied  from  the  external  sources  which  produce 
the  current.  When,  on  the  contrary,  e  and  i  oppose  one  another,  work 
will  be  done  by  the  current  and  can  be  used  outside  in  the  form  of 
mechanical  or  chemical  energy,  and  so  on. 

2.  The  Magnetic  Field.  The  space  in  which  magnetic  actions  can 
be  observed  is  called  a  magnetic  field.  Without  forming  any  special 
hypothesis  about  the  nature  of  magnetism,  it  is  nevertheless  possible 
to  speak  of  a  quantity  of  magnetism,  or  of  magnetic  masses  which  can 
be  regarded  as  mathematically  definite  quantities,  the  magnitude  of 
which  can  be  determined  by  the  forces  they  exert.  Like  magnetic 
masses  repel,  unlike  attract  one  another. 

Though  actually  there  is  no  such  thing  as  free  magnetism,  it  is 
often  convenient  to  substitute  for  magnetic  fields,  magnetic  masses 
which  are  assumed  capable  of  acting  at  a  distance.  For  instance,  the 
field  of  a  long  bar  magnet  can  be  replaced,  with  close  approximation,  by 
imaginary  magnetic  masses  situated  at  twopoints  symmetrically  placed 
with  regard  to  the  axis  of  the  magnet.  These  points — known  as  the 
poles  of  the  magnet — are  from  0-8  to  085  of  the  axial  length  apart. 

The  force  exerted  by  two  magnetic  masses,  each  concentrated  at  a 
point,  on  one  another,  is  expressed  by  Coulomb's  Law, 


K^f^ (4) 


where  r  is  the  distance  between  the  two  masses  and  /  is  a  coefficient 
depending  on  the  system  of  units  and  on  the  medium. 
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In  the  electromagnetic  system  of  units  (c.G.s.  system)  and  for  a 
gaseous  medium  or  vacuum,  /=  1.  The  \nechanical  force  K  has  the 
dimension  dim.  (AT)  =  dim.  (LMT'^), 

and  is  measured  in   ^—^  in  absolute  units, 
sec^ 

The  unit  of  mechanical  force  is  the  dyne,  and  is  defined  as  that  force 
which  gives  unit  acceleration  to  unit  mass. 

The  practical  unit  of  force  is  a  kilogram  weight,  I  kg  =  981000  dynes. 
The  dimension  of  the  product  m^in2  is 

dim.  m^m^  =  Kr^  =  dim.  (L^MT^^) ; 
consequently  magnetic  mass  has  the  dimension  : 
dim.  (m)  =  dim.  (iHl^r-^). 
Unit  magnetic  mass  is  defined  as  that  mass  which,  when  placed  in  air, 
exerts  a  force  of  one  dyne  on  a  similar  mass  at  a  distance  of  1  cm. 
In  general,  the   points  in   a  field  where  magnetic  masses  appear 
to    be    concentrated  are  designated  poles.     Unit 
magnetic  mass  in  a  magnetic  field  is  acted  on  by  a 
mechanical  force  H,    This  force  H  is  defined  as  the 
field-strength  or  -intensity,  and  has  the  dimension : 

dim.  Mechanical  forcex  ^  ^.^  (x-iji/iy-i). 
\  magnetic  mass  / 

By  a  line  of  force  is  understood  that  line  the  tan- 
gent to  which  at  any  point  coincides  in  direction 
with  the  field-strength  at  any  point  (Fig.  3). 
Lines  of  force  can  be  represented  by  means  of  iron  filings  strewn  on 


Pia.  S.— Line  of  Force. 


Fio.  4.— Field  of  Bar  Magnet 

a  sheet  of  paper  placed  in  the  plane  of  the  field.     The  filings  then 
arrange  themselves  in  lines  which  approximate  in  direction  to  the  lines 
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of  force.     Fig.  4  is  from  a  photograph'  taken  with  a  bar  magnet,  whilst 
Fig.  5  shows  the  lines  of  force 
of  a  horse-shoe  magnet. 

Constant  magnetic  forces 
have  a  potential,  which,  at  any 
point  in  the  field,  is  given  by  : 


--Kt)- 


(6) 


where  m  is  the  magnetic  mass 
of  the  field  and  r  the  distance 
from  the  point  considered. 
The  summation  is  taken  for 
all  the  magnetic  masses  pro- 
ducing the  field. 

A  surface  which,  at  every 
point,  is  perpendicular  to  the 
direction  of  the  field  is 
called  an  eguipoterUial,  mrface. 
Such  a  surface  is  the  locus  of 
all  points  having  the  same 
potential. 

The  element  of  magnetic  flux 
passing  through  a  surface- 
element  is  the  product  of 
the  surface-element  df  and 
the  normal  component  H„  of  the  field-strength,  that  is  (Fig.  6): 

d^^H^df^H  cos  adf, 
d^ 


Pia.  6.— Field  of  Horao-shoe  Magnet. 


and 


H  = 


df 


^lo.  0. 


If  we  split  up  any  desired  surface  F  into  surface- 
elements  and  take  the  sum  of  the  fiuxes  passing 
through  the  several  elements,  we  get  the  magnetic 
flvx  4>  passing  through  the  mirface  F  \ 


or. 


^^lifHcosadf 

=  [i7cosaaf/- ("//,(//. 


A  magnetic  tube  of  fm-ce  (Fig.  7)  is  defined 
as  the  space  which  is  bounded  by  lines  of 
force  passing  through  a  closed  curve  C\ 
K  we  draw  a  number  of  surfaces  through 
any  point  in  the  tube,  then  the  same 
flux  will  pass  through  all  sections  which 
the  tube  of  force  makes  with  these  sur- 
faces; for,  in  an  infinitely  small  tube,  for  any  section,  we  have 
d^  =  UJf=^  11  cos  a  df^-  Hdf^, 


Fin. 


-Tube  of  Force. 
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where  rf/„  denotes  the  section  which  the  tube  cuts  on  the  equipotontial- 
surface  at  the  point  considered. 

Gauss  and  Green's  Theorem  can  be  deduced  directly  from  Coulomb's 
Law,  and  may  be  written :  The  total  number  of  lines  of  force  4>  passing 
through  wny  closed  surface  F  equals  iw  times  the  sum  of  the  magnetic  masses  m 
toithin  that  surface.  From  this  it  follows  the  flux  has  the  same 
dimension  as  magnetic  mass. 


//«(;/=  *  =  47r2(m). 


.(6) 


Since  no  flux  can  pass  through  the  boundary  of  a  tube  of  force, 
it  follows,  from  Gauss  and  Green's  Theorem,  that  the  flux  passing 
through  any  section  of  a  tube  is  quite  independent  of  the  position 
of  the  section,  i.e.  the  flux  inside  a  tube  of  force  is  constant.  A  tube 
enclosing  the  flux  *  =  1  (c.G.S.  units)  is  defined  as  a  unit  tube  of  force, 
and  any  tube  of  force  may  be  said  to  contain  a  certain  number  of  unit 
tubes.  In  a  strong  field,  the  unit  tubes  have  a  very  small  cross- 
section.  The  field-strength  at  a  point  denotes  the  number  of  unit 
tubes  of  force  of  like  section  which  pass  through  a  square  centimetre  at 
the  place  in  question. 

The  above  properties  of  the  magnetic  field  hold  in  general  for 
a  homogeneous  medium,  as  fpr  instance  a  vacuum.     If  a  body  be 


Fio.  8.— Weakening  of  Magnetic  Field  due 
to  Introduction  of  Diamagnotic  Body. 


Pio.  9.— Strengthening  of  Magnetic  Field  due 
to  Introduction  of  Paramagnetic  Body. 


brought  into  a  vacuum  where  a  magnetic  field  exists,  the  field  in  the 
body  and  its  neighbourhood  will,  m  general,  change  in  shape  and 
strength.  If  the  field  is  weakened,  i.e.  if  the  tubes  of  force  are  widened 
out,  the  body  is  called  diamagneiic  (Fig.  8) ;  if  the  field  is  strengthened, 
i.e.  if  the  tubes  are  contracted,  the  bcSy  is  called  paramagnetic  (Fig.  9), 
whilst  if  the  field  becomes  strongly  concentrated,  the  bpdy  is  said  to  be 
ferro-magnstic. 

The  magnetic  conductivity  of  a  substance  is  called  its  permeabilityy 
and  is  denoted  by  /x. 

When  a  body  is  brought  into  a  magnetic  field,  it  is  said  to  be 
magnetised  by  imludioii,  and  the  ratio 


d^ 

df 


=  i? 
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is  called  the  magnetic  induction  or  the  /lux  density,  d^  is  the  flux  passing 
through  the  elemental  section  dfoi  an  equipotential  surface  in  the  body. 
In  a  ferro-magnetic  substance  situated  in  a  uniform  field,  take  two 
cylindrical  cavities,  whose  axes  lie  in  the  direction  of  the  magnetic 
force.  The  one  cavity  (Fig.  10a)  is  a  narrow  canal,  so  long  that  it  may 
be  considered  as  a  tube  of  force,  since  the  lines  of  force  are  parallel  to 
the  axis.  If  we  bring  unit  magnetic  mass  into  this  cavity,  in  order  to 
t«st  the  magnetic  conditions,  it  will  be  acted  on  by  a  force  equal 
to  the  field-strength  H  at  this  point ;  this  force  is  much  smaller  than 

H»4TI-B 


Fio.  lOo.  Flo.  10(k 

Field-strength  and  Induction  inside  a  Ferro-magnetic  Body. 

the  above  defined  induction  B  \  whence  it  follows  that  the  magnetic 
force  inside  a  ferro-magnetic  substance  or  a  magnet  is  not  the  same 

as  that  -77  in  a  vacuum,  but  is  defined  thus : 

2%c  magnetic  force,  or  fietd-strength,  at  a  point  inside  a  magnet  is  the  force 
which  ads  on  unit  magnetic  mass  when  placed  at  this  point,  when  the  same 
is  taken  in  an  infinitely  thin  cavity  cut  in  the  direction  of  the  lines  of 
magnetisaiio7L 

The  second  cavity  .(Fig.  106)  is  an  infinitely  thin  crevasse  perpen- 
dicular to  the  direction  of  the  magnetic  force.  The  unit  mass, 
when  brought  into  this  crevasse,  will  be  acted  on  by  the  force  B, 
although  the  magnetic  force  inside  the  magnet  is,  as  shown,  only  H, 
In  order  to  explain  this  phenomenon,  we  ima^ne  the  two  end- 
surfaces  Fjf  and  Fg  to  he  respectively  charged  with  north  and 
south  magnetism.  These  magnetic  masses  exert  a  force  on  the  unit 
mass  at  point  P,  which  can  be  calculated  from  Coulomb's  Law. 

Denote  the  magnetic  density  of  the  two  charges  by  -f-  /  and  -  /. 

Then  the  force  exerted  on  P  by  a  surface-element  df  is  —J-.    This  can 

be  split  up  into  two  components — one  in  the  direction  of  the  magnetic 
force,  and  the  other  normal  to  it.  Component  forces  normal  to  the 
magnetic  force  obviously  neutralise  one  another,  whilst  the  resultant 
in  the  direction  of  the  magnetic  force  is  : 

— ^  cos  <f}  =  I  d(a, 
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where  dw  is  the  solid  angle  subtended  by  df  at  P.  Summing  up  the 
components  of  all  surface-elements  of  the  surface  Fy  in  the  direction  of 

when  the  surface  Fjf  is  large  compared  with  the  height  of  the  cylinder. 
The  same  result  is  obtain^  by  considering  the  surface  Z'^,  so  that  the 
resultant  magnetic  force  of  the  two  surface-charges  is  4ir/,  and  as 
resultant  force  on  the  unit  mass  in  the  crevasse,  we  get 

where  /  is  defined  as  the  intensity  of  magnetisation.    I  is  also — as  above 
assumed — equal  to  the  density  of  the  surface-charges  assumed  to  exist 
on  the  boundary  surfaces  Fy  and  Fg. 
The  magnetic  permeability  is 

B 

and  has  the  dimension  of  a  number. 

Consequently  the  magnetic  induction  B  and  the  field-strenffth  H 
have  the  same  dimension.  The  unit  of  this  dimension  in  the  electro- 
mametic  system  of  units  is  called  a  Gauss, 

A  distinction  must  be  made  between  the  iT-flux  and  the  ^-flux. 
The  ^-flux,  i.e.  the  flux  due  to  induction,  which  passes  through  a 
closed  surface  F^  is  independent  of  the  magnetic  nature  of  the  medium 
in  which  the  suHace  is  taken,  that  is,  Gauss'  theorem  is,  in  general : 

j,*7/,rf/=47r2(m) (6a) 

or,  in  other  words,  the  B-fiux  remains  constant  in  passing  from  one 

medium  to  another. 

Take  two  points  close  to  the  boundary  surface  between  the  two 
substances  K^  and  K^  (Fig.  11).  Then, 
since  the  J9-flux  remains  the  same  in  passing 
from  one  medium  to  the  other,  we  have 

Bn,  =  B^    or    i^H^^^iiJI^^, 

W  /xi5/^,   then  H^,$H^,  that  is,  in 
passing  from  one  medium  to  the  otlier,  the 
components  of  the  magnetic  force,  taken  normal 
P,Q  ji  to  tJie  hotindai^  surface^  are  discontinvmis. 

The  tangential  components  of  the  mag- 
netic force  are  continuous  in  passing  from  one  medium  to  another, 
that  is, 

whence 


i.e.  in  passing  from  one  medium  to  another  the  iangeviial  components  of  the 
B-flux  are  disconiimvous. 
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From  Fig.  11,  tanj^^Ma. 

^       *  tana,     /ij 

Hence,  in  passing  from  one  medium  to  another  the  induction  or  B-tubes 
are  discontinuous.  In  substances  of  high  permeability  therefore,  like 
iron,  the  tubes  enter  and  leave  almost  perpendicularly  to  the  surface. 

In  order  to  treat  magnetic  problems  mathematically  in  spite  of  the 
discontinuity  of  the  iT-tubes,  we  assume  the  boundary  surface  between 
the  two  bodies  to  be  replaced  by  magnetic  surface-charges  from  which 
tubes  enter  and  leave.  Where  the  flux  passes  out  of  a  medium  of 
higher  permeability,  e.g.  iron,  these  magnetic  charges  have  the  positive 
sign  (north-pole  magnetism);  and  where  it  enters  a  medium  of 
higher  permeability,  the  negative  sign  (south-pole  magnetism).  Such 
imaginary  charges  are  called  poles. 

3.  Electromagnetism.  A  magnetic  field  is  most  easily  produced  by 
means  of  an  electric  current.  Oersted  was  the  first  to  discover  that 
an  electric  current  acted  on  a  freely-suspended  magnetic  needle  by 
tending  to  bring  the  same  into  a  direction  perpendicular  to  that  of  the 
current.  According  to  the  elemental-law  of  Laplace,  the  mechanical 
force  K  exerted  by  a  current-element  on  the  magnetic  mass  m  at  a 
distance  r  is:  -«-.7o 

;i:=^8in^. (7) 

This  force  has  a  direction  normal  to  the  plane  passing  through  the 
element  ds  and  the  mass  m  (Fig.  12a).  Conversely,  the  current-element 
is  acted  on  by  the  magnetic  mass  in  the  opposite  direction. 


/r. 

fids 

-H  -r 

> 

/ 

' 

/ 

* 

/ 

/ 

** 

/     ^ 

Pio.  12a.  Pia.  12b. 

Electroma^etic  Forces. 

Every  electric  current  produces  a  magnetic  field,  which  surrounds 
the  conductor  in  which  the  current  flows,  and  acts  on  all  magnetic 
masses  in  the  neighbourhood;  conversely,  every  conductor  which 
carries  a  current  is  acted  on  by  a  mechanical  force  when  brought  into 
a  magnetic  field.     This  force  is  expressed  by 

K'  =  mdssin<l>, (7a) 

where  c^  denotes  the  angle  between  the  current-element  ds  and  the 
direction  of  the  field  //  (Fig.  I2b), 

As  mentioned  above,  the  field  at  any  point  due  to  a  current- 
element  is  perpendicular  to  the  plane  passing  through  the  element  and 
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the  point  considered.  The  direction  of  this  field  can  at  once  be  found 
from  the  following  rule : 

Place  the  palm  of  the  right  hand  along  the  conduct^-  so  that  the  fingers 
point  in  the  diredioti  in  which  the  current  is  flowing — then  the  thumb  points 
m  t?ie  direction  of  the  fUld-strength  H  at  the  point  P  (Fig.  13). 

If  the  conductor  (Fig.  126)  is  movable,  it  would  be  displaced  by 
the  force  K'  in  the  direction  as  given  by  following  rule : 

Place  the  left  hand  along  the  conductor  so  thai  the  flux  enters  the  palm  of 
the  hand  and  the  fingers  point  in  the  direction  of  the  current — the  thumb 
will  then  give  the  direction  in  which  the  conductor  will  tend  to  move. 

This  rule  can  be  used  for  determining  the  direction  of  rotation  in 
the  case  of  a  motor. 


Fio.  13.-<Detenuination  of  Direction  of  Flold 
due  to  Bloctrlc  Current. 


Fio.  14.— Magnetic  Field  produced 
by  Current  in  a  Straight  Wire. 


H^- 


From  formula  (7)  it  is  clear  that  the  lines  of  force  produced  by  a 
straight-line  cuirent  (Fig.  14)  are  concentric  circles,  Ijnng  in  planes  normal 
to  the  conductor,  and  that  the  field-strength  H  at  any  point  r  cm  away 
from  the  conductor  is  2i 

r 
For  a  circular  current  (Fig.  15)  the  field  at  the  centre  is 

2jri 

where  B  =^  radius  of  the  circle. 

From  this  we  can  express  the  dimension  of  current 
in   electro-magnetic  units, 

z  =  dim.  (length  x  field-strength) 
=  dim.(Z,*if^r-i); 

and  in  the  same  system  of  units,  unit  current  is 
that  current  which — flowing  in  a  circle  of  unit  radius — produces  a 
field-strength  27r  at  the  centre.     An  ampere  is  ^^  of  this  unit. 


0 


Fig.  16. 
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At  the  centre  of  a  long  solenoid  (Fig.   16),  the  strength  of  the 

where  w  =  no.  of  turns  of  the  solenoid  and  i  =  current  in  each  turn, 
measured  in  absolute  units. 

— f 

i  !"' 

U L ^ 

Fig.  le.— Solenoid. 

When  y  is  small,  the  field-strength  may  be  written : 

and  is  nearly  constant  at  all  points  inside  the  solenoid.     When  the 
current  is  measured  in  amperes,  we  get 

r^ ^Oiviw ^l-26iw _   iw 
~L  Z        0^' 

iw  is  called  the  ampere-turns  of  the  solenoid,  and  is  of  late  referred 
to  as  the  magnetomotive  force,* 

This  formula  is  still  more  exact  if  the  solenoid  be  closed  (Fig.  17) 
to  form  a  ring. 

The  work  done  in  carrying  unit  quantity 
of  magnetism,  placed  inside  this  ring, 
round  one  complete  turn  of  length  L 
against  the  force  H,  is 

HL  =  0'4irm 

If  the  unit  quantity  is  moved  over  any 
closed  curve  C,  the  work  done  is  equal  to 
the  sum  over  the  whole  circuit  of  all  the 
work-elements  Hdl^  i.e. 


-^^di^y 


Hdl 

f  C  Fio.  17.— Simple  Ma^^ietic  Circuit 

This  summation  is  called  the  line-integml 

of  the  magnetic  force  H  over  the  cwve  C,  and  is  equal  to  O'iir  tim^s  the  sum 

of  ail  the  ampere-tuiiis  linked  with  the  curve  C\ 

Thus,  {Hdl^O^Triw.    (8) 

Of  recent  years,  it  has  been  customary   to  start  from  this  as  the 

*ThiB  must  not  be  confused  with  the  obsolete  conception  of  magnetomotive 
force  (M.M.F.),  which  is  used  to  denote  l'25tir,  i.e. 
M.M.F.  =  1^  amp. -turns. 
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fundamental  law  of  electromagnetism  and  not  from  the  differential 
equation  in  formula  (7) ;  the  former  can  be  deduced  from  the  latter. 

Ijet  the  toroid  in  Fig.  17  have  an  iron  core,  and  let  a  current 
pass  through  the  coils,  which  are  wound  evenly  on  the  core.  Then  at 
all  points  equidistant  from  the  axis  of  the  ring  there  will  be — on  account 
of  symmetry — the  same  magnetic  force;  and,  corresponding  to  this 
force  H,  there  will  be  the  induction  B,  Hence  the  tubes  of  induction 
produced  by  the  current  are  concentric  and  have  their  path  inside  the 
ring.  The  whole  body  will  be  magnetically  neutral  to  all  other 
bodies,  i.e.  there  are  no  poles,  and  is  therefore  termed  a  dosed  magnetic 
circuit. 

Magnetic  circuits  as  a  rule  have  not  a  constant  section  as  in  the 
case  of  the  above  ring,  and  have  not  the  same  niaterial  throughout, 
so  that  the  permeability  varies  from  point  to  point* 

Consider,  however,  one  tube  of  induction  of  a  magnetic  circuit — we 
know  that  the  flux  *,  in  the  tube  is  constant,  and  practically  sym- 
metrically distributed  over  the  small  surface  /, ;  then 

and  B  =  fiH; 

B     # 
hence  H=-  =  -^y 

whence  it  follows  that 

where  B^  is  called  the  magnetic  resistance  or  reluctance  of  the  tube  of 
force  under  consideration.  | 

is  the  magnetic  permeance  of  the  tube  and  has  the  dimension  of  a  length. 
If  several  tubes  are  interlinked  with  the  same  ampere-turns,  the 
permeance  of  all  the  tubes  can  be  added  and  the  reluctance  R  of 
the  total  magnetic  circuit  with  which  the  ampere-turns  iw  are 
interlinked  is  ^ 

The  total  flux  in  the  circuit  is  then 

a         ampere-turns  *   ^, 

or  flux  =  — \——        (9) 

reluctance  ^  ' 

The  electromagnetic  unit  of  flux  is  called  a  welm\  Formula  (9)  is 
similar  to  Ohm's  Law  for  electric  currents.     From  this  formula  and 
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the  fact  that  tubes  of  induction  possess  constant  flux,  it  follows  that 
Kirchhoff^s  two  laws  hold  for  magnetic  circuits. 


.-- -  .••-—-.  1 

^ 

1  I 

1 

^' •■ "— -'  1 

Fio.  18a.  Fio.  186. 

Comparison  between  Interlinked  Magnetic  Circuits  and  Interlinked  Electric  Circuits. 

Fig.  18a  shows  two  interlinked  circuits  for  which  these  laws  hold, 
the  magnetic  circuits  corresponding  to  the  electric  circuits  of  Fig.  186, 

4.  Electromagnetic  Induction.  When  a  conductor  forms  a  closed 
circuit  in  a  magnetic  field  which  is  varying^  an  E.M.F.  will  be  induced 
in  the  circuit.  This  phenomenon,  discovered  by  Faraday^  is  known  as 
electromagnetic  irtdiuiion.  On  the  basis  of  Faraday's  researches,  Maxwell 
formulated  the  fundamental  law  of  electromagnetic  induction,  which 
experience  has  completely  verified.  This  law  can  also  be  developed 
from  the  fundamental  laws  of  electromagnetism  and  the  principle  of 
the  conservation  of  energy.     Maxwell's  Law  is  as  follows : 

The  E,M.F,  e  induced  in  a  closed  condudo)'  C  equals  the  mte  of  change  of 
th^flux  #  which  is  irUerlinked  with  the  conductor  C, 

'^^  --f (10) 

The  current  produced  in  the  circuit  C  by  this  induced  e.m.f.  is  called 
an  induced  current,  and  the  field  which  induces  the  B.M.F.  is  called  the 
inducing  field.  The  change  of  fiux  can  take  place  in  various  ways, 
e.g.  by  a  change  of  field-strength,  whilst  the  conductor  retains  its 
position^    or    by   a   change   of 


^dmnaring 


position  of  the  conductor  in  a 
constant  field.  In  the  first  case 
the  direction  of  the  current  is 
always  such  as  to  oppose  the 
change  in  the  field-strength — 
hence  the  negative  sign  in 
formula  (10).  By  means  of 
the  hand-rule,  we  get  the  direc- 
tions of  the  induced  e.m.f.'s  as 
in  Figs.  19a  and  h  for  increase 

and  decrease  of  the  field-strength.     In  the  second  case  the  E.M.F.|is 
induced  by  a  relative  displacement  of  the  conductor  in  the  field. 

When  only  a  part  of  the  conductor  is  in  the  field  it  is  easier 
to  determine  the  induced  E.M.F.  by  means  of  the  elemental-law  of 
electromagnetic  induction.  Such  a  law  cannot  be  proved,  and  it  must 
suffice  that  from  this  the  fundamental  law  can  be  deduced. 


Fio.  V»a, 


Fio.  196. 
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This  elemental  law  is  as  follows : 

If  an  element  ds  of  a  circuit  be  moved  in  a  magnetic  field,  an  E.M,F,  will 
be  induced  equal  to  the  flux  cut  by  ds  in  u/iiit  tim£,  i.e. 

'^'-'-w- <"> 

To  determine  the  positive  direction  of  the  induced  R.M.F.  the  following 
hand-rule  is  convenient: 

Place  the  right  hand  in  the  magnetic  field  so  that  the  flux  enters  the  palm 

and  the  thumb  points  in  the 
direction  in  which  the  con- 
ductor moves — the  fingers 
will  then  point  in  the  direc- 
tion of  the  induced  E,M,F. 
{or  of  the  cwirent),  as  in 
Fig.  20. 

Often  the  circuit  C  is 
not  a  simple  curve,  but 
consists  of  several  turns, 
some  of  which  do  not 
embrace  the  total  flux. 
In  every  case,  the  E.M.F. 
induced  in  a  turn  is  pro- 
portional to  the  change 
of  flux  in  that  turn. 
Hence,  to  find  the  total 
E.M.F.  induced  in  a  circuit  or  coil,  the  sum  2(^^/0),)  of  all  the  inter- 
linkages  of  flux  and  turns  must  be  taken  ;  thus,  in  general. 


Fio, 


20.— Determination  of  Direction  of  E.M.F.  induced  in  a 
Conductor  by  Motion  in  a  Magnetic  Field. 


* dt     ' 


.(10«) 


that  is,  the  E.M.F.  induced  in  a  circuit  equals  the  rate  of  dian^e  of  the 
number  of  inteiiinkages  of  the  flux  with  the  circuit. 
E.M.F.  has  the  dimension 

dim.  e  =  dim.  /fi?Ld:?trengthx8urface\ 
\  time  / 

=  dim.(Z^3f^r-i). 

The  absolute  unit  of  electromotive  force  is  that  km.f.  which  is 
induced  in  a  circuit  when  the  number  of  interlinkages  is  altered  by 
unity  in  unit  time.  The  practical  unit  has  been  chosen  equal  to 
10*  times  this  absolute  unit,  and  is  called  a  volt ;  hence 

«= ,,       10  8  volts. 

at 

5.   Energy,  Work  and  Power.     Every  mechanical  system  of  forces 
possesses  a  certain  potential  energy.    Such  a  system  always  tends 
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to  assume  a  position  of  equilibrium,  in  which  the  potential  energy 
will  be  a  minimum.  When  the  potential  energy  is  decreased,  work  is 
done  by  the  system ;  when  the  potential  energy  is  increased,  energy 
is  taken  from  outside,  i.e.  work  is  given  to  the  system. 

Electromagnetic  forces  also  possess  potential  energy,  which  can  be 
determined  from  the  fundamental  law  of  electroma^etism.  The 
potential  energy  of  an  electric  current  i  interlinked  with  a  magnetic 
field  ^  independent  of  the  current  is  - 1#,  where  ^  is  the  flux  inter- 
linked with  the  current  i,  the  direction  of  the  flux 
being  the  same  as  that  of  the  flux  due  to  the 
current  (Fig.  21).  If  the  conductor  carrying  the 
current  i  is  displaced,  or  the  field  is  varied,  so 
that  the  interlinked  flux  changes  from  €>j  to  €>2, 
the  forces  exerted  by  the  field  on  the  current 
will  perform  an  amount  of  work  A  equal  to  the 
change  of  potential  energy  in  the  system. 

Thus,  ^=t(€>2-*i).  Fio.  21. 

According  as  ^2  ^  greater  or  less  than  #, ,  the  energy  of  the  system 
decreases  or  increases,  and  the  work  is  done  by  the  field  forces  or 
against  them. 

If  the  current  is  kept  constant  and  the  flux  varied,  the  work  done 
by  the  field  on  the  current  in  the  time-element  dt  is 

and  the  power  exerted  by  the  field  at  this  instant  will  be 

dA_,  d^ 

or  w=  -ei, •••(12) 

where  e  is  the  E.M.F.  induced  in  the  direction  in  which  the  current 
flows. 

If  the  flux  $  is  increased,  i.e.  if  d^  is  positive,  an  E.M.F.  e  will  be 
induced  which  will  tend  to  weaken  the  flux  by  opposing  the  current. 
Thus  w  is  positive  and  work  is  done  by  the  field.  This  is  the  case  of 
a  motor.  On  the  other  hand,  if  the  flux  €>  is  decreased,  an  E.M.F.  will 
be  induced  in  the  same  direction  as  the  current  i  and  the  power  w  is 
negative.     The  work  is  thus  done  against  the  field,  and  we  have  a 

fenerator.     We  thus  see  that  the  current  and  induced  E.M.F,  have  the  same 
irection  in  a  generator  and  opposite  directions  in  a  motor. 
From  formula  (12)  and  from  section  1,  it  is  seen  that  the  work 
supplied  to  a  circuit  in  the  element  of  time  dt  is  always 

dA=eidt,  (13) 

where  e  and  i  are  to  be  taken  positive  when  they  have  the  same 
direction. 

If  current  and  E.M.F.  have  constant  ma^itudes,  as  is  the  case 
with  continuous  currents,  the  supplied  power  is 
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If  the  circuit  is  not  a  simple  one,  as  in  Fig,  21,  but  has  several 
complicated  branches,  then  the  potential  energy  of  this  system  is 

-2t{2K*,)}, 

where  2(t(?,#,)  denotes  the  number  of  interlinkages  of  tubes  of  force  with 
the  current  t.  The  product  of  current  and  interlinkages  2(«;^4>,)  must 
be  taken  for  each  current  of  the  system  and  the  sum  of  the  whole  found. 

If  the  circuit  is  movable  in  space,  the  electrodynamic  forces  which 
act  on  it  tend  to  make  the  potential  energy  of  the  system  a  minimum. 
Conversely,  if  the  circuit  is  fixed  in  space  the  distribution  of  the  flux 
will  be  such  that  the  number  of  interlinkages  of  tubes  of  force  tends  to 
become  a  maximum. 

When  the  flux  of  the  magnetic  field  is  not  independent  of  the  current  in 
the  electric  circuit,  but  its  reluctance  constant,  tnen  the  potential  energy 
of  such  a  system  is  _  lSt{2(w,#,)}. 

The  simplest  form  of  such  an  electromagnetic  system  is  an  eleclric 
circuit  together  with  the  magnetic  field  produced  by  the  current  in  the 
circuit.  The  energy  which  is  necessary  for  the  production  of  the  mag- 
netic field  of  the  circuit  is  equal  to  the  potentid  energy  with  opposite 
sign.  Let  us  calculate  this  energy.  The  variation  of  the  energy  in  the 
time  dt  18  dA-^  -eidt  =  id2{w,'^J), 

If  the  reluctance  of  the  field  is  constant,  ^,  is  proportional  to  i,  and  by 
integration  we  obtain    ,     r.,^>     *v     ,  .^.     ^v 

which  is  the  magnetic  energy  of  an  electric  circuit  with  constant 

reluctance.  Substituting  in  this  formula  the  relation  I  H dl  =^  iiriw,,  the 
energy  of  the  field  per  unit  volume  is  expressed  by      •' 

which  is  quite  analogous  to  the  expression  for  the  work  of  deformation 
in  a  purely  elastic  body.     This  formula  for  the  field  energy  per  unit 

volume  holds  quite  generally  for  all  mag- 
netic fields. 

If  an  iron  ring  with  an  air  gap,  as  shown 
in  Fig.  22,  is  magnetised  by  means  of  a 
continuous  current,  the  energy  supplied  to 
it  will  be  it^(Wg^g),  which  will  be  stored 
in  the  magnetic  circuit.  This  energy  exerts 
a  force  on  the  magnetic  circuit,  which  strives 
to  reduce  the  reluctance  of  the  latter.  In 
the  present  case  this  could  be  accomplished 
by  decreasing  the  air  gap.  The  magnetic 
charges  which  we  can  suppose  to  exist 
pjq  ^  on  the  boundary  surfaces  possess  opposite 

polarity  and  attract  one  another.     Thus 
the  force  of  attraction  between  these  two  surfaces  stresses  the  whole 
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ring  like  a  spring,  which  condition  only  ceases  when  .the  current,  and 
with  it  the  mi^^etism  and  stored  energy,  disappears. 

The  attractive  force  between  the  two  surfaces  Q  may  be  easily 
calculated.  The  magnetic  charge  on  a  surface  exerts  a  force  of  2irJ  on 
each  of  the  IQ  units  of  the  opposite  surface.  Consequently,  the  force 
of  attraction  is  j^_  2vI^Q 

or,  if  we  put  B  ^  ivl^ 

Power  has  the  dimension 

dim.  (power)  =  dim.  (E.M.F.  x  current)  =  dim.  (I^MT~^). 

The  practical  unit  of  power  in  the  C.6.S.  system  is  a  vxUL 

Watt  =  volt  X  ampere  =  10®  x  10"^  =  10*^  units  of  power  in  the  electro- 
magnetic system. 

The  unit  of  work  in  the  electromagnetic  system  is  the  erg : 

1  erg=l  cm  dyne; 

and  the  practical  unit  is  the  jotde : 

1  joule  =  10^  ergs. 

Thus  the  power  of  one  watt  corresponds  to  one  joule  per  sec.  The 
engineer's  unit  of  work  is  the  kibgramme-metre  (kgm)  or  the  fooU 
p(mnd  (ft. -lb.). 

Since  1  kg  =  2*205  lbs.  =  981000  dynes 

or  1  lb.  =  0-453  kg.  =  444000  dynes, 

and  1  metre  =  3-28  ft.    or    1  ft.  =  305  cm., 

then  1  kgm  =  981000 .  100  ergs  =  981  joules 

and  1  f t.-lb.  =  444000 . 305  ergs  =  1  355  joules. 

The  practical  unit  of  power  is  known  as  a  horse-powei\ 

The  horse-power  in  the  metric  system  as  used  on  the  Continent  is 

1  P.S.  =  75  kgm  per  second  =  75 .  981  =  736  watts ; 

and  in  the  English  system, 

1  H.P.  =  550  f t.-lb8.  per  second  =  550 . 1  355  =  746  watts. 

The  unit  of  heat  is  the  calorie^  and  is  equal  to  the  mean  amount  of 
heat  required  to  raise  the  temperature  of  unit  mass  of  water  by  one 
Centigrade  degree. 

The  small  or  gm-caJmie  is  equivalent  to  0*428  kgm ;  thus  a  gm-calorie 
is  equivalent  to  4*2  joules  or  the  power  of  4*2  watts  for  one  second. 

The  large  or  kg-calorie  is  1000  times  as  large  as  the  gm-calorie. 

6.  Oomplex  Quantities.  It  is  well  known  that  any  given  positive 
or  negative  number  can  be  represented  by  a  point  in  the  abscissa  axis 
OXf  by  taking  the  direction  from  the  origin  0  towards  A'  as  positive 

A.C.  B 
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and  the  opposite  direction  as  negative.     We  can  extend  this  system  of 
representation  by  letting  the  complex  number  a+jb,  where  y  =  \A^l, 

be  represented  by  a  point 
in  the  plane  of  the  co- 
ordinates, which  is  obtained 
by  setting  off  the  distance 
b  along  the  ordinate  at  a 
in  the  X-axis,  b  being  set 
off  in  the  direction  of  the 
Y-axis  when  it  is  positive 
and  in  the  opposite  direc- 
tion when  it  is  negative. 

Thiis  every  nwmber,  whether 
real  or  imaginaiyy  has  a  corre- 
spondirig  point  in  the  plane 
of  the  co-ordinafes  (Fig.  23) ; 
conversely,  every  point  in 
the  plane  of  the  co-ordinates 
corresponds  to  a  definite 
number. 

In  the  following,  symbolic 
expressions     for    complex 


nggtUtoe  reiU mUu£9  ^^ 


pmtweml  oaIut9 


Fig.  28. 


quantities  will  be  denoted  by  placing  a  dot  below  the  letter. 
Fig.  23,  let  ^  ^  ^  (jQg  ^      and     6  =  r  sin  <^, 


Thus,  in 


where 


r  =  >/a^TP    and    tan<^  =  - 


then  the  symbolic  expression  for  the  point  X  is 

X  =  a  -^-jjb  =  r  (cos  </>  -vj  sin  <^)  =  re'* 

where  c  =  2*71828  is  the  base  of  natural  logarithms. 

r  is  called  the  absolute  value  of  the  complex  quantity  A',  and  equals 
the  length  of  the  line  joining  the  origin  0  to  the  point  X,  <^  is  defined 
as  the  argument  of  the  complex  quantity,  and  is  the  angle  the  vector  OX 
makes  with  the  axis  of  positive  real  values.  Positive  real  numbers  fall 
on  the  axis  representing  positive  real  values,  i.e.  to  the  right  of  0  on 
the  abscissa-axis  (see  Fig.  23),  and  have  the  argument  zero,  whilst 
negative  real  numbers  fall  to  the  left  of  0  on  the  abscissa-axis  and  have 
the  argimient  ir. 

Similarly,  positive  imaginary  numbers  have  the  argument  ^  and  lie 

on  the  positive  ordinate-axis ;  negative  imaginary  numbers  have  the 

argument  -^  and  lie  on  the  negative  part  of  the  ordinate-axis. 

Two  complex  numbers  which  have  the  same  absolute  value  and 
whose  arguments  are  equal  but  of  opposite  sign  are  called  a/iijugaie 
numbers,  as,  for  example,  a-\-jb  and  a-jb.  Two  conjugate  complex 
numbers  correspond  to  points  in  the  plane  which  are  the  images  of  one 
another  with  respect  to  the  axis  of  real  values. 
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We  must  now  extend  our  conception  of  complex  quantities  and  see 
how  the  same  can  be  subjected  to  the  process  of  calculation.  This 
extension  can  be  so  effected,  that  complex  magnitudes  can  be  calculated 
by  the  same  rules  as  those  which  govern  the  operation  of  real  magni- 
tudes, and  the  fundamental  laws  for  real  magnitudes  can  be  taken 
as  special  cases  of  these  rules.  For  this  purpose,  we  deduce  the 
following  formulae : 

Addition  and  Subtraction. 
Let  X=a^-{-j\    and     y=^a2+Jh' 

Then  ?==^±  Y^a+jh 

Both  X  and   Y  represent  a  point  or  a  vector  in  the  plane  of  the 
co-ordinates. 

Let  a  point  P  in  the  plane  of  the  co-ordinates  be  represented  by  two 
complex  expressions,  e.g.  P  =  a  +jb  =  c  +jd,  then  we  must  have 

a  =  c  and  b  =  d, 
for  the  point  F  has  only  one  abscissa  and  one  ordinate.  Hence  every 
complex  equation  such  as  a  +jb  =  c  -{-jd  can  always  be  split  up  into  two 
real  equations.  This  is  due  to  the  fact  that,  strictly  speaking,  j  is 
merely  a  symbol  or  index,  which  serves  to  distinguish  between  ordinate 
and  abscissa  magnitudes  in  analytical  expressions. 

From  the  above  Theorem  of  Addition,  it  then  follows  directly  that 
a  =  fl4±a2    and    ft  =  fti±^2» 


when 
and 


Z=  tti  +jb^ ;     F=  ag  +jK 


2> 


Z^X±Y=^a+jb. 

Hence  Z  is  represented  by  a  point  whose  co-ordinates  are  the  sum 
of  the  co-ordinates  of  X  and  Y, 

As  seen  from  Fig.  24a,  the  radius-vector  Z  is  the  geometrical  sum  of 
the  vectors  Xand  V\  or,  in  other  words,  ^is  the  resultant  of  the  two  . 
components  X  and  F. 


real  eueu 


Fia.  i4a.— Addition. 


Z      4i 

Fig.  246.— Subtnwtlon. 


The  point  Z  is  obtained  by  drawing  a  line  from  the  point  A'  parallel 
and  equal  to  OY;  or,  in  other  words,  starting  from  the  one  component  X, 
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Let 
and 
Then 
or 


the  sum  Z  is  obtained  in  the  same  way  as  when  the  second  component  Y 
is  found  ijy  starting  from  the  origin  0, 

Similarly    the   diagram    in    Fig.    24J    represents    the    process    of 
subtraction. 

Multiplication. 

X=  aj  +  ]\  =  ri  (cos  c^  +;  sin  ^^  =  r^^^, 

y  =  fl2  +  A  =  »*2(cos  <^2  +;  sin  (^2)  =  '*\^^' 

=  rf^ { (cos  <^i  cos  <^2  -  sin  </>i  sin  <^2) 

+y(8in  </>iC08  </>2  +  cos  </>iSin  (^g)} 
=  rir2{co8(<^i  +  <^2)+;  sin(</»,  +  </>.3)} 

=  V2c^^*^-^*^, 

that  is,  ihi  inultijylication  of  two  complex  nuvihers  is  effected  by  multiplying 
the  absolute  niagniiiule  of  the  one  by  that  of  the  other  and  taking  the  sum  of 
their  arguments. 

The  product  of  two  conjugate  complex  quantities  is  a  real  quantity 
and  equals  the  sum  of  the  squares  of  their  absolute  values ;  thus 

(a+;6)(a-;^>)  =  a2  +  62. 

As  seen  from  Fig.  25,  the  product  of  two  vectors  can  be  regarded  as 
formed  from  one  vector  by  multiplying  the  absolute  value  of  one  vector 


Fio.  25.— Multiplication. 


Fio.  26.— Divifiion. 


by  that  of  the  other,  and  at  the  same  time  turning  the  former  vector 
through  an  angle  equal  to  the  argument  of  the  latter  vector.  Such  an 
operation  is  called  rotation  in  geometry,  for  the  vector  Z  is  considered 
to  result  from  the  vector  X  by  rotating  and  by  increasing  X  by  an 
amount  given  by  the  second  vector  Y—  r^^^.  The  rotation  is  counter- 
clockwise when  <f>2  is  positive  and  clockwise  when  <t>^  is  negative. 
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Let  the  value  + 1  be  set  off  along  the  abscissa-axis  and  join  1 Y, 
Then  the  triangles  0\  Y  and  OXZ  are  similar,  for  we  have 

£f=?X    and    LiXOZ)  =  <l>.=^L(\OY), 
OX     0\  V         /     ^2       V        /» 

that  is  to  say,  the  product  Z  is  farmed  froth  one  of  the  factorSf  e.g,  from  X, 
in  the  same  way  as  the  second  fadai'  Y  is  formed  from  unity. 

Division. 

The  operation  of  division  is  the  reverse  of  that  of  multiplication,  as 
seen  from  Fig.  26,  that  is,  the  division  of  two  complex  numbers  is  effected  by 
dividing  the  cU>soluie  magnitude  of  the  one  by  that  of  the  other  and  talcing  the 
difference  of  their  arguments. 

The  denominator  of  a  complex  quotient  is  made  real  by  multiplying 
both  denominator  and  numerator  by  the  conjugate  quantity  of  the 
denominator,  for  example  \ 

7-1.-  ^i_±A  „  (<bjy"^)  («i  -A) 

•  "y"a3+76;"  d\^b\ 

_  a^a^  +  b^b^  +j{b^a2  -  <h^) 

or  ^ri(cos<^i+ysin<^i) 

r2{co&<f>2-hjain<t>2) 

=  !r  {cos(<^i  -  c^a)  +y  sin(c/>i  -  <l>^)} 


/-^eMi'^, 


Involution. 
From  the  formula  for  multiplication,  we  get 
^  =  -J""  =  (a  +;6)"  =  {r(co8  4>  +j  sin  </>)}" 
=  r*  (cos  n<^ + ;  sin  n</>) = r^t^. 

Hence,  to  raise  a  complex  number  to  any  power, 
we  must  raise  the  absolute  value  to  that  power  and 
multiply  Us  argument  by  the  index. 

Fig.  27  represents  this  operation.  We 
have  thus,  for  example, 

{a-{-jbf=>a^-b^+j2db. 


Fig.  27.— Involution. 
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Evolution. 

=;yr  fees  ^+; sin  *U;/rc4 

Hence,  to  find  the  root  of  a  complex  number,  we  take  the  root  of  the  absdute 
value  and  divide  the  argument  by  the  index,. 

It  may  here  be  noted  that  in  complex  equations  it  is  always  allowable 
to  substitute  -j  for  +y,  provided  all  terms  in  the  equation  are  similarly 
treated.    For  example,  to  calculate  »Ja+]b,  put 

Ja+jb  =  a+jl3, 

then  also  »Ja  -jb  =  a  -  jp. 

Multiplyiug  these  two  equations  together,  we  get 

y/a^-\-b^=^a^  +  IP. 

By  squaring  the  first  equation, 

or  a  =  a«-)32    and   b^2ap; 

whence  a  =  ±  Vi  (\/a^^TP  +  a) 

and  P=  ±J^i^jW+W^y 

Since  b  =■  2a)3,  it  is  seen  that  a  and  P  have  the  same  sign  when  b  is 
positive  and  unlike  signs  when  b  is  negative.     Hence 

VS+76  =  ±  {Jiis/W^^^+a)  ±j ^^(Ta^^TP^) }. 

Since  the  above  theorems  apply  equally  well  to  real  numbers,  it  is 
obvious  that  they  are  therefore  quite  general. 
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CHAPTER  I. 

SIMPLE   ALTEBNATINGhCUBBENTS   AND   THEIB 
BEPBESENTATION. 

7.  Sine  Wave  Currents.  8.  Summation  of  Sine  Wave  Currents.  9.  Mean, 
Effective  and  Maximum  Values  of  Sine  Wave  Currents.  10.  Symbolic 
Representation  of  Sine  Wave  Currents.  11.  Power  given  by  Sine  Wave 
Currents.     12.  Symbolic  Representation  of  Power. 

7.  Sine  Wave  Currents.  The  simplest  alternating-current  is  one 
whose  momentary  value  can  be  expressed  as  a  function  of  the  time 
by  a  sine  wave,  e.g.  i=/_8in(2irc<  +  <^) 


,  sin  (tot  +  <^), 


where  I^^  is  the  amplUvde  of  the  current,  T  the  iiine  in  seconds  the  cunerU 
takes  to  pass  through  a  complete  cycU  oj' peiiodf  whilst  m^c  represents  the 
number  of  such  cycles  the  current  passes  through  in  one  second,  and 


Pio.  28.— Sinusoidal  VAiiatlon  of  an  Alternating-Current 

is  called'  the  frequency  of  the  current.     Fig.  28  shews  such  a  current, 
which  obeys  a  sine  law,  drawn  as  a  function  of  the  time. 
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With  polar  co-ordinates,  the  sine  curve  is  represented  by  a  circle 
(Fig.  29),  whose  diameter  OA  equals  the  amplitude  /„^.     OB  is  the 

momentary  value,  whilst  <^  is 
called  the  phase  angle  of  the 
current.  The  point  B  moves 
over  the  circle  twice  in  a  cycle; 
consequently,  w  =  2irc  repre- 
sents the  angular  velocity  of 
rotation  of  the  straight  line 
OB, 

The  current  passes  through 
zero  when 


<  =  ^n 


Eio.  29.- 


-Ropreseutatioii  of  a  Sinusoidal  Current  by 
Pofatr  Co-ordinates. 


whence  the  phase  of  the  current 
is  given  by 


^0  =  2^^' 


Since  the  amplitude  and  phase  ( <^  — )  of  the  current  are  given  by  the 

magnitude  and  direction  of  the  vector  OA,  the  latter  represents  the 
current  completely.  Its  momentary  value  is  obtained  by  projecting 
the  vector  OA  on  to  a  straight  line  OB  mtating  about  0  in  a  counter- 
clockwise direction  with  the  velocity  w.  The  rotating  line  OB  is 
therefore  called  the  time  line. 

This  method  of  representation  rests  on  the  assumption  that  the 
alternating-current  is  sinusoidal ;  consequently,  the  same  can  also  be 


Fio.  80.— Production  of  a  Sinusoidal  E.M.F. 


applied  to  an  alternating  e.m.f.  which  obeys  a  sine  law.  Such  an 
E.M.F.  can  be  produced  by  the  uniform  rotation  of  a  rectangular  coil 
about  its  longitudinal  axis  between  the  poles  of  a  magnet,  as  depicted 
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in  Fig.  30.     The  poles  are  assumed  to  be  sufficiently  large,  so  that  the 
field  in  which  the  coil  rotates  is  quite  uniform. 

At  the  instant  considered,  the  flux  passing  through  the  surface  F  of 
a  turn  is  (Fig.  31) 

*  =  jy/'cos(u/; 
and  since  the  induced  E.M.F.  is 
d^ 
dV 
the  E.M.F.  induced  in  the  turn  will  be  --^^^ 


III 


e  = 


i'> 


9/fM 


wmm^^Mj 


% 


«=  -  -^ — J ^  =  HFu}8ini»}L 

Now  HF  is  the  maximum  flux  em- 
bi-aced  by  the  turn  during  a  revolution; 
denoting  this  by  €>,^,  we  get 

e  =  27rc4>„„  sin  <at 
The  embraced   flux  4>  is  a  maximum 
when  (at  =  0  and  is  zero  when  <a/  =  -^. 
The  E.M.F.  induced  by  €>  is,  on  the  contrary,  zero  when  0)^  =  0,  and 
reaches  its  maximum   when   cu/  =  -.     It   is   thus  apparent   that   the 

induced  E.M.F.  is  a  minimum  when  the  coil  is  interlinked  with  the 
maximum  number  of  lines  of  force,  i.e.  when  the  coil  is  perpendicular 
to  the  field. 

This  is  also  in  agreement  with  the  previous  statement,  that  the 
induced  E.M.F.  varies  dfrectly  as  the  rate  of  cutting  of  lines  of  force. 


Fig.  81.— Production  of  a  Sinusoidal 
B.M.F.  due  to  Rotation  of  a  Coil  in  a 
Uniform  Field. 


Fio.  88. 


for,  when  the  number  of  interlinkages  is  zero,  the  coil  is  vertical 
(i.e.  ^  —  ^j  and  cuts  the  lines  of  force  at  the  maximum  rate;  con- 
sequently, in  this  position  the  induced  K.M.F.  is  greatest.  In  Fig.  32, 
the  flux  4>,  and  the  E.M.F.  e  induced  by  it,  are  drawn  as  functions  of 
the  time.     With  rising  #,  e  is   negative ;  and  with  falling  ^,  e  is 
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positive;  in  other  words,  the  E.M.F.  curve  is  the  differential  of  the 
flux  curve,  with  the  negative  sign  prefixed. 

If,  instead  of  one  turn,  .there  is  a  ooil  composed  of  several  turns  all 
in  the  same  plane,  the  induced  e.m.f.  will  be 

If  all  w  conductors  in  a  coil-side  are  so  near  together  that  the  same 
flux  ^nmx  is  embraced  by  each  turn,  then 

e=2ircM4>a^sin(ii<. 

Since  the  field-strength  H,  the  sum  of  all  surfaces  ^F  of  the  turns,  and 
the  angular  velocity  a»  are  constant,  we  can  write 

«  =  -^mi«  sin  id. 

If  H,  F  and  w  are  in  c.G.s.  units,  then  e  and  E  will  also  be  in  absolute 
units.    To  reduce  to  volts,  we  must  write 

J?„u.  =  2«-cw*„,„  10-8  volts (U) 

A  cycle  ui  this  case  corresponds  to  a  revolution  of  the  coil,  and  the 
frequency  c  equals  the  number  of  revolutions  per  second. 

The  direction  of  the  E.M.F.  induced  in  the  coil  at  any  moment 
can  be  found  from  the  hand  rule  on  p.  14,  and  is  represented  by  the 
arrows  (Fig.  30). 

8.  Summation  of  Sine  Wave  Gurrents.  In  Fig.  30,  all  the  turns 
of  the  rotating  coil  lie  in  the  same  plane,  and  the  e.m.f.'s  induced  in 

the  several  turns  all  reach  their  zero 
together  and  all  attain  their  maximum 
together.  In  .this  case,  the  E.M.F. 's 
are  said  to  be  in  phase  with  one 
another. 

If  the  turns  are  in  different  planes, 
but  arranged  about  a  common  axis, 
j^_  as  in  Fig.  33,  the  e.M.f.'s  induced  in 
the  several  turns  will  no  longer  have 
the  same  phase,  but,  in  respect  to 
time,  they  will  be  displaced  in  phase. 
Denoting  the  E.M.F.  induced  in  coil  I. 

then   the  E.M.F.   induced  in  coil  II. 

will  have  the  same  frequency  as  the 

E.M.F.  induced  in  coil  I.,  since  the 

angular  velocity  w  is  the  same  in  the  two  cases,  but  its  phase  will  be 


\ 


I 

Fio.  38. 


difierent;  thus, 


«2  =  -^2ii 


J  sin  (iat  -  <!>), 


where  </>  is  the  constant  angle  by  which  coil  II.  lags  behind  coil  I. 
Thus  the  e.m.f. 's  of  coils  I.  and  11.  are  di^Jaced  from  one  another  by 
the  angle  <^,  which  the  coils  make  with  one  another  in  space,  whence 

I 
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the  angle  ^  is  called  the  arigle  of  phase-displacemeiU  between  e^  and  e^. 
The  negative  sign  before  <^  denotes  that  e^  lags  behind,  or  reaches  its 
maximum  after  e^ 

Again,  the  plane  of  coil  III.  is  displaced  from  that  of  coil  I.  by  the 
angle  ^,  in  the  direction  of  the  sense  of  rotation.  The  E.M.F.  induced 
in  coil  III.  can  then  be  written 

C8.=  -^8m«8in((u/  +  f), 

which  means  that  coil  III.  reaches  its  maximum  E.M.F.  (or  its  zero) 
before  coil  I.  attains  its  maximum  E.M.F.  (or  its  zero)  by  an  amount 
corresponding  to  the  time  taken  for  the  system  to  rotate  through  the 
angle  ^.  Thus  e^  is  said  to  lead  e^ ,  and  the  angle  f  is  called  the  angle 
of  lead,  in  the  same  way  as  the  angle  </>  above  is  called  the  arigle  of  lag. 


Via,  34. 

In  order  to  obtain  the  resultant  E.M.F.  induced  in  the  whole  coil,  the 
algebraic  sum  ot  the  momentary  values  of  the  e.m.f/s  in  the  several 
turns  must  be  taken.  In  Fig.  34,  the  instantaneous  vahies  of  the 
three  E.M.F.'8  e^,  e^  and  eg,  and  their  algebraic  sum  e,  are  plotted  as 
functions  of  the  time. 

We  often  require  the  resultant  of  several  e.m.f.'s  or  currents  Of 
different  phase.  This  can  be  most  readily  found  graphically.  The 
several  momentary  values  e^,  e^  and  e^  are  obtained  by  projecting  the 
coiTCsponding  vectors  J^j^^,  J^ui»x  an^  E^,^  on  the  rotating  vector  or 
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time  line,  in  accordance  with  the  well  known  theorem :  the  pv/edion 
of  the  resiiUant  (i.e.  the  geometrical  sum)  of  seveinl  vectors  on  a  straight 
line  equals  the  swni  of  the  projedu»is  of  the  several  vectors  on  the  same  line. 

From  this* it  follows  that  the  sum  of  several  sinusoidal  k.m.f.'s, 
which  are  represented  in  amplitude  and  phase  by  means  of  vectors,  is 


Kio.  85.   . 


Pio.  86. 


given  by  the  resultant  of  the  vectors  of  the  several  k.m.f.*s  (Fig.  35).* 
In  a  similar  manner,  the  sum  of  several  alternating-currents  flowing  to 
or  from  a  point  (Fig.  36),  i.e.  the  resultant  of  several  parallel  currents, 
can  be  found  by  determining  the  resultant  of  the  vectors  of  the  several 
currents,  as  in  Fig.  37.*    Thus 

i  =  I^  sin  (W  +  <^)  =  /,  „„  sin  (^t  +  f^,)  +  ^„„  sin  (<ot  +  <l>^) 

+  -/8«.«sin(W  +  <^8). 

From  Figs.  36  and  37  it 
is  seen  that  the  amplitude 
of  the  resultant  E.M.F.  or 
current  is  not  equal  to  the 
algebraic  sum  of  the  ampli- 
tudes of  the  several  com- 
ponents, but  depends  on 
the  phase  displacement  of 
the  latter,  so  that  the  geo- 
metrical sum  must  always 
be  taken. 

9.  Mean,  Effective,  and 

Fig.  87.  Maximum  Values  of  Sine 

Wave  Currents.     Since  an 

alternating-current  is  continually  changing  its  direction,  its  m^ean  value 

taken  over  a  whole  number  of  cycles  is  zero.     Thus,  such  a  current 

*In  Figs.  35  and  37,  the  vectors  denoting  the  amplitudes  of  the  e.m.f.'8  and 
currents  are — for  the  sake  of  clearness — denoted  by  E^  /j,  etc.,  instead  of  by 

■Cf^linaXf  IiVMXt  etc. 
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cannot  be  used  directly  for  charging  a  battery,  nor  can  it  produce  any 
injurious  electrolytic  effects  when  flowing  as  an  earth  current. 

"^e  mean  value  of  an  alternating- current  is  always  understoodto 
be  tEeTar^ggt  fflftiin  value  wfticn  can  oe  obtained  during  half  a  penod.  ~ 


Pio.  38. 


Consider  the  sine  curve  shewn  in  Fig.  38,  representing, 

i  =  ^m»x8in^^A. 
Then  the  largest  mean  value  is 

^u^u  =  y  I     /max  sin  f -yr  tj  dt 


"27r 


Thus  the  mean  value  of  a  sine  cui-ve  is 

2 

Im^  =  ~ImMX (15) 

The  mean  value,  however,  is  not  of  groat  interest  in  dealing  with 
alternating-currents  or  pressures,  for  the  power  does  not  depend  on 
the  mean  values.  From  Joule's  Law,  the  work  done  in  overcoming 
the  resistance  r  of  a  conductor  by  a  current  i  in  time  dt  is 

dA^th-dt, 

whence  the  mean  heating  effect  is 


;r=i|'^^  =  i£eV(i/  =  r/^ 


where  I^  is  used  to  denote  the  current-strength  which  a  coniinumis-cwrent 
mud  have  in  order  to  produce  the  same  heating  effect  as  tJie  aUeiiiating-cim'ent. 


Thus  I^^yl~\m (16) 

This  is  called  the  effective  value  (or,  in  accordance  with  eq.  (16),  the 
root-mean-square  or  R.M.S.-value)  of  the  alternating-current. 
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This  is  shewn  in  Fig.  39  as  a  function  of  the  time. 


Fio.  89.— Effective  Value  of  Altemating^urrent. 

The  curve  t^  is  also  a  sine  wave,  but  varies  with  double  the  frequency 
of  the  current  i.  Further,  %^  does  not  oscillate  about  the  abscissa^xis, 
but  between  zero  and  /^,  so  that 


1  CT         7' 


whence 


T  -'max  "*•» 

^•ir--7or-- 


«...  ,        amplitude 

or,  effective  value  =  — ^— —  . 

From  eq.  (15)  and  (17),  it  follows, 

T  -  ^  _™^!^— i»n  7" 

•*eff"~  «        /Q  '■    '^*-*in#«B 


n/2 

The  factor  I'll  is  called  the  form  factor  of  a  sine  curve. 
Similarly  for  the  B.M.F. : 


(18) 


^''=^l^/dt-J;-r  • (17") 


and 


-^•ff=2~72  ^"»-«^  I'll^mean- 


(18a) 

On  p.  26  it  was  seen  that  the  maximum  e.m.f.  induced  in  a  coil 
of  w  turns  is :  ^^^  ^  2^mi^^^  lO"*  volts. 

From  eq.  (17a)  it  follows  further  that  the  effective  K.M.F.  will  be 

=  4-44c«4>„„10-8  volts (19) 
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Again,  since  ^.-6.^  =  -  ^..uix, 05«) 

it  follows  that  E^^  =  iav^^^lQ-^  volte (20) 

This  last  formula  can  also  be  simply  deduced  thus— during  one 
complete  cycle,  the  flux  ^  passes  from  ite  zero  to  its  positive  maximum 
value  ^„„  and  then  sinks  again  to  zero —thus  in  half  a  period  the  flux 
changes  twice— similarly,  in  the  negative  half-period,  the  flux  also 
changes  twice,  so  that  in  a  complete  period  T  the  flux  *„«  changes 
4  times ;  hence  in  a  second,  the  flux  variation  is 

whence  formula  (20)  follows  directly. 

Since  we  have  made  no  assumption  in  deducing  this  formula  as 
to  the  way  in  which  the  flux  varies,  it  is  obvious  that  the  formula  (20), 
i.e.  the  value  of  J^„auii  is  independent  of  the  shap  of  the  E.M.F.  curve. 

In  practice  the  effective  value  of  an  alternating-current  or  pressure 
plays  the  most  important  part.  Consequently,  in  what  follows  we 
shall  deal  almost  exclusively  with  effective  values,  and  in  the  diagram- 
matic representation,  the  vectors  will  denote  such  values.  If  we  require 
the  momentary  values  from  such  a  figure,  we  have  only  to  multiply 
the  projections  of  these  vectors  on  to  the  rotating  vector  by  J2.  In 
general,  we  shall  denote  instantaneous  values  by  small,  and  effective 
values  by  large  letters,  whilst  maximum  or  mean  values  will  be  denoted 
by  the  suffixes  max  and  mean  respectively. 

10.  Symbolic  Beinresentation  of  Sine  Wave  Currents.  In  place  of 
graphical  representation  of  vectors,  it  is  possible  to  proceed  analytically, 
as  in  Mechanics,  by  resolving  each 
vector  into  two  components  along 
axes  perpendicular  to  one  another. 
One  axis — the  abscissa-axis  — coin- 
cides  with  the  rotating  vector  OB 
(Fig.  40)  at  the  instant  /  =  0. 

=  J*2l(cos  4>  sin  <ot  +  sin  <^  cos  W), 

where  /,  as  above  explained,  denotes 
the  effective  value  of  the  current. 
Thus  the  momentary  value  of  a  sine 
function  always  equals  the  sum  of 
the  momentary  values  of  the  two 
components  into  which  the  vector  of  the  sine  wave  can  be  resolved. 

As  seen  from  Fig.  40,  the  current  i  is  completely  determined  by  the 
co-ordinates  /cos  <^  and  /sin  <^  of  the  point  A. 

Just  as  a  complex  number  can  be  represented  by  a  point  in  the  plane 
of  the  co-ordinates,  so  a  point  in  the  plane  of  the  co-ordinates  can  be 


Fig.  40.— Ropresentation  of  a  Sinusoidal 
Current  by  two  Vector  Components. 
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represented  by  a  complex  number.     Thus  Jbhe  point  A  (Fig.  40),  and 

consequently  the  current  /  represented  by  OA,  can  be  determined  from 

/=  /cos  <f>  -jl  sin  <f>y 

where  the  vertical  co-ordinate  is  taken  as  the  real  axis  and  the  hori- 
zontal as  the  imaginary  (Fig.  41).     This  method  was  first  introduced 
into  electrical  theory  by  nelmholtz  and  RayleigK 
In  the  expression  for  the  momentary  current, 

t  =  ^2/8in(a)<  +  <^), 

4>  is  the  phase  angle,  which  shews  that  the  current  passes  through  its 

^  before  the  instant  /  =  0.     The 


zero  value  at  the  instant  tf.=  -  5, 

0>' 


t.e. 


Tvi^ 


Fio.  41. 


greater  <^  is,  the  earlier  the  current  passes  through  its  zero,  t.e.  the 
greater  the  lead.     If  <^  is  positive,  then,  as  shewn  in  Fig.  28,  the  time 

Iq  must  be  set  off  along  the 
negative  direction  of  the  time 
axis.  In  a  similar  manner, 
in  the  vectorial  representa- 
tion of  the  current  in  Fig.  40, 
a  positive  phase  angle  <^ 
\jjt0  must  be  set  off  from  the 
real  axis  in  the  Tiegaiive  direc- 
tion of  rotation  of  the  time 
line.  In  the  representation 
of  this  current  i  by  means  of 
complex  numbers, 

/=  /(cos  <f>-j  sin  4>)  =  /€-■?*; 

therefore  the  phase  angle  is 
also  +  4> ',  hence,  with  negative  sign,  we  always  obtain  a  positive  phase 
angle,  and  vice  versa. 

The  system  of  co-ordinates  used  in  this  figure  can  be  regarded  as 
formed  from  the  co-ordinate  system  in  Fig.  29,  which  is  the  one 
generally  used  in  Mathematics,  by  rotating  the  latter  through  90**- 
in  the  dfirection  of  rotation  of  the  time-line.  Hence,  in  representing 
sine  wave  currents  symbolically,  we  set  off  the  real  values  along 
the  ordinate-axis  and  the  imaginary  values  along  the  negative 
direction  of  the  abscissa-axis. 

The  current  vector  can  be  given  either  by  its  magnitude  and  phase  or 
by  the  components  of  the  vector  along  the  two  axes.  The  sywholir. 
expression  I  implies  these  two  components,  so  that  the  vector  is 
completely  determined  from  this  symbolic  expression. 

In  what  follows,  we  shall  denote  effective  values  by  simple  capital 
letters  when  they  merely  denote  magnitudes,  and  by  capital  letters 
with  a  dot  underneath  when  the  effective  value  is  a  vector, 
representing  both  magnitude  and  phase.  This  method  was  applied 
by  Steinnietz,  who  has  been  chiefly  instrumental  in  shewing  how 
technical  alternating-current  problems  can  be  treated  symbolically. 
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If  the  vector  OA  is  moved  through  90°,  in  the  sense  of  rotation 
of  the  time  line,  to  OA'  (Fig.  41),  the  co-ordinates  of  the  point  A'  are 

/cos(<^-90'*)  =  /sin</» 
and  -  /  sin  (4>  -  90*)  «=  I  cos  <f>. 

Thus  the  complex  expression  for  the  vector  OA'  is 
/  =  /sin  <f>  +y/cos  4> 
=j  {/cos  <^  -jl  sin  </>} 

We  thus  see  that  multiplying  a  complex  or  symbolic  quantity  by  j 
corresponds  to  moving  the  vector  OA  through  90**  in  a  counter- 
clockwise direction.  Similarly,  multiplying  by  -j  corresponds  to 
rotating  the  vector  90°  in  a  clockwise  direction. 

In  order  to  find  the  components  of  the  resultant  of  several  currents, 
or  E.M.F.'8,  we  determine  the  algebraic  sum  of  the  several  components 
along  the  two  axes,  or,  when  we  proceed  symbolically,  we  can  add 
all  real  terms  together  and  all  the  imaginary  terms  together.  Thus, 
for  example,  the  sum  of  the  currents 

is  /=  a  -k-jb  =  ttj  +  flg  +  i(^i  +  ^2)- 

This  complex  equation  can  be  replaced  by  two  real  equations  (as 
shewn  in  Section  6),  namely : 

a  —  a^  +  a^    and    b^bj+b^* 

Until  now  we  have  always  spoken  of  the  time-line  as  revolving ;  it 
is  possible,  however,  to  suppose  this  fixed,  and  let  the  plane  of  the 
co-ordinates  rotate  about  the  origin.     This  must  then  rotate  in  a  clock- 
wise direction^  with  the  angular 
velocity  w,  and  the  projection  of  a 
vector  rotating  with  the  plane  on 
to  the  fixed  vector  represents  the 
momentary  value  of  the  sinusoidal 
magnitude  represented  by  the  vec- 
tor revolving  with  the  plane.     It  is 
easy  to  see  that  the  rtmtual  position 
of  the  vedorSy  also  their  position  with 
respect  to  the  co-ordinate  axes,  is  the 
same  whether  toe  have  a  rotating  time- 
line and  fixed  system  of  co-ordinates  p,o.  42. 
a/nd  vectors,  or  a  fixed  time-line  and  a 

rotating  system  of  co-ordinates  and  vectors.  Since  it  is  customary  to 
imagine  the  whole  diagram,  i.e.  the  plane  of  the  co-ordinates  and  the 

*  This  direction  of  rotation  is  opposite  to  that  adopted,  since  these  drawings 
were  prepared,  by  the  International  Committee  for  Electrical  Symbols. 
A.C.  c 
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vectors  fixed  in  regard  to  it,  as  rotating,  this  method  will  also  be  used 
in  what  follows,  and  the  arrow  will  represent  the  rotation  of  the 
diagram — which  is  always  clockwise.  Of  two  vectors,  that  one  always 
leads  which  is  first  in  the  clockwise  direction.  Thus,  in  Fig.  42, 
/j  is  leading  I^  by  the  angle  ^. 

11.  Power   given    by  Sine  Wave  Onrrents.     It  has  been  shewn 
on  p.  15  that  the  work  done  in  an  electric  circuit  in  time  dt  is 

dA  =  ei  dtf 

where  e  and  *  denote  respectively  the  E.M.F.  and  current  in  the  circuit 
at  the  moment  considered. 

Writing  e  =  J2E  sin  (td  +  <^,) 

and  i  =  J2I  sin  {U  +  <f>^)f 

where  E  and  /  are  effective  values,  the  momentary  value  of  the 
power  will  be 

ei  =  2J^/8in  (iat  +  <fi{)  sin  (W  +  i^j) 
=  i;/{cos  («/)i  -  <^2) "  <^os  (2<^  +  <^i  +  ^2)}' 
From  this  it  is  seen  that  the  instantaneous  value  of  the  power  is  a 
function  of  the  time,  and  varies  as  a  sine  function  about  the  mean 


Fio.  48. 


value  J&/cos(<^j -<^2)  ^'^^  double  the  frequency  of  the  current  or 
pressure  (Fig.  43).  Hence  the  mean  value  of  the  power  during  a 
complete  cycle,  i.e.  the  mean  or  effective  power,  is, 

W=^  i  fet  dt  =  i;/cos  (<^i  -  4>^) 

=  ^Jcos<^,  (21) 

where  <^  =  <^,  -  <^2  ~  P^*^®'*"^^®  between  the  pressure  ^  and  current /. 
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The  product  *EI  of  E.M.F.  and  current  is  called  the  apparent  potuer, 
and  is  often  referred  to  as  the  wit-amperes  ]  cos<^  is  equal  to  the 
power-fador,  being  the  factor  by  which  the  volt-amperes  EI  must  be 
multiplied  in  order  to  obtain  the  truepou>er  JVm  watts. 

As  we  have  just  seen,  the  power  surges  to  and  fro  in  the  circuit — at 
one  instant  it  is  positive,  at  another  negative.  This  surging  will  be  a 
minimum  when  <^t  -  <^2  =  *^  ^^  ^®^^»  ®^  ^^^  ^  ^^  unity,  i.e.  when  current 
and  pressure  are  m  phase,  for  in  this  case,  and  in  this  case  only,  the 
momentary  value  of  the  power  is  never  negative  (Fig.  39).  In  other 
words,  although  the  power  is  transmitted  from  the  generator  to  the 
line  in  the  form  of  pulsations,  the  line  never  returns  power  to  the 
generator.     The  greatest  amount  of  surging  will  occur  when 

i.e.  when  cos  <^  =  0,  for  now  the  mean  value  of  the  power  is  zero,  and 
the  power  merely  surges  to  and  fix)  between  generator  and  line,  but 


7io.  44.— Periodic  Variation  of  Frossure,  Current  and  Power  when  ^=^|-^b90°. 

no  actual  transmission  of  power  occurs  (Fig.  44).  In  this  case,  the 
area  of  the  positive  part  of  the  power  curve  equals  that  of  the  negative 
part. 

The  momentary  power  can  be  shewn  diagrammatically  by  setting 
off  the  constant  magnitude 

J5/cos  (<^i  -  4>2)  ==  -S^cos  4> 
on  the  ordinate  axis  from  0  to  0^  (Fig.  45),  and  describing  a  circle 
about  Oj  with  radius  EL  Then,  if  the  radius  of  this  circle  rotates 
with  uniform  velocity  2(i>  in  a  clockwise  direction,  the  momentary 
power  ei  will  be  given  by  the  ordinate  drawn  from  the  end  A  of  the 
radius  EI  on  to  the  abscissa-axis  passing  through  0. 
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At  the  moment  <  =  0,  the  radius  EI  has  the  position  O^A — its 
component  along  the  ordinate-axis  is  - -ff/ cos  (<^i  4-^2)  ^^^  along  the 
abscissa-axis  ''ElBin{<l>^  +  4^^), 


Elmip 


Fio.  45. 


Using  the  graphic  representation  of  Fig.  46  for  b.m.f/s  and  currents, 
and  resolving  the  vectors  into  components  along  the  axes,  we  get 


and 
Since  also 


e=sJ2E  cos  <^i  sin  tat  +  J2E  sin  <f>^  cos  ad 
i  =  ;y/2/cos  </>2  sin  tat  +  72/sin  tt>^  cos  tat. 


JF^  EI  COS  {<l}^-<t>^) 

=  EI  COB  <^j  COS  <t>^  +  EI  sin  4>i  sin  tf>^, 

we  see  that  the  resultant  power  equals  the  sum  of  the  powers  of  the  several 
components  of  the  vectors.  From  Fig.  46,  it  is  also  seen  that  the  power 
equals  the  e.m.f.  multiplied  by  the  |)rojection  of  the  current  on  to  the 
E.M.F.,  or  equals  the  current  multiplied  by  the  projection  of  the  E.M.F. 
on  the  current. 

12.  Symbolic  B^resentation  of  Power.  If  e.m.f.  and  current  are 
represented  symbolically,  we  get  the  following  expressions  for  these 
magnitudes  (see  Fig.  46) : 

E^E  cos  <f>^  -jE  sin  <f>i  =  E€'^, 

/=  I  cos  <^2  -jlein  <^2  =  h  ~^, 

where  e  denotes  the  base  of  natural  logarithms.  E  and  /  are  ahsohUe 
magnitudes,  whilst  -<^i  and  -<^2  ^r®  called  the  arguments  of  the 
complex  quantities.  To  multiply  two  complex  quantities  together,  we 
take  the  product  of  their  absolute  magnitudes  and  the  sum  of  their 
arguments  (see  Section  6).  Hence  the  product  of  the  complex 
expressions  for  current  and  pressure  is 

EI^-^i'^= EI  {cos  (<t>^  +  <^2)  -y  sin  (<^i  +  ^a)}- 
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From  this  we  see  that  the  product  of  the  complex  expressions  for  E 
and  /  merely  gives  the  complex  expression  for  that  part  of  the 
momentary  power  which  varies  after  a  sine  law  of  double  frequency 
(Fig.  45)  and  has  no 
relation  to  the  actual 
power. 

In  practice,  however, 
it  is  not  the  momentary 
power  we  require,  but 
the  mean  value  Elcoa  4>j 
the  apparent  power  EI 
and  the  power  factor 
cos  ^.  These  are  especi- 
ally important  when  we 
come  to  deal  with  curves 
of  any  desired  shape. 

For  this  purpose,  it 
is  best  to  set  off  the 
apparent  power  EI  as  a 
vector  at  angle  <l>  —  <l>i-<t>2  to  the  ordinate-axis  (Fig.  47).  The  pro- 
jection of  this  vector  EI  on  to  the  ordinate-axis  then  represents  the 
effective  power  EI  cob  <^.  Choosing  again  the  oixiinate-axis  to  represent 
the  real  and  the  abscissa^axis  the  imaginary  values,  we  get  the  follow- 
ing symbolic  expression  for  the  power  vector : 

(E^F)  =  EI  COB  ^  "jElBin  <f> 

=  Eh-^^W+jWj, 

We  can  suppose  the  power  vector  to  be  formed  from  the  E.M.F. 
vector,  by  simultaneously  moving  the  latter  through  the  angle  4>^, 
in  the  counter-clockwise  direction,  and  multiplying  it  by  the  current 
/.  In  other  words,  the  power  vector  is  obtained  by  multiplying  the 
B.M.F.  vector  by  /e^.  Hence  the  symbolic  expression  of  the  power 
vector  is  obtained  by  multiplying  the  E.M.F.  vector  by  the  conjugate 
vector  /'  ( ==  I^)  of  the  current  vector  /.  The  vector  /'  =  h^  is  the 
image  of  the  current  vector  I^h"^  about  the  real  axis. 

Let  ^  =  £€  --^i  =  E^  -jE^ 

and  /=  l€'^  =  /j  -y/g. 

Then  (B,I)  =  W+jW^^x  -JE^{h  +Jh) 

^E,I,  +  E^,+j(E,I,-E,I,). 
Hence  the  effective  power  fy{  =  EIcoa<f>)\s 

W=E^I^  +  E^^. (22) 

and  the  so-called  maginary  potoer  {EJein<f>)  is 

fFj^EJ^-E^I, (23) 
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In  this  method  of  representation,  the  imaginary  power  is  positive  or 
negative,  according  as  tne  current  leads  or  lags  in  respect  to  the  E.M.F., 
and  is  zero  when  the  two  are  in  phase.  If  we  had  proceeded  otherwise, 
and  called  the  ima^nary  power  positive,  when  tne  current  lags,  the 
power  vector  would  have  been  obtained  by  multiplying  the  current 
vector  by  the  conjugate  of  the  E.M.F.  vector. 

From  the  foregoing,  we  see  that  the  symbolic  expression  for  the  power  is 
obtained  by  multiplying  the  symbolic  expression  for  the  pressure  vector  by  the 
symbolic  expression  for  the  image  of  the  current  vector  with  respect  to  the  axis 
of  real  values. 

The  above  introduction  of  the  image  in  the  complex  expression  for 
the  power  depends  solely  on  the  manner  in  which  the  E.M.F.,  current 
and  i)ower  vectors  are  expressed,  and  has  no  physical  relation  to  the 
expression  for  the  momentary  power. 
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CHAPTER  11. 

THE  PHTSICAL  PB0PEBTIE8  OF  ALTEBNATING-CUBBENT 

CIBOUITS. 

13.  Self-Induotion.  14.  Capacity.  15.  The  Pressure  Components  in  a  Circuit 
carrying  a  Sinusoidal  Current.  16.  Differential  Equation  of  a  Simple 
Circuit.  17.  Graphical  Representation  of  an  Alternating-current  Circuit. 
18.  Examples.  19.  Resolution  of  the  Current  into  Watt  and  Wattless 
Components. 

13.  Self-induction.  When  a  current  flows  in  a  conductor,  a  field  is 
produced  encircling  the  conductor.  '  The  flux  ^,  produced  by  a 
current  %  flowing  through  a  conductor  of  w^  turns  is,  from  equation  (9) : 

where  B^  is  the  reluctance  of  the  magnetic  path  of  the  flux  *,,  inter- 
linked with  the  w,  turns. 

If  the  current  changes  in  stren^h  or  direction,  the  flux  4»,  changes 
in  the  same  sense,  and  along  with  it  the  stored-up  energy  it2(«7,4>,). 

Consider  any  conductor,  for  example  a  loop 
(Fig.  48).  If  the  flux  embraced  by  the  loop  is 
varied,  an  E.M.F.  e,  will  be  induced  in  the  con- 
ductor, which,  in  accordance  with  the  law  of 
induction,  is  expressed  by 

^•■"  dt      ^     dt    B^  ' 

e,  is  called  the  amrUer-  or  hack-E.M.F,  of  self-     Fio.  48.-fieif.induction  of 
Mudicn. 
Since  the  same  current  %  flows  through  each  of  the  turns, 

where  the  sum  of  all  fluxes  produced  by  the  cuiTcnt  t  is  to  be  taken. 
In  general,  we  write  ^/(^^i)  .^ . . 

^'^^    df  ^^  ^ 
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£-2 


(g> 


.(25) 


The  factor  L  is  called  the  coefficierd  of  self-induction  of  the  circuit,  and 
has  the  same  dimension  as  magnetic  permeance,  viz.  the  dimension  of 
a  len^h. 

With  constant  reluctance  i?,,  the  flux  #,  will  be  in  phase  with 
current  t,  in  accordance  with  ecjuation  (9).  If  the  current  varies  sinu- 
soidally,  the  flux  and  E.M.F.  will  also  follow  a  sine  law,  and  since  the 
induced  E.M.F.  e,  lags  90°  behind  the  inducing  flux  *„  it  will  also  lag  90° 
behind  the  current,  and  we  get  the  curves  for  *,,  i  and  e,  as  shewn  in 
Fig.  49.    p,  is  the  external  pressure  applied  to  the  coil,  and  is  equal  and 


Fio.  40. 

opposite  to  the  E.M.F.  e,.  The  reason  e,  has  the  opposite  sign  to  d(Li)f 
is  because  the  induced  K.M.F.  always  tends  to  prevent  any  alteration 
in  the  current  strength.  Thus,  in  a  circuit  where  the  current  is  rising, 
the  counter-E.M.F.  will  oppose  it,  and  the  current  will  be  retarded  in  its 
growth.  On  the  other  hand,  a  falling  current  is  always  acted  on  by  a 
couuter-E.M.F.  which  tends  to  keep  the  current  constant,  and  so  lowers 
the  rate  of  decrease.  Thus,  in  an  electromagnetic  circuit,  self-induction 
seeks  to  prevent  any  change  of  current,  just  as  with  matter,  inertia 
tends  to  prevent  any  change  of  velocity. 

The  energy  dA  supplied  to  the  flux  during  time  dt  is : 

dA=  -e,idt  —  idl  (^'**») 

=  i.di'l{^\^Udi=^^d{i^y 

If  the  coefiicient  of  self-induction  L  is  constant,  it  follows  that 
the  electrical  work  which  must  be  expended  in  raising  the  current 
from  0  to  i  (excluding  heating  losses)  is 

^=f (») 

This  work — which  is  often  referred  to  as  the  elecirontagnMic  energy  in 
the  circuit — will  be  given  out  again  when  the  current  sinks  from  i  to 
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zero.  The  coefficient  L  is  meafiured  in  absolute  units  (cm) — the 
practical  unit  of  self-induction  is  called  the  Henry,  and  is  chosen  equal 
to  10®  times  the  absolute  unit. 

On  page  12,  the  reluctance  of  a  thin  tube  of  force  C  was  defined  as 

"-IT 


.,o| 

Jo 


dl 


iiriuf: 


so  that  the  flux  in  the  tube  can  be  found  directly  by  dividing  the 
ampere  turns  interlinked  with  the  tube  of  force  by  the  reluctance  i^^. 
Thus,  R,  is  not  measured  in  absolute  units,  but  in  units  ^  of  the 
absolute:  hence 

Z-2(^')l0-8 


2(w,4».)10-8/iew7y, (27) 


where  ^,  is  the  flux  due  to  1  ampere.  In  calculating  Z,  we  may 
use  the  following  definition :  The  coejficient  of  self-Mudum  L  of  a  circuit, 
in  ahsclvie  units,  is  measured  by  the  nmnber  of  interlinkages  2(^^w^)  which  the 
conductor  makes  with  the  flux  produced  by  a  current  of  10  amperes  (Le.  by 
one  absolute  unit  of  current). 

14.  Oapacity.*  If  an  km.f.  is  applied  to  the  plates  of  a  condenser, 
a  charge  will  be  taken  by  the  latter.  The  relation  between  the  acquired 
charge  q  and  the  pressure  p„  at  the  terminals  of  the  condenser  is 

q^Cp,, 

where  C  is  called  the  capacity  of  the  condenser.  If  we  make  Pc—lt 
the  capacity  will  be  numerically  equal  to  the  electric  charge  which 
must  be  supplied  to  the  condenser  in  order  to  raise  the  potential 
difference  between  its  terminals  to  unity. 

If  during  the  time  dt  the  pressure  is  increased  or  decreased  by  dp^, 
the  increase  or  decrease  in  tne  charge,  i.e.  the  quantity  of  electricity 
passing  along  the  conductor,  will  be 

dq-idt, 

where  i  is  the  current  in  the  conductor. 

"""^  C.dp.-idI 

If  the  pressure  at  the  terminals  of  the  condenser  is  altered,  the 
current  in  the  conductor  is  proportional  to  the  rate  of  change  of 
the  pressure. 

*  For  further  information  on  condensers,  see  Chap.  XIX. 
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Oil  the  other  hand,  if  the  rate  of  change  of  the  current  i  in  the 
conductor  is  given,  the  pressure  at  the  condenser  will  be 


.-I 


idt 
C" 


Hence  the  energy  supplied  to  the  condenser  during  any  time  element 
will  be 


ip„dt^idt 


■1*^ 


If  the  current  varies  periodically,  the  condenser  will  be  periodically 
charged  and  discharged.  The  energy  stored-up  in  the  condenser 
during  charge  is  given  up  again  during  discharge,  that  is,  the  charge  of 
the  condenser  surges  to  and  fro  in  the  circuit. 

Assuming  that  the  charging  current  follows  the  sine  wave 

i  =  ^2JsinW, 
then  the  pressure  taken  up  by  the  condenser  will  be 

In  Pig.  50,  the  curves  of  current  i  and  pressure  p^  are  shewn.  The 
curve  p^ — representing  the  pressure  consumed  by  the  condenser — is 
seen  to  lag  90**  behind  the  current.     This  is  to  be  expected  when  it  is 


Pio.  50U 

remembered  that  the  pressure  rises  so  long  as  the  current  is  positive 
and  reaches  its  maximum  when  the  current  passes  through  zero.  The 
pressure  curve  which  coincides  with  the  charging  curve  q  is  the 
integral  of  the  current  curve. 

As  the  practical  unit  of  capacity,  a  condenser  may  be  used  whose 
terminal  pressure  rises  one  volt  per  second  when  the  charging  curi'ent 
is  one  ampere. 

The  practical  unit  of  capacity  equals  10"^  absolute  units,  and  is 
called  a  /aro/^— since  this  unit  is  very  large,  it  is  usual  to  use  the 
microfwrad,  which  equals  one-ihillionth  of  one  farad  or  10"''^  absolute 
units. 
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15.  The  Preasure  Components  in  a  Circuit  carrying  a  Sinnsoidal 

Cnrrent.     If  the  current  i  —  J'IImaat  flow  along  a  conductor  having 
the  ohmic  resistance  r,  the  instantaneous  value  of  the  pressure  will  be 

^^  =  ir  =  J2lr  sin  mt  =  J^Pr  sin  w^, 

where  P^=^Ir, 

The  pressure  curve  is  thus  a  sine  wave  in  phase  with  the  current 

curve. 

This  is  not  the  case  when  the  circuit  possesses  self-induction.     If  the 

current  •      /.Tr«;«    *  * 

I  =  ^21  sin  tat 

flow  in  such  a  conductor  whose  ohmic  resistance  is  negligible,  the 
pressure  at  the  terminals  will  be 

p,  =  L-^  =  J2IwL  cos  id 

=  ^2P,coscu^, 
where  P, = IfoL  =  Ix^ 

Here  the  terminal  pressure  p,  leads  the  current  t  by  90**.  Instead  of 
the  resistance,  we  employ  x,=ioL  =  2ircL  in  calculating  the  effective 
pressure. 

If  the  conductor  possess  both  resistance  and  self-induction,  the  sum 
of  the  two  respective  pressures  must  be  applied  to  the  terminals  at  any 
instant.     The  terminal  pressure  is  then 

Pf  -JPr  +JP«  =  n/2^^  sin  id  +  J2Ix,  cos  (at. 
Substituting,  v/f^Taf  =  v/r2  4-(a>L)2  =  z„ 

=  -=cos<sf>,, 


ioL  X      .     , 

=  -  =  sin  <fy^ 


and  tan«^,  =  —  =  -, 

r      r 

we  get  PzM = "J^Iz,  sin  id  cos  <^,  -H  ^J^Iz,  cos  mt  sin  <f>, 

=  \/2/2f,8in(w^  +  <^,) 

or  jp„ = \^P„  sin  {id  +  <^,). 

The  effective  value  of  the  terminal  pressure  is  thus 

and  the  pressure  leads  the  current  by  </»,. 

If  a  condenser  be  connected  in  a  circuit,  the  pressure  at  its  terminals  is 

Hdt 


Cidt 
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The  current  is  a^in  taken  to  be 

Then  p„^ j^  cos  w/  -  —  's/2P„  cos  <oL 

The  effective  condenser  pressure  is  therefore 

and  this  pressure  lags  90"*  behind  the  current. 

Lasdj,  if  the  current  i  flow  in  a  circuit  in  which  resistance,  self- 
induction  and  capacity  are  all  connected  in  series  (as  shewn  in  Fig.  51), 

] Ji.] 

Pio.  51.— BlectHc  Circuit  baviug  Resistance,  Self-induction  and  Capacity  in  Series. 

the  momentary  value  of  the  terminal  pressure  equals  the  sum  of  the 
several  pressures  ^„  p,  and  p^    Thus : 

r  di     Cidt 

« >J'2l\  r Bin  (d -h  (<aL  — ^ jcos <at  . 

Substituting,  yJi^  +  fcuL  — -.A  =  z, 

=  cos</>, 


V'^K'-^-iT 


(1)6  .     , 


we  get  2^  =  J2Iz  sin  (a)<  +  <jf>)  =  J2P  sin  ( w<  +  </>). 

The  pressure  wave  is  also  sinusoidal  in  this  case  and  has  the  efl^ective 
value 


p=/V»-+(.x-^y=/.. 


This  pressure  leads  the  current  by  the  amount 

1 


</)  =  tan  ^ . 
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16.  Differential  Epilation  of  a  Simple  Oirenit.  The  differential 
equation  of  the  pressure,  developed  in  the  previous  section  for  a  circuit 
possessing  resistance,  self-induction  and  capacity  (as  shewn  in  Fig.  51), 

^=^+^i-<^Jc (^^> 

This  represents  Kirchhoff's  Second  Law  in  its  most  generalised  form. 
Multiplying  all  through  by  t  dt,  we  get  the  energy  equation  : 

pidt  =  t^dt  +  Lij^dt-{-idt{^ (28fl) 

This  tells  us  that  during  any  time  element  the  energy  supplied  at 
the  terminals  of  the  circuit  equals  the  sum  of  the  energy  consumed  in  the 
several  parts.  Differentiating  the  pressure  equation  with  respect  to  dt, 
we  get  the  differential  equation  of  the  current 

dH     rdi       i       1  dp  y«^ix 

which  holds  for  any  pressure  p. 

In  the  previous  section  it  was  shewn  that  a  sinusoidal  current 
requires  a  sinusoidal  pressure  at  the  terminals  of  the  circuit  when 
r,  L  and  C  are  consknU,  From  this  the  converse  follows,  that  a  sinu- 
»ndal  presswe  ea/a  only  produce  a  sinusoidal  cim-ent.  Hence,  we  shall 
not  consider  the  general  solution  of  this  differential  equation,  but  only 
that  for  the  case  when  the  conditions  have  become  steady,  a  state  which 
is  reached  soon  after  switching  in.  For  a  sinusoidal  pressure  at  the 
terminals  ;,  =  ^2P  sin  co<, 

we  get  in  eq.  (286)  j  -^  =>  J2  j  P  coa  (ot. 

The  special  integral  of  this  equation  is  then 

^-  -[«^-tan-(^-i)] (29) 


'  —  Sin 


Tl|c  current  is  thus  a  sine  wave,  but  is  not  in  phase  with  the 
presi^re. . 
Equation  (29)  can  also  be  written 

*  =  /n.*x8in(W-<^), 
where  I^mx  =  • 


=  amplitude  of  the  current ; 

and  4,  =  tELn-i(^^J^) 

\  r      iuCrJ 


=  angle  of  phase  displucement. 
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The  angle  of  phase  displacement  <^  is  positive,  zero  or  negative 

according  as  r  >  1  >    1 

ft>Z/=— ^    or    w=  -==. 

When  <^  is  positive  the  current  lags  behind  the  pressure,  whilst  it 
leads  when  ^  is  negative. 

When  ^=-n=f.   ^^^) 

the  current  and  pressure  are  in  phase, 
i.e.  '       ^  =  0; 

and  the  current  attains  its  maximum  value 

r 

W^hen  this  occurs  the  self-induction  and  capacity  exactly  neutralise  one 
ann^her^  ar^  t^hia  finnriitinn  is  generally  termed  "  Kesonance." 

Since  in  this  case  the  inductance  and  capacity  are  in  series,  we  refer 
to  their  resonance  as  pressure  resonarice:*  in  contradistinction  to 
cmreiU  resonance,  which  is  used  for  parallel  circuits.  Using,  effective 
values  of  current  and  pressure,  we  get 


/= 


v^-^H^^-.^/ 


17.  Graphical  BepreBentation  of  an  Alternating-current  Circnit. 
In  Section  16,  it  was  seen  how  the  solution  of  the  differential  equation 
can  be  avoided  if  we  start  from  the  current.  We  shall  now  see  how 
this  method  leads  to  a  graphical  solution.  A  sinusoidal  current  is 
assumed  as  given,  and  we  calculate  the  terminal  pressure  P.  From 
eq.  (28)  the  momentary  value  p  of  the  terminal  pressure  is  : 


rdi     Cidt 


rThus  the  applied  pressure  p  can  be  split  up  into  three  components, 
which  are  respectively  necessary  to  overcome  the  ohmic  resistance,  the 
counter-E.M.F.  of  self-induction  and  the  condenser  pressure.     When  the 

*Thi8  frequency  is  not  the  natural  period  of  oscillation  of  a  circuit  containing 
considerable  resistance,  for  in  this  case 


2t  \L(7 


j^ 

"2t\L(7    4L» 


Only  when  the  resistance  of  the  circuit  is  negligible  is  the  natural  period  of 
oscillation  equal  to  the  period  of  supply,  when 

1 


~2ir^LG 
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current  i  is  known,  each  of  these  three  pressures  can  be  calculated. 
In  Fig.  52,  the  current  curve  is  drawn 

In  phase  with  the  current  is  the  curve  ir,  which  represents  the  pressure 
necessary  to  overcome,  or  the  pressure  consumed  by,  the  ohmic  resist- 


-*/ 


Fig.  62. — Periodic  Variation  of  the  b.ii.f.'8  in  a  Circuit. 

ance  of  the  circuit.  This  curve  ir  is  also  a  sine  wave,  since  r  is 
constant. 

The  pressure^,  required  to  counter-balance  the  hack-E.M.F.  of  self- 
induction  e^  is 

p,=  -«,  =  L  *  =  <i)L/72sinr(u/-<^  +  |Y 

This  curve  J9„  which  must  be  a  sine  wave,  with  sinusoidal  current,  is 
shewn  in  Fig.  52  leading  the  current  by  90** — whilst  the  counter-K.M.F. 
e,  (not  shewn)  lags  90"  behind  the  current. 

The  pressure  Pc  required  to  charge  the  condenser  is 

Thus  the  curve  p^  is  also  sinusoidal  and  lags  90"*  behind  the  current. 

By  summing  up  the  three  sine  curves  tr,  p,  and  p^  we  get  the 
resultant  sine  curve  />,  which  leads  the  current  curve  i  by  the  angle 
</>  (Fig.  52).  Thus  the  curve  p  represents  the  pressure  applied  to,  or 
consumed  by,  the  circuit. 

Now,  since  sinusoidal  quantities  can  be  represented  by  vectors,  it  is 
possible  to  represent  the  phenomena  in  an  alternating-current  circuit 
graphically  (see  Fig.  53).  The  current  vector  /  is  drawn  at  an  angle 
^  to  the  ordinate-axis,  which  is  taken  to  represent  the  applied  pressure 
P.  Since  the  diagram  is  taken  as  rotating  right-handedly,  and  the 
current  is  lagging  behind  the  pressure  P,  the  angle  <f>  falls  to  the  left 
of  the  ordinate-axis.  The  pressure  Ir  consumed  by  r  is  in  phase  with 
/,  and  must  therefore  be  set  off  along  OL     The  vector  representing  the 


-sm 


{<^-<t>-l). 
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pressure  required  to  overcome  the  self-induction  is  given  by 

iaLI^2vcLI  =  xJ 

and  leads  the  current  by  90*.     x,  is  called  the  indudive  reactance  of  the 
circuit.     It  has  the  dimension  of  an  ohmic  resistance,  and  may  therefore 

be  measured  in  ohms. 

When  L  is  given  in  henrys 
and  c  in  cycles  per  second,  x,  is 
obtained  directly  in  ohms. 


ohms. 


(31) 


Then  Ix^  is  set  off  90'  in  advance 
of/. 

The  vector  representing  the 
pressure  P^  used  to  charge  the 

condenser  is  -7-,  and  lags  90" 

behind  the  current.  Capacity 
Reacta/nce  x^  is  analogous  to  in- 
ductive reactance  and  is  defined 

^  _l^ 1_ 

^'^  (^C  2irc€f 

This  is  measured  in  ohms  when  c  is  given  in  cycles  per  second  and  C 
in  farads.  The  capacity  pressure  P^-Ix^  is  set  off  90'  behind  /,  i.e. 
in  (he  opposite  direction  to  Ix,,  From  this  we  see  that  inductance  and 
capacity  act  directly  against  one  another,  and  give  the  resultant 
component  Ix=^I{x,-x,) 

or  fl:  =  a:.-iCe  =  <«>i--7S (32) 


Pio.  68.— Geometric  Addition  of  Pressures  in  a 
Ctreult. 


x  is  called  the  remdtant  reactance  or  simply  the  reactance  of  the  circuit. 
When  x,^x„,  then  x  =  0 

and  resonance  occurs.  In  this  case  the  current  depends  only  upon  the 
resistance  r  in  the  circuit  and  the  angle  <^  is  zero,  that  is,  the  current  i 
is  in  phase  with  the  pressure  p. 

Returning  to  the  general  case,  we  see  that  the  vectors  Ir  and  Ix 
combine  to  form  the  resultant  F  (see  Fig.  53)  along  the  ordinate-axis, 
at  angle  <^  to  /. 

Thus  {Irf^-^xf^F^ 

or  I^-l__^l    (29(1) 

s/r^-hx^     z 

where  z=^Jf*-\-x^  is  called  the  impedance  or  apparent  resistance  of 


the  circuit,  whilst 


and 


tan<^: 


.(29/0 


cos  <^  =  -  =  power  factor. 
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When  P,  r  and  x==x,-x^  are  given,  /  can  be  at  once  found  by 
drawing  a  semicircle  on  JP^  as  diameter,  setting  off  the  angle  <^  and 
dividing  the  intercept  of  01  on  the  circle  by  r. 

As  a  rule,  the  applied  pressure  P  is  split  up  into  the  two  components 
Ir  and  Ix  at  right  angles  to  one  another.  /)'  is  called  the  resistance 
pressure  and  Ix  the  readaivce  pressure.  The  effective  value  of  «,  is  -  Ix, 
and  is  called  the  arnnter-E.M.F.  ofself-indvction;  similarly 

-  Ir  =counter-E.M.F.  of  resistance, 

-Ix,—        „  „        inductance, 

-Ix,^        „  „        capacity, 

and  -Iz  =        „  „        impedance  (or  total  counter-RM^F.). 

From  the  diagram  in  Fig.  54 — due  to  Bedell  and  Crehore — may  be 
seen  how  the  current  is  affected  when  the  constants  r  and  x^^Xg-x^ 
are  altered,  whilst  the  pressure  P  is  kept  constant.     From  the  pressure 


MUtCUntnt 


A    WalOusaiireni      "J""  T 

Pio.  54. — Gurront  Diagram  of  a  Circuit  with  Variation  of  one  of  the  Constants  r  or  x. 

triangle  of  Fig.  53,  the  two  similar  triangles  OBC  and  ABO  can  be 
deduced  by  dividing  each  side  of  the  pressure  triangle  by  r  in  the 
one  case  and  by  x  in  the  other.     Thus 

OA^-',     OB^I\     OC^^-, 
x'  r 

AB^~    and    BC^-. 

X  r 

Hence  the  current  /  is  represented  by  the  vector  OB,  If  x  is  constant 
and  r  varied,  the  point  B  moves  over  the  semicircle  on  OA — from 
O  to  A  asr  decreases  from  oo  to  0 ;  that  is,  on  the  line  ABC  the  point 
A  is  fixed  so  long  as  a;  is  constant,  whilst  the  point  C  moves  on  the 
ordinate  axis  when  r  is  varied ;  thus  the  phase  displacement  4> 
changes  from  0  to  90°. 
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For  X  positive,  OA  falls  to  the  left,  and  for  x  negative  to  the* right 

of  oa 

If  r  is  kept  constant  and  z  varied  from  zero  to  +  qo  and  from  -  qo 
back  again  to  zero,  then  B  moves  on  the  circle  on  OC — starting  fmm  C, 
passing  through  0  and  coming  back  to  (7.  _ 

When  x  =  0  and  «r  constant,  /  has  its  maximum  equal  to  OC^  and 
the  two  pressure  curves  p^  and  p„  (Fig.  52)  have  the  same  amplitude. 

A  curve  which  represents  the  variation  of  one  magnitude  as  a 
function  of  a  second  is  generally  called  a  diagram  of  the  first  quantity ; 
thus  Fig.  54  is  a  curr&ni  diagram, 

18.  ExamiileB.  * 

I.  Given  the  terminal  pressure  *P  applied  to  a  circuit  possessing 
resistance,  self-induction  and  capacity  of  the  following  values,  in  series 
with  one  another, 

P  =  100  volts ;  r  =  20  ohms ; 

L  =  0*1 59  henry ;     C=  50  microfarads. 

To  determine  and  to  shew  graphically  the  current  /,  the  phase 
displacement  <^  and  the  pressures  P^  and  P««  across  the  condenser  and 
impedance  Zt^Jr^  +  mi  respectively  as  functions  of  the  frequency  c. 

At  a  frequency  of  50, 

.r^=2ffcL  =  27r50  x  0-159  =  50  ohms     • 

and  X,,  =  s— ^=  o-RTi — RA  =  ^^'^  ohms. 

*     2vcC    27r50  x  50 

Hence  x^x^-x^—  -  13'8  ohms,  and  the  total  impedance  in  this  case  is 

«  =  >/Pn^2^V202  +  13-82  =  24-15  ohms, 

whence  the  current  /  is 

T       ^  ^^  A    IK 

^"^"2405"^'^^*"'^®''^®' 

tan  <^  =  -  =  ^^;|^= -0-64    and     <^=-32'40', 
^     r        20 

P^=/a:^  =  4-15x  63-8  =  264  volts. 

The  impedance  z,  is 

^,  =  Vr2+^ = V202  +  50'-^  =  53-8  ohms, 

P„=  /^.  =  4-15  X  53-8  =  223-5  volts. 

In  this  way,  /,  <^,  F^  and  P„  are  calculated  for  different  frequencies, 
and  are  shewn  plotted  in  Fig.  55. 

The  total  reactance  of  the  circuit  is  zero  when  the  frequency  c  is 

c  =  -    4—  = r- ^- =—  =  56-5. 

2irs/LC     27rs/0-159  x  50  x  lO'* 
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At  this  frequency  <^  =  0  and  /  is  a  maximum.  The  pressures  P^ 
and  jP„  rise  until  the  frequency  has  approximately  this  value,  and  then 
fall  off.  P^„,«  occurs  somewhat  before  and  P„roax  (and  P^gmw)  somewhat 
after  the  frequency  corresponding  to  maximum  current. 

2.  Let  the  terminal  pressure,  resistance  and  capacity  remain  the  same 
as  in  1,  and  the  frequency  be  kept  constant  at  50  whilst  the  reactance 
x^  is  varied.  Fig.  56  shews  the  current  /,  the  phase  displacement  <^ 
and  the  pressures  P^  and  P„  as  functions  of  x,. 
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When  ic,=aj^=63*8  ohms  the  current  reaches  its  maximum  value, 
which  is  the  same  as  in  1,  whilst  <^  =  0.  In  this  case  P^m^^  and  P,jo^ 
both  occur  at  this  same  value. 

3.  r  is  varied  whilst  P,  L  and  C  have  the  same  values  as  in  1  and 
c  =  50.  By  means  of  Fig.  54,  the  current  /  and  phase  displacement  <f> 
can  be  found  for  different  values  of  r.  These  are  shewn  plotted  in 
Fig.  57. 

19.  Besolation  of  the  Current  into  Watt  and  Wattless  Components. 

Instead  of  resolving  the  pressure  P  into  two  components,  the  current  / 
may  be  resolved  into  two  components  along  co-ordinate  axes,  one  of 
which  is  in  phase  with  the  pressure  P. 

Now, 


j'2P  ,    { 
i=- —  sin-loZ-tan" 
^  I 

=  "^  ^—  ■!  cos f  tan"i- j  sin  o»/  -  sin ( tan-^-j)  cos  «>/  [ 
=  J2P(-^  sin  <d-^  cos  wV 
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For  the  sake  of  simplicity,  we  write 


=  ^  =  conductance  of  the  drcait 


.(33) 


r  _     r 

X  X 

and  -2  =  -^ 2  =  ^  =  susceptance  of  the  circuit (34) 

Conductance  and  susceptance  have   the  reciprocal  dimensions  of  a 
resistance  and  are  measured  in  mhos. 

Thus  we  can  write  the  current  i  =  ^'2P{g  sin  W  -  6  cos  tat),  that  is,  the 
current  vector  OB  in  Figs.  53  and  54  is  represented  by  two  components 
Pg  and  Pb,    From  Fig.  58,  we  see : 

tan  <^  =  -, 
and  further,  /  =  Pj'f^ = Py, 

where  y  —  -  =  odmittance  of  the  circuit. 


.(35) 


Fio.  5S.— OurreDt-trioDgle. 


Fig.  59.  — Ourrout-triangle. 


Rotating  Fig.  58  in  a  clockwise  direction  through  the  angle  <^,  we  get 
Fig.  59,  which  is  analogous  to  Fig.  53. 

If  it  is  required  that  the  current  in  a  circuit  shall  remain  constant 
whilst  g  and  h  are  varied,  the  pressure  must  be  correspondingly  altered 
both  in  phase  and  magnitude. 

From  Fig.  60  ^analogous  to  Fig.  54)  the  pressure  P=OB  can  at  once 
be  found.     If  6  is  const&nt  and  g  varied,  the  point  B  will  move  over 

the  semi-<5ircle  described  on  OA,  where  OA^j-,     When  b  is  positive, 

A  falls  to  the  right  of  0,  and  to  the  left  when  b  is  negative.  If  g  is 
kept  constant  and  b  altered,  the  circle  described  on  OC  is  the  locus  of  B, 


Digitized  by 


Google 


54 


THEORY  OF  ALTERNATING-CURRENTS 


Of  the  two  curreut  components  Pg  and  Pby  only  the  component  P^, 
which  is  in  phase  with  the  pressure,  does  work.  Consequently  Pg 
is  called  the  tvcUt  component  of  the  cuirerU,  or,  simply,  the  watt  cuirent. 


Fio.  60.— Presnure  Diagram  of  a  Circuit  due  to  Variation  of  one  of  tho  Constants  ^  or  b. 


The  power  is  then  written 


W^P.Pg^P^g, 


.(36) 


The  second  component  Ph  of  the  current  is  called  the  wattless 
compo7ieni  of  the  cuirent^  or,  briefly,  the  wattless  current 

On  p.  62  we  saw  that  the  momentary  value  of  the  current  equals  the 
algebraic  sum  of  the  momentary  values  of  the  two  current  components. 
From  the  foregoing,  we  now  see  that  the  effective  value  of  the  current 
equals  the  geometrical  sum  of  the  effective  values  of  the  watt  and 
wattless  components  of  the  current. 

Hence,  in  general,  for  any  circuit  containing  constant  reactances 
and  energy-consuming  apparatus  (resistances),  the  impressed  sine  wave 
K.M.F.  can  always  be  resolved  into  two  components,  viz.  into  the  watt 
component  Ir  which  is  in  phase  with  the  current,  and  the  wattless 
component  Ix  which  leads  the  current  by  90°. 

Similarly,  the  cifrrent  can  be  split  up  into  the  watt  compone^it  Pg  in 
phase  with  the  pressure,  and  the  wattless  cornjyonent  Ph  which  lags  90** 
behind  the  pressure. 

Thus  the  constants  of  a  circuit  can  be  written : 


watt  component  of  pressure  _ 
current 


.^2  +  62 
=  effective  resistance  in  ohms,    


(37) 
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wattless  component  of  pressure  _    __ 


current  g'^  +  \^ 

=^effecHve  reactance  in  ohms,  (38) 

watt  component  of  current  __    __     ^ 

pressure  ""  ^  "  r^  +  jc* 

=  effective  conductance  in  mhos, 

wattless  component  of  current  _  i  _ 


pressure  7-2 +  »* 

=  effective  msceptance  in  mhos, 

current  y 

=  effective  impedance  in  ohms, 

current  _    _       1  1 

pressure "~  -^  ""  ^.,.2  ^  ^z  "^  z 

=  effective  admittance  in  mhos. 

When  several  resistances  and  reactances  are  in  series,  it  is  simplest  to 
use  Ty  X  and  Zy  for  in  this  case  the  corresponding  pressure  components 
can  be  added  directly. 

On  the  contrary,  when  we  are  dealing  with  parallel  circuits,  it  is 
more  convenient  to  use  ^,  h  and  y,  since  the  current  components  can 
then  be  added  in  accordance  with  Kirchhoff's  First  Law. 
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ANALYTIC  AND  OBAPHIC  METHODS. 

20.  The  Symbolic  Method.  21.  Rotation  of  the  Co-ordinate  Axes.  22.  Li ver- 
sion. 23.  Graphic  Representation  of  the  Losses  in  the  Impedance  in  a 
Circuit.  24.  (Jraphic  Representation  of  the  Useful  Power  in  the 
Impedance  in  a  Circuit.     25.  Graphic  Representation  of  Efficiency. 

20.  The  Symbolic  Method.  Let  the  instant  of  time  /  =  0  be  chosen 
so  that  the  current  vector  /  coincides  with  the  positive  direction  of 
the  ordinate  axis.  We  then  get  the  vector 
diagram  shewn  in  Fig.  61.  If  all  real  values 
are  set  off  along  the  positive  direction  of  the 
ordinate  axis  and  all  imaginary  values  along 
the  negative  direction  of  the  abscissa  axis, 
we  get — as  already  shewn — a  system  of  co- 
ordinates similar  to  that  generally  used  in 
Mathematics,  when  the  Tatter  system  is 
rotated  through  90'. 

The  E.M.F.  vector  F  is  given  by  the  co- 
ordinates //•  and  Ix  of  the  point  Ay  or, 
symbolically  : 

Fio.  61.  In  order  to  investigate  the  meaning  of  this 

expression  for  the  general  case,  where  /  also 
is  complex,  we  consider  the  product  of  the  two  complex  quantities 

/=  /  cos  <^2  -JJ  sin  <^2  =  /(cos  <^2  -J  sin  <^2)  =  I^  ~^^ 

and  z  =  r~jx  =  z  (cos  <l>-j  sin  <f>)  =  Z€  "•'*. 

The  product  of  /  and  z  is 

Iz  =  /5;{cos(<^2  +  ^)  -y  sin (<^2  +  <^)} 

=  /;?€-''<*«+*>. 

This  product  is  represented  by  a  vector  which   Iciids  the  current 
vector  by  the  angle  <^,  and  has  an  absolute  magnitude  equal  to  the 
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product  of  the  absolute  values  of  the  two  complex  quantities.  This 
vector  coincides  with  the  pressure  vector ;  hence  we  can  write  for  the 
symbolic  expression  of  the  pressure : 

P^h,    (39) 

where  the  symbolic  expression  of  the  impedance  z  is 

z  =  r-jx (40) 

Conversely,  the  symbolic  expression  of  the  current  /  is : 

z 

It  is  now  possible  to  carry  out  all  the  operations  of  calculation  with 
these  symbolic  expressions  in  the  same  way  as  with  real  quantities, 
and  when  the  calculation  is  finished,  the  complex  quantities  are  simply 
substituted  for  the  symbolic. 

The  complex  expressions  can  then  be  changed  into  the  real 
expressions  of  the  momentary  values.     We  have  above : 

Z^Z€~^ 

and  P  =  /;^  =  /2€-^<*«+*>  =  Pr^^+*>, 

Then  the  corresponding  momentary  values  are 

*  =  -^max  sin  (W  +  4>^  ^J2I  sin  (W  +  <^2) 

and  p  =  Pn^sin(iat  +  <l>^'{-<f>)  =  J2Psin((tit'^<f>^+<f>). 

While  the  momentary  values  show  directly  the  amplitude,  frequency 
and  phase  of  a  current,  the  complex  quantities  only  show  amplitude 
and  phase,  and  no  more  represent  the  frequency  than  the  graphical 
method.  It  is  therefore  evident  that  no  dived  mathematical  relation 
can  exist  between  the  momentary  values  and  the  complex  expressions. 
The  symbolic  expression 

shows  that  the  pressure  can  be  analysed  into  two  components,  Ir  in 
phase  with  the  current  and  Ix  leading  it  by  90°. 

The  negative  sign  in  z^r-jx  is  due  to  the  fact  that  the  figure  has 
been  rotated  in  a  clockwise  direction — if  the  sense  of  rotation  were 
reversed,  the  minus  sign  would  then  become  plus. 

Instead  of  calculating  symbolically,  we  might  also  proceed  graphically. 
Like  the  representation  of  complex  quantities,  the  graphic  representa- 
tion is  also  a  purely  symbolic  method,  in  which  the  vectors  can  be 
added,  multiplied,  or  divided.  Up  to  this  stage,  we  have  only  used 
vectors  to  denote  current  and  pressure.  In  order,  however,  to  carry 
out  all  operations  graphically,  it  is  also  desirable  to  represent  impedance 
and  admittance  by  vectors.  In  Fig.  62,  the  vector  0?7,  with  the 
ordinate  r,  and  abscissa  x^  represents  the  impedance 

z:=r-jx. 
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If  now  the  current  is  given  by  the  vector  OB^  the  pressure  vector  OA 
will  be  found  by  turning  the  current  vector  through  angle  <^,  and  at 
the  same  time  increasing  it  in  the  ratio  z.     If  we  set  off  OD  equal  to 

unity,  the  two  triangles  OCD 

V  and  OAB  will  be  similar,  so 

jp    jn  j^        ^    Jp^  that  the  pressure  vector  can 

"yr  \B        >^  {  ^®  regarded   as   formed  from 

a  xV7*^^IpV  *^®  current  vector,  in  the  same 

7/7     ^<gci::^  N.  way  as  the  impedance  vector  z 

/ ^^^"''f^K  ^""^     is  formed  from  unity. 

^^""^^  ^ Further,  assume  the  current 

"""■"■"""'"""'""""■"""'""  /  to  vary  after  some  definite 

law.     Graphically  this  means 
p,Q  02.  *^*^  *^®  locus  of  the  extremity 

B  of  the  current  vector  OB  is 
a  certain  line.  For  example,  let  this  line  be  the  curve  K  in 
Fig.  62.  Then  the  pressure  vector  f-lz  must  also  obey  some  ^ 
definite  law.  The  locus  of  the  extremity  of  this  vector  OA  will  be 
a  curve  K^^  which  is  found  by  multiplying  all  vectors  of  curve  K 
by  the  constant  impedance  ?;  =  «€->*.  The  cuYve  K^  must  be  similar 
to  the  curve  K^  for. this  graphical  multiplication  can  be  considered 
as  effected  by  the  curve  A  being  moved  through  the  angle  i* 
about  the  origin  0,  whereby  curve  K'  is  obtained,  and  then  all 
the  vectors  of  K'  are  increased  in  the  ratio  z.  By  this  process,  a 
point  B  on  curve  K  becomes  point  A  on  curve  Ky  For  any  two 
such  corresponding  points  as  A  and  B^  the  triaiij^le  OAB  must  have 

OA 
the  same  shape,  since  the  angle  BOA  —  ^  and  -=— =  ;2r  are  constants. 

Hence  the  curve  K.  can  be  regarded  as  being  traced  out  by  the  angle 
at  A  of  the  triangle  AOB^  whilst  the  latter  moves  about  0,  without 
change  of  shape,  and  with  its  third  angle  B  always  on  the  curve  K, 

If  the  curve  K  is  formed  from  a  system  of  straight  lines  and  circular 
arcs,  its  corresponding  curve  K^  admits  of  a  very  simple  geometrical 
construction. 

To  multiply  a  straight  line  we  multiply  a  point  on  the  same,  but 
keep  the  angle  constant  which  the  vector  from  this  point  to  the  origin 
makes  with  the  straight  line.  A  circle  is  multiplied  by  multiplying 
its  centre  and  the  radius,  or  its  centre  and  any  point  on  the 
circumference. 

Let  the  moment  of  time  ^  =  0  be  so  chosen  that  the  pressure  P=OA 
falls  on  the  positive  direction  of  the  ordinate  axis  (Fig.  63).  Then 
we  can  write  symbolically : 

I:=Py^Pg^jPb  (39a) 

and  ^  y  =  g-^fly ' (*1) 

in  which  expression  the  current  is  given  in  terms  of  two  rectangular 
components,  one  of  which  is  in  phase  with,  and  the  other  at  90*  to. 
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tbe  pressure.  Fig.  64  shews  that  the  current  vector  is  formed  from 
the  pressure  vector  in  the  same  way  as  the  admittance  y  is  formed 
from  unity.  Whilst  the  extremity  of  the  pressure  vector  moves  over 
the  curve  K  (chosen  a  circle  in  this  case),  the  extremity  of  the  current 
vector  describes  the  circle  A\.     In  Figs.  62  and  64  it  nas  been  tacitly 


Fig.  08. 


Fio.  64. 


assumed,  that  P,  /,  z  and  y  are  all  drawn  to  the  same  scale, — that  is  to 
say,  1  volt,  1  ampere,  1  ohm  and  1  mho  are  all  represented  by  the 
^me  length,  e.g.  1  mm— for  only  in  this  case  are  the  triangles  OCD 
and  OBA  similar. 

In  graphic  rmUtiplicatioriy  it  is  to  be  noted  that  the  rotation  of  the 
multiplied  vector  must  be  clockwise  or  counter-clockwise^  according  as  the 
argumerU  of  the  second  factor  is  negative  or  positive. 

21.  Rotation  of  the  Oo-ordinate  Axes.  It  follows  directly  that 
in  Fig.  62  the  curve  K^ — which  represents  the  pressure  P^  acting  at 
the  terminals  of  a  constant  impedance  z^  ==  r^  -  jx^  and  is  similar^ 
to  the  curve  K  of  the  current  vector  / — can  be  obtained  by  graphic 
multiplication.  At  the  instant  /  =  0,  the  current  and  pressure  vectors 
coincide,  but'  are  otherwise  chosen  independently  of  one  another.  The 
scale  of  the  pressure  curve  depends  on  that  of  the  current  curve  K 
and  of  the  impedance  z^.  If  the  impedance  scale  is  chosen  so  that 
1  cm  =  j?i  ohms,  the  vectors  representing  the  pressure  F^  will  be  of  the 
same  length  as  those  representing  the  current.  The  pressure  curve  K^ 
is  then  obtained  by  simply  rotating  the  current  curve  K  through 

the  angle  <^i  =  tan~^?^  in  a  clockwise  direction. 

Instead  of  revolving  the  vectors,  the  co-ordinate  axes  can  be  moved 
through  the  angle  <^i  in  a  counter-clockwise  direction.  If  the  current 
curve  is  drawn  so  that  1  cm  =  7n  amperes,  this  same  curve,  with 
respect  to  the  new  axes,  will  serve  as  the  pressure  curve  to  the 
scale  1  cm  =  z.m  volts. 

Rotating  tne  co-ordinate  system   means  that  zero   time  for  the 
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This 


pressures  occurs  p.  T  seconds  earlier  than  that  for  the  currents. 

process  is  shewn  in  Fig.  66. 

Consider  now,  the  special  case  of  a  constant  terminal  pressure  P 
acting  on  the  circuit,  m  which  the  current  /  is  represented  by  the 
curve  K.  Set  off  the  terminal  pressure  P  along  the  real  current  axis. 
The  pressure  Py « Iz^  consumed  in  the  line  impedance  z,  is  represented 
by  the  current  curve  K  with  respect  to  the  new  coordinate  axes.  To 
obtain  the  direction  and  scale  of  the  new  real  axis  (or  the  pressure 
axis),  we  draw  the  current  vector  I^  for  the  case  when  the  load  is 
short-circuited,  and  the  only  impedance  in  the  circuit  is  z^.  This 
is  called  the  short-circuit  current^  and  is  expressed  by 

and  has  thus  the  direction  of  the  real  (or  pressure)  axis  in  the  rotated 

co-ordinate  system. 

Now,  wo  have  just  seen  that  1  cm  represents  z^  times  as  many  volts 

in   the  new  co-ordinate  system  as  amperes  in  the  original  system. 

Hence,  if  /,  is  set  off  in  the 
original  system,  this  same  vec- 
tor will  represent  the  terminal 
pressure  P  in  the  new  system 
both  in  magnitude  and  direction. 
This  direction  coincides  with 
that  of  the  real  axis  of  the  new 
system,  since  we  have  taken  the 
terminal  pressure  as  real,  i.e.  as 
having  no  component  along  the 
ima^nary  axis. 

The  load  pressure  P^  which 
remains  after  subtracting  the 
pressure  P^  consumed  in  the 
impedance  Sj  from  the  supplied 
pressure  P  is 

and  is  thus  given  in  the  new 
co-ordinate  system  by  the  distance  of  a  point  J  on  the  curve  K  from 
the  short-circuit  point  P^  (see  Fig.  65).  In  other  words,  the  curve  K 
in  the  new  system  is  the  locus  of  the  apex  of  the  pressure  triangle, 
whose  two  base  angles  are  situated  at  the  origin  0  and  the  short- 
circuit  point  Pg  respectively. 

In  many  cases  it  is  advantageous  to  take  the  opposite  direction 
of  the  vectors  as  positive  in  the  new  system  of  co-ordinates.  This 
is  effected  by  rotating  the  co-ordinate  system  through  the  angle 
.<^i  +  180''  in  a  counterclockwise  direction,  and  removing  the  origin 
to  the  short-circuit  point  P^  (Fig.  66).     Such  a  diagram  is  known 


Fio.  66. 
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as  a  bipolar  diagram—  0  is  the  pole  for  currents  and  P^  the  pole  for 
pressures. 

In  Fig.  64  it  was  seen  how  the  current  curve  K^ — similar  to  the 
given  pressure  curve  K — could  be  formed  by  multiplying  the  latter 
by  a  constant  admittance 
yi=gi+jbj.  Here  also  it 
is  not  necessary  to  draw  a 
new  curve,  if  we  rotate 
the  co-ordinate  system  as 
above.  The  axes  of  the  new 
system  are  moved  through 

the  angle   <^^  =  tan"^-l   in 

9i 
the  direction  in  which  the 
figure  rotates,  whilst  the 
current  scale  in  the  new 
system  is  1  cm  ^y^m  am- 
peres, where  1  cm  =  m  volts 
in  the  original  system. 

An  important  case  is  the 
determination  of  the  press- 
ure curve  if  of  the  supplied 
Eressure  P  when  the  current  /  is  to  be  constant  at  all  loads.  Let  K 
e  such  a  curve  in  Fig.  67.  Apart  from  other  conductors  which  may 
be  present,  let  there  be  a  path  of  constant  admittance  y^.  For  the  time 
being,  suppose  all  other  paths  except  y^  to  be  cut  out  of  circuit.     The 

pressure  necessary  to  produce  the 
constant  current  /would  then  be 


efaurerU 
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can 


•'     Vx     Vx 
be   called 


j*i 


the   no-load 


pressure,  and  coincides  with  the 
axis  of  real  values  in  the  new 
system.  Moreover,  since  a  dis- 
tance represents  y-^  times  as 
many  amperes  in  the  new  system 
as  volts  in  the  original,  the  no- 
load  pressure  vector  P^  in  the 
original  system  gives  the  mag- 
nitude and  direction  of  the 
constant  current  /  in  the  new 
system. 
When  the  other  branches  are  in  circuit,  the  current  in  them  is : 

and  is  represented  in  the  new  system  by  the  distance  of  the  point  A 
on  the  curve  K  from  the  no-load  point  P^  (see  Fig.  67).     Hence  the 


Fio.  67. 
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pressure  curve  is  the  locus  in  the  new  system  of  the  apex  of  the 
current  triangle,  whose  two  base  angles  are  at  the  origin  0  and  the  no- 
load  point  Fq  respectively. 

By  displacing  the  origin  of  the  new  system  to  the  no-load  point  Fq 
and  turning  it  through  180",  we  get  the  bipolar  diagram  shewn  in 
Fig.  68,  where  0  is  the  pole  of  pressures  and  Fq  of  currents. 
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Fig.  69. 


22.  Inyersion.  In  Fig.  69  the  vector  OC  represents  the  impedance 
X?,  and  OE  the  corresponding  admittance  y  =  \jz.  They  both  make  the 
same  angle  <f>  with  the  ordinate  axis.  In  this  method  of  represeniatioriy 
resistance  and  c&nd'iictance  are  set  off  along  the  oi'dinate  or  real  axis,  a/nd 
reacMnce  and  misceptance  along  the  aJbscma  or  iniaginary  axis.     The  two 

triangles  ODCsind  OEDare 
similar  when  z  and  y  are 
drawn  to  the  same  scale. 
If  we  set  off  M'  =  OE  along 
the  impedance  vector  OC, 
then,  between  the  points 
E\  which  is  the  image  of 
E  in  respect  to  the  ordmate 
axis,  and  C  there  exists  the 
simple  relation, 

Oa,OF  =  z,y=h 

Two  such  points  are  called 
inverse  points  with  respect 
to  the  origin  0,  which  is 
called  the  centre  of  invei'sion. 
In  general,  if  two  curves  K  and  K^  are  such  that  the  product  of  the 
lengths  OA  and  OA^  cut  from  a  straight  line  passing  through  a  fixed 


Fio.  70.— Inversion  of  a  Straight  Tiine. 
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point  0  is  constant,  i.e.  0^ .  0^i  =  con8t.  =  1,  the  one  curve  is  said 
to  be  the  inverse  cui-ve  of  the  other,  whilst  I  is  called  the  constaiU  of 
inversion  and  0  is  the  inversion  centre,  A  and  A-^  are  called  corresponding 
points.  The  inverse  curve  of  a  straight  line  is  a  circle  passing  through 
the  centre  of  inversion  (Fig.  70). 

Proof.     Since  triangle  OA^B^  is  similar  to  triangle  OBA^ 

then  OA^:OB^  =  OB:dA; 

thus,  for  any  line  OA^ 

0A.0A^  =  0B.0B^==1. 

Conversely,  the  inverse  curve  of  a  circle  which  passes  through  the  centre 
of  inversion  is  a  straight  line. 


Fig.  71. — Inverse  of  a  Circle. 

The  inverse  curve  of  a  circle,  which  does  not  pass  through  the  centre 
of  inversion,  is  a  circle  (Fig.  71),  and  the  centre  of  inversion  is 
similarly  situated  in  respect  to  each  of  the  circles. 

Proof  OD^iOB^OB^iOD 

or  0D.0D^  =  0B,0B^  =  0AMA^^1. 

If  both  circles  coincide,  so  that  the  circle  is  its  own  inverse  curve, 
then  the  constant  of  inversion  is  I  =  OAK 

The  theorem  is  equally  true  when  the  point  0  falls  within  a  circle, 
for  the  proof  is  quite  independent  of  the  position  of  0,  The  point  0 
then  falls  inside  the  inverse  circle  also. 

It  may  be  noted  that  when  the  point  A  moves  along  the  curve  K  in 
a  certain  sense,  the  point  A^  on  curve  K^  corresponding  to  -4  on  curve 
K  will  move  in  the  opposite  sense. 

If  the  two  curves  cut  or  touch  at  point  A,  the  inverse  curves  will 
also  cut  or  touch  at  the  corresponding  point  A-^. 

If  the  two  curves  cut  one  another  at  ^  at  a  certain  angle,  the  inverse 
curves  will  also  cut  at  the  same  an^le  at  -^j.  In  order  to  shew  how 
inversion  may  be  applied  to  the  solution  of  alternating-current  problems, 
consider  a  circuit  along  which  a  constant  alternating-current  /  is  flow- 
ing; the  terminal  pressure  P  must  then  be  varied  as  the  circuit  constants 
are  varied,  and  the  end  A  of  the  pressure  vector  OA  will  describe 
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some  curve  K  (Fig.  72).  The  abscissa  of  any  point  on  the  curve 
represents  the  watt^ss  component  and  the  ordinate  the  watt  component 
of  the  corresponding  k.m.f. 

Since  the  shape  of  the  curve  is  independent  of  the  current-strength 
and  also  holds  for  7=1,  the  vector  OA  will  also  represent  the  imped- 
ance z  to  another  scale.     With  symbolic  representation  the  impedance 

2;  =  r  -jx  =  2;  (cos  <^  -j  sin  4)  =  Z€  '^ 

is  given  by  a  radius-vector  of  length  z  making  angle  -<^  with  the 
real  axis.     Since  yz^^l,  the  curve  if,,  over  which  the  end  -^^  of  the 


Pio.  72. 

admittance  vector  y  moves,  is  given  by  inverting  the  curve  K  over 

which  the  end  A  of  the  impedance  vector  z  moves. 

b     X 
From  the  relation  -  =  -  it  follows  also  that  the  two  radii- vectores 

y  and  z  have  the  same  direction,  when  conductance  is  set  off  along  the 
ordinate  and  susceptance  along  the  abscissa  (see  Fig.  72).  If  the  radii- 
vectores  of  the  admittance  curve  are  multiplied  by  a  constant  pressure 
P,  the  vectors  OA^  will  give  the  current  in  the  circuit  to  a  certain 
scale.  The  ordinates  then  represent  watt  currents  and  the  abscissae 
wattless  currents.  The  admittance  y,  corresponding  to  the  impedance 
z^ze'^f  is  11 

Hence,  the  admittance  vector  y  will  lie  in  quadrant  I.  when  z  lies  in 
quadrant  IV.  and  vice  versa — ^br,  if  z  lies  in  quadrant  III.  then  y  lies 
in  quadrant  II.  and  vice  versa.  Thus  we  see  that  the  vector  y  cannot 
coincide  with  the  vector  z  if  the  same  system  of  co-ordinates  is  used 
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for  admittance  and  current  vectors  as  for  impedance  and  pressure 
vectors. 

The  direction  of  the  y-vector  is  the  image  of  the  2?-vector  with 
respect  to  the  oi-dinate  axis.  Hence,  if  we  wish  to  apply  graphical 
inversion  to  alternating-currents,  wt  mtist  in  every  case  mbstiiute  the 
inverse  curve  K^  {obtainm  by  inversion  of  the  curve  K)  by  its  image  K\ 
vnth  respect  to  the  ordinate  axis. 

In  practice,  however,  the  process  of  inversion  can  be  simplified  as 
follows.  If  the  admittance  or  current  curve  of  a  circuit  is  desired, 
and  we  wish  to  derive  the  same 
by  a  single  inversion  of  the  im- 
pedance curve,  then,  instead  of 
drawing  the  impedance  curve 
itself,  we  draw  its  image  with 
respect  to  the  ordinate  axis;  the 
desired  admittance  or  current 
curve  is  then  obtained  directly 
by  inverting  this  image. 

The  process,  can  be  best  illus- 
trated by  an  example.  Given  a 
simple  circuit  with  constant  react- 
ance X  in  series  with  a  variable 
resistance  r.  The  impedance  curve 
is  then  a  straight  line  K  parallel 
to  the  ordinate  axis  and  displaced 
from  the  same  by  a  distance  x  (Fig.  73).  The  image  of  this  straight 
line  about  the  ordinate  axis  is  K\     The  inverse  curve  of  the  straight 

line  K'  is  the  circle  K.  of  diameter  -.    This  circle,  whose  centre  lies  on 

*  X 

the  abscissa  axis,  is  then  the  admittance  curve,  and  when  all  vectors 

are  multiplied  by  the  pressure  P,  we  get  the  current  curve.     This 

agrees  with  that*n  Fig  54,  but  has  been  obtained  in  another  way; 

P 
both  circles  have  the  same  diameter  — . 

X 

Similarly  the  impedance  or  e.m.f.  curve  can  be  constructed  by  a 
single  inversion  of  the  image  K'  of  the  admittance  curve  K,  For 
a  circuit  with  constant  susceptance  b  in  parallel  with  a  variable  conduct- 
ance g,  the  curves  K  and  A '  are  straight  lines  parallel  to  the  ordinate 
axis  (Fig.  74).     The  inverse  curve  A^,  representing  the  impedance 

curve,  is  a  circle  of  diameter  =-,  whose  centre  lies  on  the  abscissa  axis. 

0 

By  multiplying  all  the  vectors  by  7,  the  same  pressure  diagram  is 
obtained  as  in  Fig.  60,  for  both  circles  have  the  same  diameter  =-, 

It  often  happens  that  two  inversions  must  be  made  in  order  to 
obtain  a  desired  diagram. 

In  this  case  it  is  not  necessary  to  draw  the  image  of  the  inverted 

A.C.  E 
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curve,  for  if  the  first  curve  lies  in  quadrant  IV.  the  inverted  curve 
will  lie  in  I.,  and  the  curve  obtained  after  the  second  inversion  will 
fall  again  in  quadrant  lY.     Hence,  since  both  the  curve  from  which 

we  start  and  the  curve  we 
obtain  lie  in  the  same  quadrant, 
it  is  more  convenient  to  carry 
out  all  the  operations  in  the  one 
quadrant,  whereby  the  figures 
are  also  clearer. 

In  general,  therefore  we  pro- 
ceed as  follows:  According  as 
an  even  or  an  odd  number  of 
mversions  must  he  cairied  out  in  ^/ 
order  to  obtain  a  particular 
diagi'am,  it  is  desirable  to  start 
from  the  actual  diagram,  or  its 
image. 

Of  the  two  curves  which 
represent  the  impedance  and 
admittance  of  a  circuit  by  polar  co-ordinates,  the  one  is  always  the 
inverse  of  the  other.  The  constant  of  inversion  I  depends  on  the 
scales  for  y  and  z. 

Since  the  ratio  of  inversion  is  a  function  of  the  scales,  after  drawing 
the  first  ma^itude  to  a  convenient  scale  it  is  possible  to  choose  the 
constant  of  inversion  I  so  that  the  inverse  figure  will  also  be  drawn 
to  a  suitable  scale.     This  is  illustrated  by  the  following  example. 

In  Fig.  72  let  the  admittance  y  be  set  off  so  that  1  cm  =  m  mhos. 
Then,  if  we  wish  to  have  the  scale  of  the  impedance  z  such  that  1  cm 

equals  n  ohms,  we  get  tj-j      , 

^  ^  y  =  w.  0^1  mhos, 

z  =  n,  OA  ohms. 

Then  yz=mnOA^  .OA^h  * 

Hence,  the  constant  of  inversion  is 

1  = 


Fia.  74. 


■OA.OA^^ 


1 


(42) 


If  Fig.  72  is  drawn  for  currents  and  pressures  to  the  scales  1  cm 
=  m  amps.  =  n  volts,  and  Iq  and  Pq  denote  the  corresponding  constants 
of  the  circuit,  we  have 

I=m.  OA^  =  P^y  amperes 

and  P=n.OA=  IqZ  volts, 

whence  mnOA  ,0A^  =  4  AF = -^o^o j 

and  the  constant  of  inversion  is 


^-^^'^^^-1^:^ 


.(42a) 
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Before  leaving  inversion,  the  following  theorem  may  be  mentioned : 

If  we  have  two  figures  in  whkh  any  point  and  any  cirde  of  the  one 
correspond  to  a  point  and  a  circle  of  the  other^  then  it  is  always  possible^  hj 
inverd&ii  and  rmdtiplication,  to  convert  one  system  into  the  other. 

From  this  it  follows  that,  by  means  of  the  foregoing  methods,  every 
locus  which  is  a  straight  line  or  a  circle  can  be  deduced  from  other  loci 
which  are  straight  lines  or  circles. 

Since  the  inverse  of  a  circle  is  a 
circle,  in  carrying  out  the  inver- 
sion of  circles,  instead  of  proceeding 
point  by  point,  it  is  simpler  to 
calculate  the  co-ordinates  of  the 
centre  and  the  radius  of  the  new 
circle. 

Example.  Given  a  circle  K  of 
radius  B  (Fig.  75),  the  co-ordinates 
of  whose  centre  Af  are  v  and  fi — to 
calculate  the  radius  R  and  the 
co-ordinates  /x'  and  v  of  the  centre  M'  of  the  circle  K\  which  is  to  be 
the  inverse  of  K  for  the  constant  of  inversion  I.  Drawing  the  common 
tangent  OTT'  to  the  two  circles,  we  have 

0Y'=  - 
OT 

and  Of  =  slfjJ^'+^^^^R^ 

By  aid  of  the  similar  triangles  OM'S\  OMS  and  OTM,  OTM\  it  is  easy 

to  shew  that  ,  I  i' 

'=   -L-  =  I  —  ^  — 

TV  p        *         T J*^ 

so  that  the  new  circle  is  determined  both  as  regards  magnitude  and 

position. 

Two  circles  which  are  formed 
from  ofie  another  by  multipli- 
cation and  rotation  correspond 
point  for  point  with  respect  to 
the  origin  of  the  co-ordinate 
axes,  for  we  pass  from  two 
corresponding  points  A^^  and 
A^  (Fig.  76)  of  the  two  circles 
to  two  other  corresponding 
points  B^  and  B2  by  rotating 
the  vectors  about  0  through 
f  w-  70.  the  same  angle  a. 
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The  locus  of  the  sum  of  the  corresponding  vectors  of  two  corre- 
sponding circles  is  also  a  circle.  For  when  the  circle  Ka  is  formed 
from  K^  by  multiplying  by  a  constant  k  and  rotating  through  a  constant 
angle  ^,  we  have,  for  corresponding  vectors,  a,  and  a^  of  these  circles, 

Hence,  the  resultant  Vector, 

is  always  proportional  to  a^  and  displaced  from  it  by  a  constant  angle, 
and  consequently  moves  over  a  circle. 

If  two  circles  correspond  in  respect  of  two  points  on  their 
circumferences,  the  locus  of  the  sum  of  the  vectors  of  corresponding 
points  is  also  a  circle. 


In  Fig.  77  let  K^  and  K^  be  the  two  circles  and  D^,  D^  two 
corresponding  points.  If  A^  and  A^  are  likewise  to  l^e  corresponding 
points,  we  shall  then  have 

L  D^M^A  1  =  L  D^M^A^  =  a. 
The  point  M  is  obtained  by  adding  OM^  and  OM.^.     Setting  off 
MA'  equal  and  parallel  to  M^A^, 
A  A      f,  „  „      M^A^i 

then  A  is  the  sum  of  the  two  points  A^  and  A^*     In  the  same  way; 
D  is  the  sum  of  the  two  points  I)^  and  D^,  where  the  angle  DMA=a. 
The   sum   of  the  two   circles   K^  and   A^g   is   thus  the   circle  K, 

whose  radius  is  _      /-^ — j^^ 

i?  =  Viit  +  ^  +  2A/4cos8, 

where  8  is  the  angle  between  two  corresponding  radii  of  the  circles 
K^  and  K^. 
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23.  Ghrapbic  Bepresentation  of  the  Losses  in  the  Impedance  in  a 
Circuit.  If  a  current  /  is  transmitted  over  a  circuit  whose  line 
impedance  is  z  —  r-jx^  the  energy  con- 
sumed thereby  is  F=/V.  We  shall 
now  shew  how  this  energy  F,  which 
is  dissipated  in  the  form  of  heat,  can 
be  represented  graphically  for  the  case 
when  the  current  diagram  is  a  circlpj^ 
Let  /i  ancT  v  be  the  co-ordinates  of  the 
centre  of  a  circle  whose  radius  is  i?,  and 
tt  and  f)  the  co-ordinates  of  a  point  on 
the  circle  (Fig.  78).  The  equation  of 
the  circle  is 


(u-iLY  +  {v-vf  =  B^ 


or 


The  heating  losses  are 


Pio.  7a 


:  27YftM -f- 1^  -  ^  =  2rV, 


where,  for  the  sake  of  brevity, 

/itt  + 1^  -  ^-  =  V. 

Now  V  =  0  is  the  equation  of  a  straight  line,  whilst  u  and  v  represent 
the  co-ordinates  of  points  on  it. 
The  j)olar  of  the  current  circle,  with  respect  to  the  origin  0,  has  the 

equation 

/Hit  +  v«7  -  /o2  =  0. 

From  this,  we  see  that  the  straight 
line  V  =  0  is  parallel  to  the  pmar 
and  bisects  the  distance  between 
it  and  the  origin.     Hence  the  line 

V  =  fiw4-i^-^  =  0is  called  the  semi- 

polar  of  the  circle  with  respect  to 
the  origin  0. 

To  construct  the  semi-polar  V  =  0, 
draw  a  circle  on  DM  as  diameter, 
where  M  is  the  centre  of  the  current 
circle  (Fig.  79).  The  circle  on  UM 
cuts  the  current  circle  in  two  points 
which  lie  on  the  polar,  so  that  the 
latter  can  be  drawn  at  once.  The  semi-polar  V  =  0  is  then  the  line 
drawn  parallel  to  the  polar  to  bisect  the  distance  OP. 


Fro.  79. 
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For  any  point  on  the  semi-polar,  we  have : 

wliere  t^  v  are  the  co-ordinates  of  the  point. 

For  points  u,  v  which  do  not  lie  on  the  semi-polar,  the  expression 
for  V  can  be  found  as  follows : 

Let  the  straight  line  /  (Fig.  80)  have  the  equation 


u     V 
a     b 


1=0. 


Further, 


ab 


Flo.  80. 


Hence  the  equation  of  the  straight  line 
/  may  also  be  written 

hu-k-av  -psla^  -f  U^  —  0. 

A  parallel  straight  line  //  at  distance  P 
from  the  origin  has  the  equation 

For  a  point  w^,  v^  on  the  straight  line  //, 

Hence  the  equation  of  the  straight  line  /  may  also  be  written : 

h{U'V^)-\-a{v-v^)  +  {P-p)sJ¥Tb'^  =  0. 

Introducing  now  into  the  equation  of  straight  line  /,  the  co-ordinates 
t*!,  Pp  of  a  point  on  straight  line  //,  we  get 

(P  -I?)  VS2qfT2  =  ANja^  Vl^, 

Returning  to  the  previous  case,  we  see  that  the  linear  expression 

P^ 

for  any  point  u,  v  in  the  plane  has  a  value  which  is  proportional  to 
the  distance  of  this  point  from  the  straight  line  whose  equation  is 
obtained  when  we  put  the  linear  expression  of  the  co-ordinates  equal 
to  zero.  The  fiustor  of  proportionality  is  Jfi^  +  v^  and  equals  the 
distance  of  the  centre  of  the  circle  M  from  the  origin  0, 

For  any  point  A^   corresponding  to  the  current  /  on  the  citcle 
(Fig.  79),  we  thus  get  the  loss  Fin  the  impedance, 

r=/2r=2rV  =  2r.Oi[f. J^iV;  (43) 

where  A^N  is  the  distance  of  A.  from  the  semi-polar.  In  what  follows 
we  shall  call  the  semi-polar  the  toss  line. 
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If  the  circle  represents  the  current  due  to  a  constant  terminal 
pressure  P,  then  for  the  point  A^,  the  total  supplied potoer  W  is 

^F=  P/cos  <^  =  P  X  ordinate  of  point  A^, 

Until  now,  it  has  been  assumed  that  the  current  scale  is  unity,  so 
that  1  cm  corresponds  to  1  ampere.     If  the  current  scale  is 

1  cm  =  m  amps., 
then  the  loss  Vi& 

r-/V  =  2m2raM.^7Ar  watts, (43a) 

and  the  supplied  power  W  is 

W=  Pm  X  ordinate  of  point  A^. 

Hence  the  ratio  of  the  scales  for  loss  and  power  is 

2mrOM 
—P~ 

If  the  origin  0  lies  on  the  circle,  then  the  loss  line  V  =  0  coincides 

with  the  tangent  at  this  point  0.    For  the  case  when  the  origin  0  lies 

within  the  circle,  as  in  Fig.  81,-  the 

pole   P  of  the  origin  is  found  by 

drawing  a  perpendicular  through  0, 

and  where  this  perpendicular  cuts 

the  circle,  drawing  tangents  to  meet 

at  P  in  MO  produced.    The  loss  line 

V  =  0  then  bisects  OP  at  right  angles 

as  previously.    Thus,  every  point  has 

the  same  loss  line  as  its  pole. 

If  the  pressure  P  between  two 
points  in  a  circuit  is  represented  by 
a  circle  diagram  and  we  wish  to 
find  the  loss  consumed  in  a  constant 
admittance  y=g+jb  between  these  ^°-  ^^• 

two  points,  we  get  the  same  construction  as  above,  for  the  loss  in 
the  admittance  is  V=P^a 

where  P*  can  be  represented  by  the  distances  of  points  on  the  circle 
from  a  loss  line  V  =  0,  just  as  I^  above.  Hence,  for  a  point  -^^  on 
the  pressure  circle  whose  centre  is  M,  the  loss  is 

F=2gyj^2gOSf.A^,   (44) 

where  0  is  the  origin  and  A^N  the  distance  of  the  point  on  the  circle 
from  the  line  V  =  0. 

24.  Qraphic  Bepresentation  of  the  Useflil  Power  in  the  Impedance 
in  a  Gircoit.  With  constant  terminal  pressure  P,  the  power  supplied 
to  the  circuit  is 

fF=Px  watt  component  of  current  =  P.  v. 
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where  v  is  the  ordinate  of  the  current  curve.  The  difFei-ence  between 
the  supplied  power  W  and  the  heating  losses  F,  which  we  shall  call 
the  useful  powe)'  W^^  can  also  be  represented  graphically.     Thus 


where 


y  —  p.u+w 


P 
2* 


Substituting  in  the  same  way> 
2r 


and     W='2r\N, 


then   W  =  0  is   the  equation  of  the  abscissa   axis  of  the  system  of 
co-ordinates.     Then  jy^  ^  *>r^W  -  V^ 


«2rW„ 


where 


Wi  =  W-V=  -^T^-(.-|)t;  +  ^'  =  0 


is  the  equation  of  a  straight  line  passing  through  the  point  of  inter- 
section of  the  loss  line  with  the  abscissa  axis. 

In  general,  for  any  point  whose  co-ordinates  are  w  and  v,  the 
expression  for  Wj  has  a  value  proportional  to  the  distance  of  the  point 
(it,  v)  from  the  straight  line  Wj  =  0.  Denoting  this  distance  by  A^N, 
then 


V^^-^Jf^'  +  {y-ff.A-N. 


Hence  the  difference  fF^  between  the  supplied  power  IF  and  the  losses 
F  is  given  by  the  distance  of  the  respective  point  on  the  current  circle 

from  the  straight  line  Wj  =  0. 
This  line  W^  =  0  will  be  denoted 
as  the  2X^if^'  line  of  the  diagram. 
The  equation  of  the  power 
line  is  obtained  by  subtracting 
the  equation  of  the  circle 

P 
u^  +  i^--v  =  0 
r 

from  the  equation  of  the  current 
curve 

«2  ^  ^,2  _  2/JlW  -  2v??  +  /o2  =  0. 

Thus  the  power  line  passes 
„      ««    «  X  ..       ,  ,r  ,  ,  o  ..,      through  the  intersection  of  these 

Fir».   82. — Rcproaentatlon    of  Useful    Power  with      j.  •     i  j  i 

Impedance  in  Series.  tWO    CU'ClCS    and     CaU     be     con- 

structed, as  in  Fig.  82,  provided 
the  current  curve  and  resistance  r  are  known. 
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For  a  point  A^  on  the  current  fcurve, 


w, 


and  the  power  }F^  =  2r^N^^2rMM^.  A^,  (45) 

or,  for  the  current  scale  w, 

jr^  =  27nh-MM^.A^w&tt& (45a) 

The  points  of  intersection  of  the  power  line  with  the  current  circle 
have  a  definite  physical  meaning,  which  we  shall  now  consider.     As 

already   shewn  in   Ch.  II.  p.  49,  the   circle  about  centre  -Afj  with 

p 
radius  —  would  represent  the  current  diagram  for  the  ca^e  when  only 

the  resistance  r  and  a  variable  reactance  x  are  in  the  circuit.  This 
must  hold  for  the  points  of  intersection  between  power  line  and 
current  curve,  for  these  points  lie  on 
the  circle  about  centre  i^i,  as  proved. 
At  these  points,  the  total  supplied 
power  is  consumed  in  the  resistance 
r,  and  the  useful  power  is  therefore 
zero.  One  case  when  this  happens  is 
when  the  applied  pressure  is  short- 
circuited  through  the  impedance  z 
(short-circuit  point),  and  the  other 
case  when  the  load  in  series  with  the 
impedance  z  is  wattless  (no-load  point). 
The  power  scales  for  the  diagram 
can  be  determined  as  follows.  Let  the 
current  ciu-ve  be  drawn  to  such  a  scale  that  1  cm  along  the  ordinate 
of  a  point  corresponds  to  m„  watts.  Then  for  a  point  P^  the  supplied 
power  (Fig.  83)  is 

W=7n^.  i\N^  =  m^F^O  sin  [WWj. 

The  power  line  passes  through  the  points  where  the  supplied  pressure 
equals  the  losses.  If  the  point  Pj  lies  on  the  power  line  W|  =  0,  we 
have  also  jy^  F=mJ\N^  =  m,F:fi  sin  [W^V], 

where  m,  =  the  scale  of  the  losses.     Hence 


Fio.  83. 


sin^[WWi]  .^^. 

'  sin[WiV] ^     ' 

Since  the  loss  line  V  =  0  also  passes  through  the  points  where  the 
useful  power  IF^  equals  the  supplied  power  fr,  we  get  for  a  point  P, 


m^  sin  [  WV]  =  m^,  sin  [WjV], 


=  «?"fWV]     (46^) 

sin  [WjV]'  ^       ' 
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where  m,,  is  the  scale  for  the  useful  power.  Hence  we  get  the  following 
rule  for  determining  the  power  scales  of  the  diagram :  If  two  pouuers  are 
measured  by  the  perpendicular  distances  of  a  point  from  the  corresponding 
straight  lines,  the  scales  are  inversely  propaiiional  to  the  sines  of  the  cmgles, 
which  the  respedioe  straight  lines  make  with  the  line  for  which  the  two 
measured  powers  are  eqwd.  Since  the  perpendicular  distance  of  a  point 
from  a  straight  line  always  remains  proportional  to  the  length  of  the 


.    .^    I 
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>  i 
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Fio.  85. 

line  drawn  at  a  constant  angle  to  the  straight  line,  the  following  Rule 
will  at  once  be  apparent  (see  Fig.  84).  If  two  powers  are  measured  by 
the  distaTices  of  a  point  from  th^  corresponding  straight  lines  in  the  direction 
parallel  to  that  line  for  which  both  the  measured  pouters  are  equal,  then  the 
two  p&ioers  ivUl  have  the  same  scale. 
Thus  in  Fig.  84,  for  a  point  P, 

fr-pB'    W'W    f^i'FF' 
If  the  loss  does  not  occur  in  an  impedance  in  series  with  the  load, 
but>  as  is  shewn  in  Fig.  85,  in  a  constant  admittance  y—g+jb  con- 
nected in  parallel  with  the  load, 
the  useful  power  is 

JF^=}F-F^g, 

Let  the  pressure  vector  P  move 
over  the  circle  K  in  Fig.  86, 
which  has  the  equation 


1 

\y 

i- 

Y 

^ 

\ 

._^ 

/    -'\j^ 

K-^y^ 

-y 

yN'oJ 

i 

"/\\ 

/* 

V 

y 

and  set  off  the  current  /=  /  along 
the  real  axis ;  we  can  then  write 


Pio.  86.— Reprefientatlon  of  Useful  Power  with 
Admittance  in  ParalloL 


where 


V  =  ft«  +  I't;  -  - 


whilst  V  =  0  is  the  equation  of  the  semi-polar  of  the  pressure  circle 
with  respect  to  the  origin,  or  the  loss  line. 
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Further, 


2^7 


«;  =  W, 


and  W  =  0  is  the  equation  of  the  abscissa  axis. 
We  now  proceed  precisely  as  above,  and  put 


Wi  =  W-V=  ^^u-(v^^y  +  ^ 


From  this  we  see  that  with  a  constant  current  /  the  equation 

represents  a  straight  line.     This  is  the  power  line  of  the  circuit. 

The  power  line  must  pass  through  the  points  of  the  circle  K  for 
which  the  output  IF^  is  zero.  For  these  points  g^  =  0,  and  consequently 
the  whole  conductance  between  the  terminals  equals  g.  Now  all 
pressure  vectors  for  a  circuit  with  a  constant  current  /  and  conductance 
g  lie  on  the  circle  drawn  about  M.  with  radius  I/2g  in  Fig.  86. 
Hence  the  power  line  Wj  =  0  passes  tnrough  the  point  of  intersection 
of  this  circle  with  the  pressure  circle  K, 

For  a  point  A^  on  the  pressure  circle  K, 


\N,  =  ^]l^■'+(y-^>f.A^=MM,.A,N, 


and  the  output 


W^^2gMM^.A^N. (47) 


\i  the  points  3/,  M^  and  A^  are  set  off  to  the  pressure  scale  1  cm  =--  n  volts, 
^^^^  fr^=^2n^gMM^.A^  w&tts (47a) 

26.  Graiihic  Bepresentation  of  Efficiency.  Let  a  straight  line 
(Fig.  87)  from  the  point  F  pass  through  the  point  of  intersection  S 
of  the  three  straight  lines 
W  =  0,  Wi  =  0  and  V  =  0, 
then  for  all  points  on  this 
straight  line  SP  the  ratios 
between  the  several  powers 
remain  constant,  which  fol- 
lows at  once  from  the 
graphic  representation  of 
these  ratios. 

From  this  it  is  seen  that 
the  efficiency  of  a  circuit 
can  be  shewn  as  in  Fig.  87. 
The  line  £F  is  drawn 
parallel  to  the  line  of 
supplied  power  W  =  0  be- 
tween the  power  line  Wi  =  0  and  the  loss  line  V  =  0. 
is  then  divided  into  100  equal  parts,  as  shewn. 


Fio.  87. 


This  line  EF 


Digitized  by 


Google 


76  THEORY  OF  ALTERNATINa-CUBBENTS 

For  a  point  P  on  the  current  (or  pressure)  circle,  the  percentage 
efficiency  »>  is  given  by  the  point  P,  where  PS  produced  cuts  EF. 
Proof.    For  every  point  P  on  the  line  SP,  we  have  (Fig.  87) 

il    ^' 
W^'PF-' 

W^'PF'' 

w^  "w^"     PF'   "  pf' 

Thus  ''%  =  100p-]«^„.PF'  =  ^PT. 

When  the  pressure  acting  on  the  two  terminals  of  a  circuit  is  altered, 
without  altering  the  circuit  constants,  the  current  alters  in  proportion 
to  the  pressure,  and  the  ratio  between  the  powers  in  the  several  parts 
remains  unaltered. 

Hence,  the  method  deduced  above  for  determining  the  relation 
between  two  powers  in  a  current-circle  diagram  holds  even  when  the 
pressure  changes  its  value.  In  like  manner  the  analogous  thothod  is 
applicable  for  a  pressure-circle  diagram  when  the  current  varies. 
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CHAPTER  IV. 

SERIES  GIEOXnTS. 

26.   Circuit  with  two  Impedances  in  Series.    27.  Example  I.    28.  Example  II. 
29.  Several  Impedances  in  Series. 

26.  Circnit  with  two  Impedances  in  Series.  As  an  example  of  two 
impedances  in  series,  we  have  the  power  transmission  line  represented 
in  Fig.  88.  Since  this  ease  is  one  of  the  simplest  and  also  of  consider- 
able practical  importance,  we  shall  investigate  it  fully. 

.       s \  ■  .1 


1      ¥ 


Fio.  88. 


The  pressure  P^,  which  is  applied  at  the  supply  terminals,  is  consumed 
'  by  the  resistance  and  reactance  of  the  line  and  the  load  at  the  receiver 
terminals.  Since  the  pressure  required  to  overcome  the  E.M.F.  of  self- 
induction  of  the  transmission  line  leads  the  current  by  90**,  whilst  the 
pressure  consumed  by  the  ohmic  resistance  of  the  line  is  in  phase  with 
the  current,  it  is  obvious  that,  with  constant  supply  pressure  1\,  the 
pressure  F^  at  the  receiver  terminals  depends  to  a  large  extent  on  the 
phase  displacement  of  the  load.  The  receiver  pressure  P^  can  be 
resolved  into  two  components,  the  one  /rg,  in  phase  with  the  current, 
and  the  other  Iz^,  leading  the  current  by  90°,  where  r^  and  x^  are  the 
constants  of  the  receiver  or  load  circuit.  Conversely,  the  cun-ent  / 
can  be  resolved  into  two  components,  one  of  which  P^g^  is  in  phase 
with  the  receiver  pressure  and  the  other  ^3^2  ^^S^  ^^'  behind  it. 

Assuming  the  current  /  to  be  given,  we  can  find  the  receiver 
pressure  P^  from  its  components  Ir^  and  Ix^ ;  similarly  we  can  find 
the  pressure  drop  Iz^  in  the  line  from  its  components  Ir^,  Ix^  P^  is 
the  geometrical  sum  of  these  two  pressures  (see  Fig.  89).  Fig.  90 
follows  at  once  from  Fig.  60, 
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Since  r^  and  x^  are  constant,  the  pressure  Iz^  will  be  constant  so  long 
as  the  current  remains  unchanged.  Let  b^  be  kept  constant  in  the 
receiver  circuit  and  g^  varied,  then  extremity  P  of  the  vector  /*.,  will 

move  over  the  semi-circle  on  A  B=:j-.     If  <72  is  maintained  constant 

and  K  varied,  the  locus  of  P  is  the  circle  described  on  AG^^--' 

The  assumption  of  constant  current  /  is  of  much  less  practical 
interest  than  the  case*  of  constant  receiver  pressure  Pg  ^^  constant 
supply  pressure  P^ ,  which  we  shall  now  discuss. 


If'kttUvIhmire 


Fiat).  89  and  90.— Preasure  Diagrams  of  Two  Circuits  in  Heries. 

Since  all  the  vectors  in  Fig.  90  are  directly  proportional  to  /,  we 
can  suppose  the  diagrams  to  be  drawn  for  the  case  /=!  ;  then  the 
vector  UP  will  represent  the  total  impedance  z  in  the  circuit. 

From  Fig.  89  it  is  seen  that 

^  =  V(ri+r2)2  +  (^ +  2^2)2, 
P  P 


P^l-z 

2  4/     ""      - 


p^ 
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or,  bj  transformation, 

P„=   , ^^ :^-.-     -   =P,a,  (48) 

where  a  =  -^  ^_ =_^^^ =^.__. 

The  current  is  then 


r_  p„  _  p  ,/'  ^  +  ^ 

and  the  power  at  the  receiver  terminals, 

fV^  =  Pg  X  watt  component  of  current 

If  the  susceptance  b^  and  the  supply  pressure  Pi  are  constant,  the 
power  /Tg  will  have  a  maximum  value.  The  value  of  ^g*  ^^^  which 
the  power  W^  in  the  receiver  circuit  is  a  maximum,  is  found  by 
differentiation ;  that  is, 

or,  since  the  reciprocal  of  W^  will  then  be  a  minimum,  we  can  put 

dg^Wg^)    dg^X  g^  J 

This  occurs  when  5^2  = '^^+X^i  +  ^2)^ (^9) 

p  1 

In  this  case  ^  =  a  = 


and  the  maximum  power  transmitted  is 

^---s^)- « 

Since,  in  general,  the  power  transmitted  to  the  receiver  circuit  can 
be  written  ^T^^/^  watts, 

and  the  total  supplied  power 

the  #?»efMiy  1;  is  given  by   ,;%  =  100— ^%; 

T-ji-T-g 

or,  since  ^%  =  100-^%, 

^2 
it  is  obvious  that  the  efficiency  ^vill  be  a  maximum  when  II  is  a 
minimum.  ^2 
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The  ratio 


r,_!i(tel> 


has  its  minimum  value  (with  constant  susceptance  ^,)  when 

dg^\    g^   J 
i.e.  when  9i  =  h' 

Hence  the  'maximum  efficiency  is 

100  100 

2f^'l  +  2r,b, 


.%  =  ' 


.(51) 


1+r, 


9i 


27-  Example  I.  A  load,  having  constant  susceptance  b^  and 
conductance  g^  variable  with  the  load  (e.g.  asynchronous  motors),  is 
fed  over  a  long  transmission  line,  which  has  both  ohmic  resistance 


J'-T 


9  ohms        ^^_^Aw« 


mfiMs 


mho  o 


IF 


Pig.  91. 

and  self-induction.     In  order  to  better  illustrate  the  effect  of  these 
constants  on  the  receiver  pressure  Pp  they  have  been  chosen  larger 
than  would  be  the  case  in  an  efficient  installation. 
We  are  given  (see  Fig.  91) : 

Pi  =  2000  volts  ;  r^  =  2*0  ohms ; 
x^  =  5*0  ohms ;     b.^  =  005  mho. 

Determine  first  how  the  receiver  (or  load)  pressure  Pg  ^^^  *^®  current  I 
depend  on  the  load ;  and  secondly,  find  the  efficiency  rj  and  the  power- 
factor  cos  <f>j  of  the  system. 

A  simple  solution  of  the  problem  can  be  obtained  by  the  graphical 
method  of  inversion  and  rotation  of  the  co-ordinate  system,  whilst  at 
the  same  time  we  get  a  clear  insight  into  the  working  of  the  system. 

In  Fig.  92  the  circle  K^  is  the  image  of  the  impedance  of  the  system 
for  the  case  when  ^g  ^s  varied.     The  impedance  scale  is  I  cm  =  5  ohms. 


Thus 


5-38 


(?^i  =  n  =  !ip=  1-076  cm, 


1111 


^iA  =  Hr  = 


5  ^2     5  0-05 


=  4  cm. 


The  current  curve  for  a  constant  pressure  P,  at  the  supply  terminals  is, 
as  already  explained,  the  inverse  curve  A  of  the  image  K^  of  the 
curve  representing  the  total  impedance  between  the  supply  terminals. 
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The  constant  of  inversion  must  now  be  chosen  so  that  the  current  curve 
is  drawn  to  a  suitable  scale.  Let  1  cm  =  50  amps.,  then  for  two 
corresponding  points  Pj  and  /*,  which  lie  on  the  impedance  and 
current  curves  respectively, 


OP. 


i^> 


Q-p^JLi^LF^Jl 

50       bO  z       z' 

OP^ .  0/^  =  8  =  constant  of  inversion. 

In  this  way  the  current  curve  is  obtained  as  circle  K  with  centre 
M,     CJonsider  the  points  A  and  B  which  lie,  on   this  circle.     The 


Pio.  02.— Current  Diagram  of  Circuit  in  Fig.  fll. 

vector  OA  represents  the  current  when  g^=^  or  ^,  =  0,  that  is, 
the  current  when  the  receiver  terminals  are  short-circuited  (i.e.  A  is 
the  short-circuit  point).     The  current  represented  by  OA  is  therefore 


p 

4k-  --^ 

?i 


■Q^^ii) 


The  vector  OB  represents  the  current  when  g^  =  0,  or  r^  =^  oo ,  that  is, 
when  the  load  is  purely  inductive  and  possesses  only  the  susceptance  h^ 
(i.e.  B  is  the  no-lgad  point).     The  no-load  current  is 


/o  =  - 


?1-Ji 


i^^h) 


n  + 


{'•,+;•(-.  n^)}- 


For  any  load  resistance  r^ ,  the  vector  OP  gives  the  current  /  both 
in  magnitude  and  phase  displacement  </>i. 
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The  pressure  P^  at  the  receiver  terminals  is  most  simply  represented 
by  the  method  given  in  Section  21,  in  which  we  assume  a  new  co- 
ordinate system  with  origin  at  A  and  real  axis  passing  through  0,  We 
then  choose  the  pressure  scale  so  that  the  distance  AO  represents  the 
supply  pressure  P^  (see  Fig.  93). 


Thus 


Fio.  98. 


50  '     50 
whence  the  pressure  scale  is 

1  cm  =  50^1  =  50 .  5-38  =  269  volts. 

For  any  load  point  P,  the  vector  AF  gives  the  receiver  pressure  1\ 
in  the  new  co-ordinate  system,  whilst  the  drop  of  pressure  h^  in  the 
line  is  represented  by  the  vector  FO,  The  pressure  drop  is  given  by 
the  arithmetical  difference  of  the  primary  and  secondary  pressures, 

i.e.  at  no-load  by  AO-AB  =  FO, 

on  load  by  AO  -  AP^FO. 

The  increase  of  pressure-drop  from  no-load  to  load  is  AB  -  AP^FB', 

The  wattless  component  of  the  load  current  with  respect  to  the 
receiver  pressure  is       j^^  ^jpj,^  ^j^^^p^  _  j^) 

Hence  the  watt  component  of  the  load  current  is 
At  no-load,  fw  =  ^    and    1=1^, 
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whence  0  =  /^  -;Vi  ih  -  /o)- 

Subtracting  this  last  equation  from  the  previous  one,  we  get : 

/,r=(i+;Vi)(/-/o), 

wMIst  the  wattless  component  I^l  of  the  load  current  varies  in  mag-  • 
nitude  and  direction  proportionally   to   the   vector   PA,    the    watt 
component  I^  thus  varies  proportionally  to  the  vector  BP. 

In  the  previous  chapter,  the  loss  line  of  the  diagram  was  shewn 
to  be  given  by  the  semi-polar  of  the  circle  K.  in  respect  to  the  origin, 
whilst  the  power  line  passes  through  the  short-circuit  point  A  and 
the  no-load  "point  B.  Accordingly,  the  efficiency  17  will  be  represented 
as  shewn  in  Fig.  92. 

The  point  on  the  circle  iT,  for  which  the  transmitted  power  is  a 
maximum,  is  given  by  that  point  on  the  circumference  of  K  which  is 
at  the  maximum  distance  from  the  power  line.  At  this  point  the 
vectors  (Ig-l)  and  (/-/o)  *^®  equal  in  magnitude;  hence  we  must 
have  . , — 

/prx     ^2         value  of  yig?^  \ 

The  condition  for  maximum  power  is  therefore 


..4;V^ 


^"^'^-''^^/^^ 


This  is  the  same  condition  as  that  previously  deduced  (eq.  49, 
p.  79)  in  another  manner. 

From  the  diagram,  we  can  now  measure  off  the  several  magnitudes 
P^y  I,  tf  and  cos<^^,  and  plot  the  same  along  rectangular  co-ordinates 
as*  functions  of  the  useful  power  ^Fg.     This  is  done  in  Fig  94. 

In  the  above  example,  we  have 

9i  =  T^    and  ^  =  -/„-; 
hence  for  maximum  power 

i72==^^+(VH^'  =  0-232  mho, 

whence  ^tn»x  =  „/     2  ,  ,.  \  =  *229Kfr, 

2(^2^i  +  ?*i; 

The  maximum  efficiency  occurs,  as  shewn  above,  when 

^2  =  ^2  =  0*05  mho, 

As  seen  from  the  diagram  and  curves,  for  every  value  of  the  load 
/Fg  there  are  two  values  of  Pg*  '?  ^"^  cos</)j.     The  curves  are  drawn 
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for  positive  values  of  the  conductance  g^,  i.e.  for  points  on  the 
circle  which  lie  above  the  power  line.  For  this  part  of  the  circle 
the  transmitted  power  is  positive.     Points  of  the  current  diagram 


50  100  150  200 

Fio.  M.— IxMul  Curves  for  Circuit  In  Fig.  91. 


250  K.W 


which  lie  below  the  power  line  correspond  to  negative  values  of  ^2  5  for 
this  region  the  supplied  power  is  negative,  i.e.  the^  machines  in  the 
receiver  station  act  as  generators.  The  curves  for  negative  values 
of  ^2  ^^  "o^  shewn  in  Fig.  94,  since  they  possess  but  little  interest 
for  us  here. 

28.  Example  11.  We  now  consider  a  power  transmission  scheme, 
in  which  the  line  has  resistance  and  inductance,  while  the  power-factor 
cos  (f>2  of  the  receiver  circuit  remains  constant  at  all  loads.  For  such 
a  system,  the  formulae  deduced  on  p.  79  can  be  applied  although  in 
this  case  the  variable  is  not  g^  but  y^- 

We  can  write,  therefore, 

p  ^aP  = -  -1 

p. 


s/(\  +  i\y.y  cos  <^2  +  ^1^2  s"*  ^2)^  +  (ajj.yj  cos  <l>2  -  t'lyg  sin  <^j)^ 
and  since     I^P^^^ 

P^  =  VjPg  +  ^(^1  cos  <^2  +  x^  sin  <^2)}''^  +  ^\^\  cos  4>2  -  r^  sin  ^^j)*. 
From  this  we  get 

Pg  =?=  "^-Pi  -  ^^{^  cos  </>2  -  rj  sin  4>^^  -  I{i\  cos  <l>^  +  z^  sin  <f>^). 
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It  follows  from  that  equation  that  the  curve  of  the  receiver  terminal 
pressure  P^  as  function  of  the  current  is  part  of  an  ellipse. 
The  power  in  the  receiver  circuit  is 
;r2  =  P2/co8<^2 

=  /cos  <^2  { V  Pj  -  I\x^  cos  <^2  -  ^1  siw  </)2)^  -  /(^j  COS  4><i  +  «i  siu  </>2) } 


=I\ 


Pf«2C0S<^ 


W,^^^, ^'7;»     .    ^, (53) 


(r^  +  a:,  COS  <t>^'^  +  (ic^  +  ^Tg  sin  4^^^ 

~  ^  +  ^  +  2;?2  (rj  cos  </»2  +  ^  sin  <^2) 

dlV 
The  ©lartrnttTW  pe?MW  transmitted  occurs  when  -^  =  0. 

This  is  the  case  when 

2f  4-  2j  +  ^z^{ry^  cos  <^2  +  ^1  sin  <fy^  -  z^i'^z^  +  2(r^  cos  c/).^  +  iCi  sin  ^j)}  =  ^ ; 

thus  when  ^2  =" ^i> (^'^) 

that   is,  whence   the   impedance  of   the   receiver  circuit  equals  the 
impedance  of  the  transmission  line. 

Substituting  this  value  for  z^,  we  get  the  following  expression  for 
the  maximum  useful  power : 

PfcOS</)2 

"  2  {z^  -  rj  cos  c/)2  +  Xj^  sin  <t>^y 
Assume  the  same  line  constants  as  in  previous  example : 
Pj  =  2000  volts ;    rj  =  2  ohms ;    iCj  =  5  ohms. 

For  the  sake  of  comparison,  we  shall  develop  the  diagram  for  the 
following  three  cases : 

cos  </>2  =  0*9,     current  lagging. 

cos  <^  =  1,        current  in  phase. 

cos  <^2  =  0*9,     current  leading. 

In  Fig.  95  UAi  is  the  image  of  the  impedance  Zy^,  drawn  to  the  scale 
1  cm  =  2  ohms. 

Draw  the  three  straight  lines  K[,  K"i  and  A'7  through  the  point  A^^ 
at  angles  <^2>  i>2  and  </»'2  respectively  to  the  vertical.  These  straight 
lines  are  the  images  of  the  sum  of  the  impedances  z^  +  ?2  ^or  the  three 
cases  under  consideration.  By  the  inversion  of  the  impedance  curves 
a;,  Ai  and  A7  we  get  the  three  circles  K\  K"  and  K"\  which  are  the 
ciurent  curves  of  tne  system.  The  current  scale  is  chosen  so  that 
1  cm  =  75  amps.  If  P^  and  P  are  two  corresponding  points  on  the 
impedance  curve  and  current  curve  respectively,  then 

OP.^h^, 
Qp^Jij^l     2000^      2000 

75       15'     z        lb.  2.  op/ 
consequently  the  constant  of  inversion  is  SPj  .0P=  13-3. 
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The  circles  can  be  still  more  simply  determined  if  we  remember  that 
they  must  all  pass  through  one  common  short-circuit  point  A  and 
through  the  origin  0  of  the  co-ordinate  axes.  Consequently  the 
centres  M\  M"  and  M'"  of  the  circles  must  all  lie  on  the  line  which 
bisects  OA  at  right  angles.  Further,  the  lines  0M\  OM"  and  OM'" 
make  angles  <^,  <^'  and  <fy.i  respectively  with  the  abscissa  axis.     For 


Pia.  05. 


the  case  </>i  =  0  (non-inductive  load),  the  centre  M'  falls  on  the  abscissa 
axis.     The  receiver  pressure  P^  is 

whilst  the  short-circuit  current  /^.  is  given  by  the  vector  OA.  For 
a  point  P  on^the  current  curve,  the  current  {I^-I)  is  represented  by 
the  vector  PA,  When  we  choose  the  pressure  scale  so  that  the  length 
AO^  represents  the  supply  pressure,  P^  =  2000  volts,  then  the  distance 
AP  from  the  short-circuit  point  A  to  the  respective  load  point  P  on 
the  current  curve  gives  the  receiver  pressure  P^,  It  is  seen  that  the 
drop  of  pressure  is  greatest  for  inductive  loads.  For  non-inductive 
loads  the  pressure  drop  is  not  so  large,  whilst  for  capacity  loads  there 
is  a  pressure  rise  at  small  loads,  provided  <^2  >  ^\  • 

At  no-load,  the  power-factor  cos</!>,  of  the  system  approaches  the 
value  cos  <^2>  ^or  in  this  case  the  effect  of  the  line  is  negligible.  As 
the  load  increases,  the  effect  of  the  line  reactance  begins  to  make  itself 
felt,  and  the  power-factor  cos  <l>^  falls  as  the  inductive  or  non-inductive 
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load  rises.     On  the  other  hand,  with  capacity  load,  cos</>i  rises  until 
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Fio.  90.— Load  Curves  for  Leading'  Po^cr  Factor  at  becondary  Terminals. 

it  reaches  unity,  as  the  load  increases,  but  falls  again  when  the  load  is 
further  increased. 


50  100  150  200  250  K.W 

Fio.  07a.— Tjoad  Curves  for  Unity  Power  Factor  at  Secondary  Terminals. 

All  the  circles  have  the  same  power  line  OA  with  different  scales. 
The  maximum  power  is  obtained  when  the  extremity  of  the  current 
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vector  lies  midway  between  0  and  A  on  the  current  curve.  At  this 
point  the  vector  of  the  pressure  drop  in  the  line  has  the  same  length 
as  the  vector  of  the  pressure  in  the  receiver  circuit ;  thus, 

25^2  =  jLZny      I.e.    ^1  ^ ^2  > 

as  shewn  previously  by  another  method. 

Each  current  curve  has  its  own  loss  line,  which  is  the  tangent  to  the 
circle  at  the  origin.  The  efficiency  for  each  kind  of  load  is  found  in 
the  usual  way  (see  Fig.  95). 

In  Figs.  96,  97a,  97^,  the  curves  for  P^^  I,  v  and  cos<^j,  as  taken 
from  the  diagram,  are  plotted  as  functions  of  the  load.     It  is  seen  that 
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Fio.  976.— Load  CnrTos  for  Ijaggiug  Power  Factor  at  Secondary  TerminalB. 

r 

the  maximum  power  is  greatest  for  the  capacity  load  and  least  for  the 
inductive.  Here  also,  as  in  Example  I.,  for  every  load  there  are  two 
corresponding  values  of  each  of  the  respective  magnitudes.  Of 
these  two  values,  that  which  lies  on  the  full-line  curve  is  the  usual 
one — it  corresponds  to  the  point  on  the  current  curve  which  lies 
between  the  origin  and  the  point  of  maximum  power. 

Points  on  the  current  curve  lying  below  the  power  line  correspond 
to  the  case  when  the  receiver  circuit  works  as  generator.  This  part  of 
the  diagram  has  not  been  plotted  in  the  rectangular  co-ordinates. 

29.  Several  Impedances  in  Series.  If  several  impedances,  with  the 
constants  r^y  x^]  r^^  x^]  rg,  x^-,  and  so  on,  are  connected  in  series, 
the  resistance  of  each  impedance  will  require  an  e.m.f.  component  in 
phase  with  the  current,  and  the  reactance  an  E.M.F.  component  which 
leads  the  current  vector  by  90". 
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Since  the  current  is  the 


To  drive  the  cuiTent  /  through  the  circuit,  a  terminal  pressure  P 

is  required.       P^I(r,-^j^)^^r,^jx,)^I(rs-jx,)-^ ... 

^I(r,'-jx,)  =  Iz,, 

where  r,  =  ri  +  72  +  ?8+ ...  =  2(r) 

and  Xt  =  x^  +  x^  +  x^  +  .,.=2(xy 

The  total  impedance  of  a  drctiit  consisting  of  several  inipedances  w  series  is 
equcU  to  the  geometric  sum  of  these  impedances]  or,  expressed  symboli- 

''*"^'  ?e  =  ?i  +  ?2  +  ?8+ (54) 

Fig.  98  shews  the  graphical  addition  of  the  b.m.f.'s  necessary  to  drive 
the  current  /  through  the  several  impedances, 
same  throughout  the  whole  circuit, 
the  same   result  would  have  been 
obtained  by  summing  up  the  imped- 
ances of  the  circuit. 

Assuming  that  each  part  of  the 
circuit  is  uniform,  i.e.  r  and  x  are 
uniformly  distributed  over  the  re- 
spective portions  of  the  circuit,  and 
also  that  one  terminal  of  the  circuit 
has  zero  potential,  then  the  polygon 
OA^A^A^,  and  so  on,  illustrates 
the  distribution-  of  potential  in  the 
circuit.  The  potential  at  any  point 
in  the  circuit  is  given  by  the  dis- 
tance of  the  corresponding  point  P 
in  the  polygon  from  the  origin,  and 
the  phase  displacement  of  this 
potential  from  the  current  /  equals  the  angle  </>  which  the  vector  OP 
makes  with  the  ordinate  axis.  The  difference  of  potential  between 
two  points  Pj  and  Pg  in  the  circuit  equals  the  distance  between  the 
two  corresponding  points  on  the  polygon.  The  straight  line  PjPg 
gives  this  potential  difference  both  in  magnitude  and  direction. 


Fia.  98. 
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CHAPTER  V. 

PARALLEL  dEGUITS. 

90.  Circuit  with  Admittances  in  Parallel.     31.  Current  Resonance.     32.  Equi- 
valent Impedance  of  Two  Parallel  Impedances. 


Pio.  99.— Circuit  with  Two  Admittances  in  PanUleL 


30.  Circuit  with  Admittances  in  Parallel.  We  shall  now  con- 
sider the  case  in  which  a  pressure  j>  =  J2P  sin  <at  acts  at  the  terminals 
A    and   i^   of   a  compound    circuit    having   two    parallel    branches 

(Fig.  99).  We  denote  the 
currents  in  these  two  branches 
by  /^  and  I^,  These  can  be 
resolved,  as  shewn  above, 
into  the  components  Pg^^  Pb^ 
and  Pg^y  Ph^^  By  setting  off 
these  components,  as  in  Fi^. 
100,  we  get  the  currents  Jq 
and  /2,  and  hence  their 
geometric  sum,  the  resultant 
current  I^.  Let  P,  g^  and 
&Q  be  constant ;  we  can  then 
i^epresent  what  takes  place 
in  the  circuit  when  g^  or  5, 
is  varied  by  the  diagram  in  Fig.  101  (cp.  Fig.  54).  If  x^  is  kept  con- 
stant^ whilst  r-  is  varied,  the  locus  of  I^  will  be  the  semi-circle  O^BA, 
Conversely,  when  r^  is  con- 
stant and  x^  varied,  the 
current  vector  will  move  over 
circle  O^BC,  The  semi-circle 
lyin^  to  the  right  of  O^C 
applies  to  the  case  when  x^ 
is  a  capacity-reactance. 

If  several  admittances 
having  the  constants  g^^  h^\ 
^2»  h'y  9zy  K'y  and  so  on, 
are  connected  in  parallel,  the 

pressure  P  applied  at  the  ter-       ^^^   ioO.-Gcomctr1c  Addition  of  Cum^nt.  in  Two 

minals  will  send  a  current  Piuioiei  circuiu. 
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through  each  admittance,  which  can  be  resolved  into  a  watt  com- 
ponent Pg  in  phase  with  the  pressure  and  a  wattless  component  Ph 


Fi(i.  101.— Current  Diagram  for  Two  Parallel  Cirouits. 

lagging  90*  behind  the  pressure.    Hence  the  current  flowing  in  the  whole 

circuit  is  j^  p(^^  ^y^^)  ^  p(^^  ^yj^)  ^  p(^^  ^y^^)  ^ 

where  P^t  =  5'i+^2  +  5'8+ •••  =  2(5')> 

5,  =  ^»i  +  i>2  +  ^3+...  =  2(6); 
whence  it  follows,  that  the  total  odmiMaTice  y^  of  a  circuit  with  seveial 
admittances  camvected  in  parallel  equals  the  geometric  sum  of  these  admit- 
tances ;  or,  expressed  symbolically, 

yi==yi+y2+y3+---- 

31.  Zero  Susceptance.  If  two  circuits  are  connected  in  parallel, 
one  of  which  contains  capacity  and  the  othier  inductance,  the  current 
in  the  former  will  lead  and  in  tne  latter 
lag  in  respect  of  the  applied  pressure. 
Consequently  the  wattless  component 
of  the  resultant  current  will  be  less 
than  the  wattless  components  of  the 
currents  in  the  branches.  If  the  watt- 
less currents  in  the  two  branches  are 
equal  but  of  opposite  sien,  the  resul- 
tant current  will  be  in  phase  with  the 
pressure,  and  the  total  susceptance  will  therefore  be  zero.  In  such  a 
case,  resonance  is  said  to  prevail  in  the  circuit,  and,  in  distinction  to 
pressure  resonance— which  we  have  seen  (p.  46)  takes  place  in  series 
circuits — resonance  in  parallel  circuits  is  called  current  resonant."* 

We  can  write  the  reactance  of  the  two  circuits  in  Fig.  102  thus: 

♦As  explained  for  series  circuits,  this  condition   can  only  truly  be  termed 
"  Resonance  "  when  the  resistance  of  the  oscillatory  circuit  is  negligible. 


Pio.  102.— Circuit  for  Current  Resonance. 
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The  condition  necessary  to  give  equal  and  opposite  wattless  currents  in 

the  two  circuits  is  i,  _  i 

t/fl  —  t'f  > 

1        rf  +  o)-*/^' 


or 


r!  + 


ia2(7*^ 


If  we  draw  OA^=^OA,^b^  =  b,  in  Fig.  103,  the  above  condition  for 
resonance  is  fulfilled  as  soon  as  the  extremity  B^  of  vector  y^  falls  on 
the  vertical  through  A^,  and  the  extremity  B,  of  vector  y,  on  the 
vertical  through  A,;  for  then  the  resultant  admittance  y^OD 
coincides  with  the  ordinate  axis.  The  circles  on  OA'^  and  0A\  are  the 
loci  of  the  images  of  the  impedances  z^  and  z,. 
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Fig.  103.— Diagram  for  Zero  Suacepiance. 

When  r^  =  r,  =  0,  we  have  the  same  condition  for  zero  susceptance  in 
the  parallel  circuits  as  for  zero  impedance  in  the  series  circuit  (see 
Sect.  16).     We  then  get 

1 


'laC  "^•""^""■"^O 


LJj. 


1 


'0^0 


.(55) 


When  i\  =  r,  =  i\  %  0,  the  totiil  susceptance  becomes  zero  in  two  cases : 
Case  1.    When  x.^x^^x^^ 

(aL- 


LC= 


1 


.(56) 


In  this  case  the  resultant  conductance  of  the  two  branches  is 
or,  since  g^^g^^g^^ 

equals  double  the  conductance  in  one  branch. 
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.(56a) 


Case  2.    When         »f=3J,(ic^ -«,)  =  «;»«  =  79 

This  case  is  shewn  in  Fig.  104.     The  resultant  conductance  of  the  two 
paths  is  here  t-        y 

X,  Xg 

Now,  since  K~K  —  ^i9 

we  get  also  g^r,b,  (i +i)  =  rA(^_+^) 

,  rl  +  x*.       ,11      1 


Pio.  104.— Difl^gTun  for  Zero  Suaoeptance  independent  of  Frequency. 

The  resultant  resistance  between  the  terminals  is  therefore 

1 

equal  to  the  resistance  in  one  branch. 

This  latter  example  of  a  circuit  with  zero  susceptance  is  of  special 
interest  as  the  effect  is  independent  of  the  frequency. 

32.  Eduivalent  Impedance  of  Two  Parallel  Impedances.  If  the 
two  impedances  z^  and  ^g  ^^^  connected  in  parallel,  and  we  write 
symbolically :  ^  I 

then  the  impedance  of  the  parallel  circuit  is 

1 


where 


or 


1     1      1 

1 

Z—  ■ 


-—     ^1*^2 


^1  +  2^2      ?l+?2 


.(57) 
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This  expression  is  similar  to  that  for  the  resultant  resistance  of  tw*o 

ohmic  resistances  joined  in  parallel. 

The  impedance  z  can  be  determined  graphically  in  a  simple  manner. 

In  Fig.  105,  let  ^^  ,     -^ 

^         '  OA^z^    and    OB^z^. 

Then  OC^z^Arz^^z. 

Make  A  OBB  similar  \xi  t.OAC, 

OA     z. 


Then 


Hence  the  required  impedance  z  is  given  by  the  vector  01), 


Fio.  lOS.^Oraphlcal  ConBtruction  of  Equivalent  Impedaiico  for  Two  Parallel  Impedancea. 


This  can  also  be  proved  as  follows:   If  we  write  equation  (57)  in 
the  form  ^         «,         ^       -^-ja      -  ^-ja, 

r2  ""  ri  +  ?2  ~  ?   ~  Z^.^-^^  ~  z'i.  --^ ' 

then,  for  the  absolute  values,  we  have 


and  for  the  angles  ^-^2  =  4>i-  4*\ 

or  ^BOD  =  lCOA, 

From  this  we  see  that  the  construction  of  Fig.  105  is  correct. 

The  point  I)  can  also  be  found  from  the  following  construction 
(Fig.  106).  Draw  OM^  and  0^I^  perpendicular  to  the  impedances 
z^  and  z^.  Determine  the  points  A'  and  B\  which  are  respectively 
the  images  of  points  A  and  B  with  respect  to  these  perpendiculars 
OlF^  and  Oil/j.     Then  we  have 

A  OAB'  similar  to  A  OA'B  similar  to  A  BCO, 

whence  l  OAF  =  l  BCO  =  lI)AO, 

lOBA'^lBOC^lDBO. 

The  desired  point  D  therefore  lies  on  the  two  lines  AK  and  BA\ 
i.e.  D  is  the  point  where  these  two  lines  cut. 
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For  the  case  when  the  impedance  z,^  is  altered  in  amount  but  not 
in  phase — i.e.  its  direction  remains  unchanged — the  point  B  moves 
on  a  straight  line  through  0  and  B,     Thus  lOBC—lODA  remains 


Fio.  100.— Impedance  DLftgram  for  Two  Ftoallel  Impedancea. 

constant.  The  point  D  then  moves  over  a  circle  described  about  M^ 
as  centre  and  passing  through  the  points  0,  A  and  A\  Conversely, 
if  z^  is  constant  and  z^  alters  in  value  but  not  in  direction,  the  points  B 
and  £?'  remain  fixed,  whilst  the  point  D  moves  over  the  circle  described 
alx)ut  M^  which  passes  through  0,  B  and  F. 


Digitized  by 


Google 


CHAPTER  VI. 


THE  GENERAL  ELEOTBIG  GIBGUIT. 

33.  Impedance  in  Series  with  Two  Parallel  Circuits.  34.  Pressure  Regulation 
in  a  Power  Transmission  Scheme.  35.  Compounding  of  a  Power  Trans- 
mission Scheme.  36.  Losses  and  Efficiency  in  a  Compounded  Transmission 
Scheme. 


33.  Impedance  in  Series  with  Two  Parallel  OircnitB.  Having  now 
dealt  with  compound  circuits  consisting  of  a  number  of  impedances 
connected  respectively  in  series  and  in  parallel,  we  may  proceed  to  the 
more  complex  case,  in  which  one  impedance  is  in  series  with  two 
others  connected  in  parallel. 

Almost  all  the  circuits  met  with  in  practice  may  be  reduced  to  such 
a  circuit,  provided  the  constants  of  the  circuit  are  in  fact  constaid. 
The  case  is  so  generally  applicable  that  it  may  be  termed  the  General 
Electric  OircuiL 

Such  a  case  is  met  with,  for  example,  when  power  is  transmitted 
over  an  inductive  line  to  a  receiver  station,  where  two  admittances  are 

joined  in  parallel.   Fie.  107  shows 
a  circuit  of  this  kind,  in  which 
we  have  the  line  impedance  r^ 
x^f   in  series  with  two  parallel 
branches.    We  may  take  the  case, 
in  which  the  admittance  y«  of 
the  first  branch  and  also  the  re- 
actance x^  of  the  second  branch 
remain  constant,  whilst  the  load 
resistance  r^  is  varied  at  will. 
The  graphical  process  by  which  the  current  curve  is  obtained  for  this 
circuit,  with  constant  supply  pressure  P, ,  may  be  summarised  as  follows. 
The  combined  admittance  curve  of  tne  two^  parallel  branches  is  first 
obtained  (as  in  Fig.  101,  p.  91)  by  graphical  addition  of  the  constant 
admittance  y„  and  the  variable  admittance  corresponding  to  x^  and  rg. 

The  total  impedance  of  the  circuit  is  now  obtained  by  adding  the 
impedance  corresponding  to  x^i\  to  the  combined  impedance  of  the 
two  parallel  branches,  obtained  by  inversion  of  the  curve  of  their 
combined  iidmittance. 

The  third  and  final  step  is  the  inversion  of  the  total  impedance 
curve  in  order  to  obtain  the  admittance  of  the  circuit,  which  multi- 
plied by  the  constant  pressure  I\  gives  the  current  curve.  This  final 
inversion    would   naturally   be   unnecessary,   if   it  were   reqm'red   to 


Fio.  107.— Circuit  with  Impod&nce  in  Series  with 
Two  Parallel  Circuita. 
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determine  the  voltage  required  to   maintain  a  constant  current-  in 
the  circuit. 

This  graphical  process  is  analogous  to  the  algebraic  calculation  with 
complex  quantities,  in  which  we  get  the  combined  admittance  of  the 
parallel  circuits  1 

and  the  total  impedance  of  the  complete  circuit 

1                1 
?^  =  ?i  +  y  =  ?i  + T  • 


Hence  the  total  current  /= 


A 


h 


z,  1 


1 


The  current  diagram  (Fig.  108)  has  been  drawn  for  the  following 
values  :  ?i  =  2  -j5  ohms ;     ?2  ^  ^2  "J^  ohms, 

y„  =  0-0033  +>0-02  mho, 
>i  =  1000  volts. 


Pio.  108.— Construction  of  Current  Diagram  for  Circuit  In  Fig.  107. 

Take  1  cm  =  0*05  mho,  and  mark  off  Pj,  at  a  distance  rr-?'^  =  0*4  cm 


9a 


005 


to  the  left  of  (/  and  gf^g^  0-066  cm  above  it.  The  vector  OTi 
represents  the  admittance  y^*  Draw  /"o^i  =  ^^  •  —  =  5  cm  parallel  tp 
the  abscissa  axis,  and  on  it  as  diameter  describe  the  circle  K'  to  repre- 
sent the  admittance  y«+  -.     By  the  inversion  of  the  circle  K'  with 

A.C.  Q 
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respect  to  0',  we  get  the  impedance 

1  2« 


y«  + 


1       l+?2.ya 


«- 


2 

The  impedance  scale  is  I  cm  =  8  ohms,  hence  the  constant  of  inversion  is 
The  inverse  circle  of  K'  is  K". 

X 

Starting  again  from  point  0'  and  setting  off  ^=0-625  cm  to  the 
right  and  ^  =  0*25  cm  downwards,  we  get  the  point  0.  As  0(7  repre- 
sents the  line  impedance ;?, ,  the  circle  K'\  in  respect  to  point  0,  then 
represents  the  impedance  oetween  the  supply  terminals.  If  we  now 
wish  to  have  the  admittance  between  the  supply  temiinals  to  the 
scale  1  cm  =  0025  mho,  we  must  take  the  inverse  of  circle  K"  with 
respect  to  0  with  the  constant  of  inversion 

T__J 5 

8.0-025" 

The  inverse  of  K*'  is  the  circle  K.  Since  the  supply  pressure  P^  =  1000 
volts,  the  circle  K  represents  the  current  /,  to  the  scale  1  cm  =  0*025 
X  1000  =  25  amps. 

The  point  Fq  corresponds  to  the  load  r2  =  x>,  and  is  called  the 
TW-locui  point  of  the  system.  The  Tw-Ioad  cuir&ivt  I^^  is  given  by  the 
vector  01\.  The  point  P^  is  the  short-circuit  point,  and  corresponds  to 
the  load  r^-O.     The  short-circuit  ciment^  I^j^  is  given  by  the  vector  OPg, 

If  0^  is  the  inverse  point  of  the  origin  0'  to  the  ratio  of  inversion  5, 

p 

then  00^  corresponds  to  the  current  — *.     0^  is  thus  the  short-circuit 

point  for  the  case  when  the  receiver  terminals  are  short-circuited.  Let 
P  be  any  point  on  the  circle  K,  then  the  vector  PC\  represents  a  current 

P,     ^     P,-I,z,P, 

Hence  if  we  construct  a  new  co-oixlinate  system  with  the  origin  0^ 
and  vnth  the  real  axis  passing  through  0,  and  further  choose  the 
pressure  scale  so  that  0^0  — P^  volts,  then  in  this  new  system 
the  vector  O^P  represents  the  receiver  pressure  P^  (see  Chap.  III. 
Sect.  21).  In  this  system  of  co-ordinates,  therefore,  the  triangle  O^PO 
is  the  pressure  triangle  of  the  installation.  The  pressure  drop  in  the 
transmission  line  equals  the  algebraic  difference  Ofi-  O^P,  At  no- 
load,  the  di*Dp  of  pressure  is  0^0-  O^Pq.  From  no-load  to  load,  therefore, 
the  pressure  falls  O^P^  -  O^P, 
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The  current  /,  in  the  constant  admittance  y„  is  proportional  to  the 
pressure  P^*     Whence 

I  =^2/  ^Z?/ 

where  /^  =  /o  ^^  *^®  no-load  current  and  P^  is  the  no-load  receiver 
pressure.     From  the  diagram,  we  get 


Hence,  in  the  original  current  scale, 

OP 

To  complete  the  diagram,  we  draw  in  the  loss  and  power  lines.     For 
the  loss  in  the  impedance  z^^  we  put 

where  V^  =  0  is  the  shortened  form  of  the  equation  of  the  loss  line  (see 
Section  23).     This  line  Vi  =  0  is  the  semi-polar  of  the  origin  0,  with 
respect  to  the  circle  K  (Fig.  108),  and  is  constructed  as  previously  shewn. 
The  loss  in  the  parallel  connected  admittance  y,  is 

Since  Pa  can  be  here  represented  by  the  vector  (\Pj  the  line  for 
the  loss  y„  is  the  semi-polar  of  the  point  0^  in  respect  to  the  circle  K. 
Writing  V^  =  0  for  the  equation  of  this  straight  line,  we  get 

where  /?„  is  a  constant,  and  the  co-ordinates  of  the  point  P  are 
inserted  in  the  linear  expression  V„.  Similarly,  writing  the  equation  of 
the  abscissa  axis  Wj^O,  the  equation  of  the  supplied  power  can  he 
written  in  the  form  :    ;r,  =  P,/,co8<^i  =  ^iW,. 

where  -^j  is  a  constant.  In  this  particular  case,  A^  is  simply  equal 
to  the  supply  pressure  and  W,  is  the  watt  current,  or  the  ordinate 
of  the  point  P, 

The  power  received  by  branch  2  of  the  parallel  circuits  is : 

=  ^2W2  =  A,\N,  -  By,  -  i?x  =  ^iWi  -  i?,«v,„. 
Since,  on  the  one  hand, 

V,^  =  0  is  the  equation  of  a  straight  line  passing  through  the  point  of 
intersection  of  Vi  =  0  and  V^  =  0.  Thus  V,„  =  0  is  the  resultant  loss 
line  of  the  current  diagram. 

Since,  however,  on  the  other  hand, 

then  W2  =  0  is  the  equation  of  the  useful  power  line  of  the  circuit. 
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This  line  W^^O  passes  through  the  point  where  the  resultant  loss 
line  Vi„  =  0  cuts  the  abscissa  axis  W,  =  0.  Again,  since  the  power 
line  Wg  =  0  passes  through  the  points  for  which  the  power  in  the  load 
r«  is  zero,  it  is  obvious  that  it  passes  through  the  no-load  point  Pq  and 
the  short-eircuit  point  P^,  and  can  thus  be  drawn  at  once.  To  find  the 
resultant  loss  line  Vi,  =  0,  on  the  one  hand,  we  have  the  point  of  inter- 
section of  the  two  loss  lines  V^  =  0  and  V^  =  0,  and,  on  the  other  hand, 
the  point  of  intersection  of  the  power  line  and  the  abscissa  axis,  and 
from  this  follows  the  construction  for  the  determination  of  the  efficiency 
as  shewn  in  Fig.  109.  This  figure  is  drawn  for  the  same  constants  and 
to  the  same  scale  as  Fig.  108. 


Pig.  109.— Complote  Current  Dla^n^um. 

Since  the  straight  lines  Vj  =  0,  V„  =  0  and  Vi„  =  0  must  all  cut  at  a 
point,  the  direction  of  the  straight  line  Vi„  =  0  can  be  found  from 

.•?  1  s  :  5i  s  =  s^Si :  s^Sj , 

since  the  ratio  of  the  intercepts  of  the  three  lines  on  any  horizontal 
straight  line  is  the  same  as  that  of  the  intercepts  on  the  abscissa  axis. 

34.  Pressure  Begnlation  in  a  Power  Transmission  Scheme.  Until 
now  we  have  always  assumed  that  the  pressure  at  the  supply  terminals 
was  maintained  constant,  and  have  determined  the  pressure  at  the 
receiver  tenninals  for  various  loads.  In  practice,  it  is  often  required 
to  maintain  a  constant  receiver  pressure.  This  can  be  accomplished 
by  suitable  regulation  of  the  supply  pressure.  If,  by  way  of  example, 
it  is  required  to  maintain  a  constant  receiver  pressure  P^  at  the  end  of 
a  transmission  line  of  impedance  z^y  then  the  pressure  at  the  supply 
terminals  must  be  r>      p   .  /  <. 

We  may  take,  by  way  of  example,  the  case  in  which  the  load  current 
fi^^^=?2{9'^J^)  ^s  given  by  the  curve  K  in  Fig.  110. 
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This  curve  K  to  another  scale  also  represents  the  admittance  curve 
of  the  load  due  to  the  constant  receiver  pressure  P^  which  is  set  off 
along  the  ordinate  axis. 

Since  P,^z,(^^I^ 

we  get  t  =  ^^Q-*-# 

This  I  ^\  is  the  short-circuit  current  in  the  line  under  pressure  Pg*     ^^ 

we  displace  the  origin  to  0^  by  making 

OA  =  P^^    and   AO^^pJ-^ 


then  the  current  ^-hfi  is  given  by  the  vector  OiP,     Hence,  if  we 


Fin.  110.— Prowiure  Rogulation  of  a  Transmission  I^ine. 

choose  the  pressure  scale  so  that  the  line  0^0  equals  the  constant 
receiver  pressure  Pg*  *^e  line  O^P  will  give  the  supply  pressure  P^ 
corresponding  to  the  current  vector  /j  =  OP,  The  rise  of  pressure  is 
thus  SP. 

The  supply  pressure  P^  leads  the  receiver  pressure  Pg  by  the  angle 
0,  whilst  the  current  I^  lags  behind  the  receiver  pressure  P^  by  the 
angle  <f>^.  Hence  the  phase  displacement  at  the  supply  terminals  is 
^i  =  <^2  +  ^-  If  we  draw  a  circle  to  pass  through  0  and  Oj,  and  with 
its  centre  on  the  abscissa  axis,  then 

LP.fiC=e    and    LP0C=^(<t>^'\-e)  =  4>^, 

We  will  now  determine  graphically  the  loss  and  efficiency  of  the 
transmission  line  for  the  usual  case,  in  which  the  current  curve  is  re- 
presented by  the  circle  JTas  in  Fig.  Ill,  with  the  receiver  pressure  P^- 
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The  loss  in  the  line  is  V^  =  /V^, 

and  is  represented  as  before  by  the  loss  line  ^^  —  0,  the  semi-polar  of 
the  circle  K  with  respect  to  the  origin  0. 
The  power  given  to  the  receiver  circuit  is 

where  u  and  v  are  the  co-ordinates  of  a  point  F  on  the  circle  K.     The 
power  line  W.^  =  0  is  therefore  the  abscissa-axis  in  this  case. 
The  supplied  power  is 


W,-^ 


Mr 
Fio.  111. 

Since  the  equation  of  the  circle  is 

or  M^  + 1?2  =  2/AW  +  2vv  -  p\ 

we  get  for  the  supplied  power 

TF^  =  P^v  +  2i\tiu  +  2i\w  -  i\p^  =  ^iWi , 

where  W^  =  0  is  the  shortened  equation  of  the  power  line. 

If  now  a  is  the  angle  this  line  makes  with  the  abscissa  axis,  we  have 


tan  a  =  -  ,,— 


^2  +  2v     P^ 


27V 


+  v 
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Since  the  line  Wj  =  0  must  further  pass  through  the  intersection 
of  the  loss  line  with  the  abscissa  axis,  it  can  at  once  be  constructed 

(Fig.  111).     The  power  line  is  perpendicular  to  the  line  M^M,    A 

p 
cii-cle  described  about  M^  as  centre  with  radius  —2.  must  pass  through 

the  short-circuit  point  0^ ;  and  the  power  line  W^  ==  0  and  this  new 
circle  cut  the  circle  K  in  the  same  points. 

To  obtain  the  eflBciency  of  the  system  at  any  point  P  on  the  current 
curve,  we  now  proceed  as  follows : 

Draw  a  line  0-100  parallel  to  the  power  line  Wi  =  0  between  the 
loss  line  and  the  power  line  Wj  =  0;  joi^i  FS  and  produce  to  cut  this 
line.  Marking  olf  the  line  0-100  into  ten  parts  to  represent  10%, 
20  %,  up  to  100  %  efficiency,  the  efficiency  at  the  point  F  may  be  read 
oflF  directly  at  the  point  where  this  efficiency  line  is  cut  by  F8  produced. 

36.  Goxnpoimding  of  a  Power  Transmiflsion  Scheme.  From  Fig.  110 
it  is  seen  that  the  pressure-rise  F^  -  F^  only  depends  on  the  magnitude 
and  direction  of  the  current  vector  /j,  and  that  Pj,  and  consequently 


Fio.  113.— Gomiioundiiig  of  a  TraiiBinission  Line. 

J\  -  7*2 ,  will  be  constant  so  long  as  the  extremity  F  of  the  current 
vector  Vi  moves  over  a  circle  described  about  0^  as  centre.  But  the 
current  curve  K  of  the  load  is  not  a  circle  as  a  rule.  It  is  possible, 
however,  to  connect  a  machine  to  the  receiver  terminals — i.e.  in  parallel 
with  the  load — whose  current  /q  can  be  so  regulated  that  the  line 
current  vector  /j  =  /g  -H  A  describes  a  circle  whose  centre  is  at  Oy  A 
transmission  scheme  in  which  this  is  the  case  is  said  to  be  compounded. 
The  current  Iq  can  be  a  pure  wattless  current.  Such  a  machine  joined 
to  the  receiver  terminals  for  the  purpose  of  giving  or  taking  a  wattless 
current  is  called  a  pJiase  regulator. 

In  Fig.  112,  curve  K^  represents  the  load  (current)  diagram  for  the 
constant  receiver  pressure  F^-     The  current  is  represented  by 
h  =  ^2(008  <^  +y  sin  <^)  =  F^(g^  ^jh^)  =  I^  +jUe,, 
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0,  is  the  short-circuit  point  for  the  line  of  impedance  Zi, 

Let  K^  be  the  circle  about  0,  whose  radius  equals  the  constant  supply 

Eressure  Pj,  then  /^  is  the  line  current,  and  consequently  /q  is  the 
igging  wattless  current  given  by  the  phase  regulator. 
The  line  current  /,  possesses  the  same  watt  current  I^  as  the  load 
current  Zj,  and  in  addition  it  has  a  leading  wattless  component  /V^y 
which  can  be  determined  from  Fig.  112  as  follows : 

The  lagging  wattless  cuiTent  supplied  by  the  phase  regulator  will  be, 
therefore,  /.  =  /.„  + PA -v^/^^?-(P^.  +  /.^ ^^^) 

P 

Dividing  all  through  by  P^  and  putting,  as  before,  -^  =  a,  we  get 

-b,^b,  +  b,-^^^-(g,+g^f,  (58a) 

where  ^q  is  the  susceptance  of  the  phase  regulator.  We  write  -bQ 
because  A  is  not  the  lagging  wattless  current  consumed  by,  but 
produced  by  the  phase  regulator.  Hence,  so  long  as  the  right-hand 
side  of  the  equation  is  positive,  the  phase  regulator  acts  as  a  capacity. 

The  wattless  current  produced  by  the  phase  regulator  consists  of 
two  parts.  The  one  part  /„r^  is  the  wattless  current  of  the  load  and 
is  given  by  the  current  curve  K^as  a,  function  of  the  watt  current  of 
the  load.  The  other  part  7',^/,  is  the  leading  wattless  current  which  is 
necessary  for  the  line.  The  latter  is  likewise  given  as  a  function  of 
the  watt  current  by  the. circle  K.j  and  depends  therefore  on  the  value 
of  the  supply  pressure  Pj.  If  A  >  Pn,  If^L  will  be  zero  for  a  certain 
watt  current,  and  will  lag  at  small  loaas.  A  part  of  the  load  wattless 
current  can  then  be  supplied  by  the  line  current,  and  the  current  of 
the  phase  regulator  will  be  correspondingly  smaller.  The  wattless 
current  of  the  phase  regulator  is  always  given  by  the  horizontal 
distance  between  the  two  curves  K^  and  Ag.  If  these  two  curves 
cut,  then  /o==0  at  the  point  of  intersection.  Passing  beyond  this 
point,  Iq  becomes  negative,  i.e.  the  cuiTcnt  given  mU  of  the  phase 
regulator  is  leading,  or  that  taken  in  by  it  is  lagging — the  same  then 
acts  as  an  inductance  and  b^  becomes  positive* 

With  a  given  transmission  line  and  given  pressures  P^  and  Pg,  the 
transmitted  power  has  a  maximum  which  is  given  by  the  highest 
point  B  on  the  circle  K^ .     At  this  point 


I^-P^y,-P.J^  =  P,(^^-g^y 


92-^-^ -9v 


.(59) 
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The  same  condition  for  maximum  power  is  given  by  equation  (58a), 
since  for  larger  values  of  g^  the  root  becomes  imaginary.  In  this  case, 
the  wattless  current  of  the  phase  regulator  is 

h  =  ^WL  +  ^2^  -  ^0  =  *2  +  ^1  • 
The  maximum  power  is 

»'^  =  i1y«  =  i^aV.  =  i1a«(^-<7a) (60) 

If  the  supply  pressure  P^  is  maintained  constant,  whilst  the  receiver 
pressure  P^  is  varied,  we  get  different  circles  A'j,  all  of  which  have 
the  same  radius,  and  whose  centres  lie  on  the  straight  line  00^  at 
distances  from  0  proportional  to  P^, 

The  highest  points  B  of  these  circles,  and  accordingly   the   watt 

currents  at  maximum  load,   are  represented  by  a  parallel  to  00^, 

Thus,    whilst   Po   increases   as   a    straight   line    function,    the    watt 

current  I^  decreases  as  a  straight  line  function.     Hence  there  is  a 

P 
certain  ratio  a  =  -^^  f or  which  the  maximum  power,  which  can  be  trans- 

mitted  over  a  line  of  given  constants  i\  and  x^,  attains  its  highest 
value.     This  value  of  a  can  be  found  from  the  condition  : 

^  =  i1(y,-2a,,)  =  0       or      a  =  ^  =  J-. 

For  this  maximum,  therefore, 

^2  =  ?-^l=^l'        -^0  =  ^  +  ^2 (^1) 

The  maximum  power  itself  is 

^^=i^f^^>=|. (62) 

and  represents  the  maximum  power  which  can  be  transmitted  over  the 
given  line  at  the  given  supply  pressure  P^ . 

It  is  also  of  interest  to  determine  the  phase  displacement  at  the 
supply  terminals  of  a  compounded  power  transmission  scheme.  Fig.  113 
represents  the  same  diagram  as  Fig.  112,  except  that  the  current 
curve  K^  of  the  load  and  the  load  current  I^  have  been  omitted.  The 
extremity  C  of  the  vector  of  the  line  current  /^  moves  over  the  circle 
ATj  described  about  0^.  This  circle  is  thus  the  current  diagram  of  the 
line  current.     The  receiver  pressure  P^  coincides  with  the  ordinate  axis. 

The  angle  P^OC  is  thus  the  angle  of  lead  of  the  line  current  with 
respect  to  the  receiver  pressure.  On  the  other  hand,  if  we  consider 
0^0  as  the  real  axis  of  a  new  system  of  coordinates  in  respect  to  the 
origin  0,,  then,  as  shewn,  P^  is  represented  by  the  vector  0^0  and 
Px  by  Ofi,  The  angle  by  which  the  supply  pressure  Pj  leads  the 
receiver  pressure  Pg  is  thus  l  00 ^C=  6.  If  we  draw  a  circle  K  to  pass 
through  0  and  0^  with  its  centre  on  the  abscissa  axis,  it  will  then  be 
seen  that  ^ 00^C=  l P^OD ^lO, 
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and  the  angle  COD  gives  the  phase  displacement  ^^  at  the  supply 

terminals. 

p 
The  radius  of  the  circle  K  is,  as  already  shewn  above,  —2..     Since 

^  .  •  .  ^h. 

O^C^  P.y^ ,  the  phase  displacement  at  the  supply  terminals  cannot  become 
zero  unless  p 

P^Vi^^    or 


Fig.  118.— Phase  Displacement  between  Current  and  Presaure  at  Pi-imary  Terminals. 

When  the  equality  sign  holds,  the  phase  displacement  only  disappears 
for  the  one  load  where  g^  =  gi*  If  the  inequality  sign  holds,  the  phase 
displacement  in  the  supply  circuit  disappears  at  two  loads,  which  are 
graphically  determined  by  the  points  of  intersection  of  the  two  circles 
iiTj  and  K,  Between  these  two  load  points  the  current  in  the  supply 
station  leads — otherwise  it  lags. 

If  it  is  required  to  over-compound  the  transmission  scheme,  then 
P,,  i\  and  X,  are  constants,  whilst  the  receiver  pressure  P^  increases 
with  the  load. 

If  we  put,  for  example,    P2  =  ^\o  +  -fi»''V, 
where  P2.0  is  the  receiver  pressure  at  no-load  and  r„..  is  a  resistance, 
in  this  case,  the  wattless  current  /^  is  obtained  by  an  equation  similar 
to  equation  (58).  

/o  =  ^^^  +  (Ac  +  Kr^)h  - >/^1yi  -  { A(^i  +  (Ugi  +  1)/h^}2.  ...(63) 
Hence  in  an  over-compounded  system,  when 

we  get  maximum  power    /r,„^,  =  P^Iw  =  (^2.0  +  Iw'^'w)Iw 

rf^^.-P.J''^^^(^^^^^^)\ (64) 
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36.  Losses  and  Efficiency  in  a  Gomponnded  Transmission  Scheme. 

Since  the  diagram  of  the  line  current  in  a  compounded  transmission 
scheme  is  a  circle  (see  above),  we  can  represent  the  powers  and  losses 
by  straight  lines,  as  shewn  in  Sections  23  to  25.  Since,  however,  in 
that  case  we  started  with  the  diagram  for  the  supply  circuit,  we 
obtained  the  abscissa  axis  for  the  line  of  supplied  power.  In  this 
case,  on  the  contrary,  we  start  from  the  diagram  for  the  receiver 
circuit,  and  consequently  get  the  abscissa  axis  as  the  line  of  the  power 
given  out. 

The  loss  in  the  line  is  Fj  =  /J/j, 

and  is  represented  by  a  loss  line  which  is  the  semi-polar  of  the  origin 
with  respect  to  the  circle.  Denoting  the  co-ordinates  of  the  current 
curve  K^  in  Fig.  112  by  («,  t?),  and  taking  abscissae  to  the  right  as 
positive,  we  then  get  the  equation  of  the  circle  Kj : 

(«  -  PA)' + (« + f^if = ily? = ^y?  z? 

or  u'  +  v"-  2P^jU  +  2F^g^v  =  i^y?  (^[i  "  l)- 

The  heating  losses  in  the  line  are  therefore 

(««  +  i;*)ri  =  2P,r,y?[a:i«-rit;  +  ^(i-l)]  =  ^iVi, 

where  ^i  =  2F^^ 

and  Vi  =  x^u  -  r^i;  +  -^^-^  -  1^  =  0. 

This  latter  is  the  equation  of  the  loss  line.     The  power  given  out  is 

and  the  power  supplied,  • 

=  m^.y.u  -  2P.^,r,v  +  P,,  +  /'^(I  _  l)  j,,  =  ./  .w, . 

The  straight  line  Wj  =  0  is  thus  the  line  for  the  supplied  power. 
As  seen  from  the  form  of  its  equation,  this  line  passes  through  the 
point  where  the  loss  line  Vj  =  0  cuts  the  abscissa  axis  v~0.  In 
order  to  be  able  to  draw  this  line  Wj  =  0,  we  further  determine  the 
tangent  of  the  angle  a  which  it  makes  with  the  ordinate  axis.     This  is 

1  1 

tana= f  =  -f!ji . 

As  already  shewn,  the  point  0.  is  the  point  of  intersection  of  two 

P  P 

circles,  one  of  which  has  the  radius  — ^  and  the  other      2,     These 

'2i\  2x. 

two  circles  cut  one  another  rectangularly  in  the  origin  0  and  at 
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the  point  Oy  In  Fig.  114  the  centres  of  the  two  circles  are  denoted 
by  M^  and  M,,  As  seen  from  this  figure,  the  power  line  W^  =  0  is 
perpendicular  to  the  line  M^O^,  and  is  therefore  parallel  to  the  line  M,0^, 
The  efficiency  of  the  scheme  can  now  be  determined  from  the  loss  line 
and  the  two  power  lines  (see  the  construction  in  Fig.  114). 

The  efficiency  of  the  line  depends  on  the  line  constants  r^  and  x^ 
p 
on  the  ratio  <^^-^  and  also  on  the  watt  current  of  the  load;  but  is 

independent  of  the  wattless  current  of  the  load.  In  practice,  syn- 
chronous machines  are  used  as  phase  regulators.*  As  is  well  known, 
such  machines  yield  a  leading  or  lagging  wattless  current  according 


Fto.  114. 


as  they  are  over-  or  under-excited.  In  the  former  case  they  act  as  a 
capacity,  in  the  latter  as  self-induction.  In  addition  to  the  wattless 
current,  the  phase-regulator  on  no-load  also  requires  a  watt  current 
to  cover  its  losses,  which  form  an  additional  load  in  the  system. 
The  phase  regulator  can  also  be  used  for  other  purposes  at  the  same 
time,  e.g.  as  a  motor  giving  out  mechanical  work  or  as  generator  for 
the  production  of  a  watt  current. 

By  means  of  the  above  diagrams,  a  whole  series  of  problems  on 
compounding  of  transmission  schemes  can  be  solved.  A  comparison 
of  these  diagrams  with  the  load  diagram  of  a  synchronous  motor  with 
constant  excitation  shows  the  great  similarity  between  the  two.t 

*For  details  of  the  use  of  synchronous  machinels  as  phase  regulators,  see 
Arnold-la  Cour,  WechAelatromtechnik,  vol.  iv.  p.  447. 
t  Arnold-la  Cour,  Wechsdstromtechnik,  vol.  iv.  p,  418. 
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MAGNBTIGALLT  INTEBLINKED  BIiEGTBIG  GIBGUITS. 

37.  Magnetic  Interlinkaffe  between  Two  Cirouits  (The  action  of  a  Trans- 
former). 38.  Self-,  Stray  and  Mutual  Induction  of  Two  Cirouits. 
39.  Conversion  of  Energy  m  the  General  Transformer. 


37.  Magnetic  Interlinkage  between  Two  Gircnits.  Until  now 
we  have  investigated  only  the  phenomena  which  occur  in  a  single 
closed  circuit.  Since,  however,  the 
u.M.F.'s  in  a  circuit  are  generally  due 
to  induction,  as  is  the  case,  for  example, 
in  all  electromagnetic  machines  and 
transformers,  it  is  of  the  greatest  im- 
portance to  study  exactly  the  relation 
between  two  electric  circuits.  The 
simplest  of  all  electrical  apparatus  met 
witn  in  practice  is  the  single-phase 
transformer,  which  consists  of  two 
electric  circuits — a  primary  and  a 
secondary — magnetically  linked  to 
one  another.  In  Fig.  115  the  prin- 
ciple of  a  transformer  of  this  type, 
viz.  a  mantle  or  shell  transformer,  is 
represented  diagrammatically,  whilst 
Pigs.  116a  and  b  shew  photographs  of  such  transformers.  Both 
primary  and  secondary,  which  are  insulated  from  one  another,  are 
wound  on  the  core  in  the  centre,  whilst  the  two  outer  cores  or 
TwmUe  serve  as  a  return  path  for  the  flux.  The  single-phase  current 
is  supplied  to  the  transformer  on  the  primary  side,  and  is  withdrawn, 
transformed,  from  the  secondary  side.  Fig.  116^  is  a  view  with  part  of 
the  stampings  removed,  to  shew  the  windings  more  clearly. 

Fig.  117a  she^vs  how  the  field  is  distributed  in  such  a  transformer. 
/  is  the  primary  winding  and  //  the  secondary.  As  a  rule,  the 
number  of  turns  w^  on  the  primary  is  not  the  same  as  the  number  w^ 
on  the  secondary,  although  these  may  be  equal.    The  chief  part  of  the 


Fio.  116.— ■ 
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flux  passes  through  the  laminated  iron  core,  and  thus  embraces  the 
total  turns  of  each  winding.  Another  part  of  the  flux  is  interlinked 
with  some  of  the  primary  turns  or  with  some  of  the  secondary,  but 
not  with  both;  whilst  still  another  part  may  be  interlinked  with 
many  turns  of  the  one  winding,  but  only  with  few  of  the  other. 

The  magnetic  force  in  the  air  gap  for  the  section  aa  is  represented 
by  the  curve  C  in  Fig.  1176. 

In  developing  the  theory  of  the  transformer,  it  is  best  to  split  up  the 
field  into  tubes  of  force.     Considering  a  single  tube  of  force  inter- 


Fio.  Ilea. 


Fio.  116&. 


linked  with  w,,  primary  turns  and  w^  secondary  turns,  then  the  flux 
in  this  tube  is  proportional  to  w, +  v%,  where  i^  and  i^  denote  the 
currents  in  the  primary  and  secondary  windings  respectively.  If  the 
number  of  turns  on  primary  and  secondary  is  the  same,  the  currents 
I'l  and  1.2  will  be  very  nearly  equal  to  one  another,  but  will  flow  in 
opposite  directions. 

Now,  since  .  , .      .  v 


or 


=^{h'}rh)u\,^'h{w.;^-U\,), 


the  flux  can  be  split  up  into  two  parts,  one  of  which  is  proportional  to 
the  magnetising  current  {i^  +  i.,)  and  the  other  either  to  the  primary 
or  the  secondary  current.  The  first  part  of  this  flux  is  called  the 
main  flux  and  the  second  the  stray  flux. 
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The  flux  of  this  tube  induces  an  e.m.f.  in  the  primary  winding 
proportional  to 

and  an  E.M.F.  in  the  secondary  proportional  to 


dt 


'dt 


Fio.  117a. — Diagram  of  Tubes  of  Force  in  a  Shell  Transformer. 


Fio.  1176. 


From  this,  we  see  that  the  main  flux  of  every  tube  always  induces  the 
same  K.M.F.  in  both  primary  and  secondary  windings,  whilst  the 
K.M.F.'s  induced  by  the  stray  flux  are  proportional  to  the  currents  in 
the  respective  windings.  The  stray  flux  has  a  large  part  of  its  path 
in  air,  and  is  therefore  in  phase  with  the  current  which  produces  it. 
Most  of  the  main  flux,  however,  has  an  iron  path,  the  hysteresis  of 
which  will  cause  this  flux  to  lag  (by  an  amount  equal  to  the  hysteretic 
angle  of  advance)  behind  the  magnetising  current  {i^  4-  i^. 

Summing  up  the  e.m.f. 's  induced  in  each  winding,  we  get,  for  the 
primary  circuit,  the  differential  equation  : 

dif        d^ 
Pis/2  8m(<sit-\-di)  =  i^r^-\-S^-^-hw-jjj\    (65a) 

and  for  the  secondary  circuit : 


dt 


.(6r)A) 
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where  P^  and  P^  are  the  respective  primary  and  secondary  terminal 
pressures ;  S^  denotes  the  sum  of  the  interlinkages  with  the  primary 
stray  flux  (tnat  is,  that  part  of  the  primary  flux  which  is  not  inter- 
linked with  the  secondary)  produced  by  unit  current  in  the  primary. 
Similarly  for  S^.     S^  and  ^g  *re  called  the  coefficienis  of  stray  induction^ 


*«-^  It~      ' 


.(66) 


where  R,  is  the  reluctance  offered   to 
interlinked  with  Wj,  primary   and  w.^ 


the  tube  of  force  which  is 
secondary  turns,  ^j,  is  the 
ideal  mam  flux,  which  is  com- 
pletely interlinked  with  both 
primary  and  secondary  wind- 
ings and  induces  an  E.M.F.  in 
both  which  is  proportional  to 
the  sum  of  all  the  interlinkages 
^(**^«)  of  the  main  flux. 

The  above  two  differential 
equations  (65a  and  h)  apply 

both  to  the  transfonner  (Fig.  115)  and  to  the  circuit  shewn  in  Fig.  118. 
In  the  branch  AB,  the  current  i^  +t2  =  *«  flows,  and  requires  between 

the  terminals  A  and  B  the  pressure 


Fio.  118.— Equivalent  Circuit  of  a  Transformer. 


e^w 


dt 


which  is  equal  but  opposite  in  direction  to  the  E.M.F.  -  e  induced  by 
the  main  flux  in  the  two  circuits.  This  E.M.F.,  of  course,  has  the  same 
frequency  c  in  both  circuits,  since  they  are  embraced  by  the  same  flux 
and   fixed  with  respect  to  one  another.     Since  ^^  lags  behind  the 


magnetising  current  i^  by  the  angle  7^  -  ^a>  the  pressure  c  leads  the 
magnetising  current  i^  by  the  angle  ^„.     Hence  we  can  thus  write : 


where 


tanj/'«  =  ; 


In  this  way  we  may  replace  the  transformer  by  the  circuit  represented 
in  Fig.  118,  and  can  treat  the  same  analytically  just  as  any  other 
circuit  having  an  impedance  in  series  with  two  parallel  branches. 

Denoting   2^08^  by  x^  and  2ircS^  by  aj.,,  we   may  then  write  the 


above  differentials  as  follows : 

-Tl  -  ^  =  /l^'l  -iA^-l  =  /in »       -  ^  -  ^"2  =  /2^2  -i!^2  =  /2?2» 

where  /^  =  /„  -  /2  =  %a  -  h 


.(67) 


and 


-;^i,    ^^-ro-p 
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When  the  secondary  circuit  is  open,  i.e.  when  the  transformer  is  on 
no-load,  A  =  0,  and  the  primary  current  I^  equals  the  magnetising 
current  i^.  Since  the  resistances  and  reactances,  and  also  the 
magnetising  current,  of  a  normal  transformer  are  usually  very  small, 
it  follows  that  at  no-load  the  secondary  pressure  P^^E  will  be  nearly 
equal  to  the  primary  pressure  P^,  assuming  of  course  that  the  number 
of  turns  on  the  primary  is  the  same  as  that  on  the  secondary,  i.e. 

The  currents  and  pressure  of  a  transformer  can  be  best  shewn 
graphically,  as  in  Fig.  119.  Set  off  the  main  flux  ^j^  along  the  negative 
direction  of  the  abscissa  axis, 
then  the  E.M.F.  -E  induced 
by  4»j^  falls  along  the  negative 
direction  of  the  ordinate  axis 
(since  the  induced  E.M.F.  lags 
90*"  behind  the  inducing  flux). 
The  flux  itself,  however,  is 
not  in  phase  with  the  m.m.f. 
(or  magnetising  current),  but 
follows  the  same  at  the  angle 

^-^,.     This  lagging  of  the 

flux  behind  the  magnetising 
current  is  due  to  the  hysteresis 
and  eddy  currents,  caused  by 
the  continuous  reversal  of  the 
magnetisation  in  the  core, 
which  is  treated  more  fully 
in  Chapter  XVIII. 

The  magnetising  current  /„ 
can  be  calculated  from  the 
circuit  constants  and  set  off  in 
the  diagram.  Further,  if  the 
secondary  current  I^  is  known, 
the  secondary  pressure  P^  can 
be  found  by  geometrically  sub- 
tracting   the    secondary  impedance  pressure  I^^ 

E.M.F.  "E. 

Since  the  current  /g — induced  in  the  secondary  winding  by  the  flux 
<l>4 — is  always  directed  so  that  it  tends  to  weaken  the  inducing  field, 
it  is  obvious  that  a  primary  current  -  /g  must  be  supplied  to  overcome 
the  reaction  of  the  secondary  current  I^  on  the  field,  if  *l>4  is  to  be 
kept  constant.  Consequently,  the  current  supplied  to  the  primary  has 
two  components.  The  one  component  is  the  magnetising  current  /«, 
necessary  for  producing  the  field,  while  the  other  component  is  the 
compensating  current  -/g  required  to  neutralise  the  reaction  of  the 
secondary  current  /g  on  the  main  field.     Hence  the  primary  current  I^ 

A.O.  H 


Fxo.  119.— Vector  Diagram  of  the  Currents  and 
Pressures  in  a  Transformer. 


from  the  induced 
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is  simply  the  resultant  of  the  currents  /«  and  -  I^-  Again,  if  we  add 
the  impedance  pressure  Iz^  to  the  pressure  E,  which  is  equal  and 
opposite  to  the  E.M.F.  -  E  mduced  by  the  main  flux  4>j^,  the  primary 
pressure  P^  will  be  obtained.  If  we  now  turn  the  pressure -triangle 
-E,  Pj  through  180**  to  the  position  Ey  -Pp  we  get  a  clear  view  of 
the  pressure  drop  from  the  primary  terminal  pressure  P,  to  the 
secondary  terminal  pressure  -  P2'  The  pressure  E  often  termed  the 
E.M.F.  consumed  by  the  counter-electromotive  force  -  E,  is  required 
for  driving  the  magnetising  current  /„  through  the  circuit,  and  there- 
fore leads  the  latter  by  the  angle  ^„,  as  shewn  in  the  figure. 
The  power  Eh^i,=E^g, 

is  consumed  by  the  iron  losses  in  the  magnetic  circuit,  and  is  dissipated 
in  the  form  of  heat. 

The  phenomena  which  occur  in  a  transformer  occur  in  every  other 
form  of  electromagnetic  apparatus,  although  in  a  somewhat  modified 
form.  In  every  case,  however^  we  haije  the  seccnulary  current  induced  by 
the  main  Jlux,  and  the  cmresponding  compensating  cuirent  which  combines 
with  the  magnetising  cuirent  necessary  topi'oduce  thefiux  tofmrn  the  primary 
cuirent.  Tlie  main  flux  sei-ves  to  transmit  the  powei'  from  the  primaiy 
side  to  the  secondary,  just  as  a  belt  transmits  the  power  from  one  pulley 
to  another. 

In  the  stationary  transformer  the  power  AY^cos^j  is  transmitted 
from  the  primary  circuit  to  the  main  flux.  Here,  in  the  main  flux, 
the  iron  losses  EI^  cos  \f/^  are  consumed,  so  that  the  power  transmitted 
to  the  secondary  circuit  is 

EI^  cos  \p2  =  EI^  cos  ^1  -  EI^  cos  ^„ ; 

but  since  EI^  cos  ^^  is  usually  very  small,  nearly  the  whole  power  is 
conveyed  from  the  primary  to  the  secondary. 

The  frequency  of  both  primary  and  secondary  is  the  same.  The 
only  reason  therefore  for  using  a  stationary  transformer  is  to  effect 
a  change  of  pressure  as  the  power  is  transmitted  from  primary  to 
secondary.  This  is  achieved  by  choosing  different  numbers  of  turns 
for  the  primary  and  secondary  windings.  If  there  are  tv\  turns  on  the 
primary  side  and  w^  on  the  secondary,  then  the  E.M.F.  induced  in  the 
latter  will  be  r 

^    w.    ^      u 

since  the  flux  ^^  induces  the  same  e.m.f.  in  every  turn.  The 
secondary  current  is 

where  I^  is  the  compensating  current  in  the  primary  winding.  This 
follows  at  once  from  the  fact  that  the  ampere  turns  of  the  two 
currents  /g  and  I„  must  be  equal  and  opposite,  w  is  the  ratio  of 
transformation,  which  in  a  stationary  transformer  is  the  same  for 
currents  as  pressures.     In  the  equivalent  circuit,  where  the  primary 
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and    secondary    circuits    are    electrically    connected,    all  secondary 

pressures  must  be  reduced  to  the  primary  by  multiplying  by  w,  and 

secondary  currents  by  dividing  by  u.     The  powers  remain  unaltered, 
since                                          .  r?        . 

(V,)  =  (^  •«/.)  =  (  Ve)- 

On  the  other  hand,  the  impedances  must  be  converted  in  the  ratio  u^ 


since 


^ 


=  ^1.1=  A. 


By  these  reductions  the  equivalent  circuit  and  all  the  calculations  may 
be  made  independent  of  the  ratio  of  conversion  of  the  transformer. 

38.  Self-,  Stray  and  Mntnal  Induction  of  Two  Gircnits.  Neglecting 
the  iron  losses  in  a  transformer,  the  main  flux  at  no-load  can  be 
written, 

where  «7j  =  number  of  primary  turns  and  -ft  =  magnetic  reluctance 
offered  to  the  ideal  flux  completely  interlinked  with  both  primary  and 
secondary  windings.  The  E.M.F.  induced  in  the  secondary  winding 
is  then  ,,   .  ,.  ,. 

'^'  "^^ dt-'-ir  dt  -^^^~dt' 

ilf  =— L-2  is  called  the  coeffid&fit  of  miUiial  Mudion  between  the  primary 

and  secondary  windings.  Introducing  this  coefficient  into  equation 
(65a)  we  get  at  no-load : 

where  L^  denotes  the  total  interlinkages  of  the  primary  winding  with 
the  fiux  produced  by  unit  current  in  this  winding.  This  is  called 
the  coefficient  of  self-indudion  of  the  primary  winding.  Between  the 
coefficients  of  self-,  stray  afid  mutual  induction,  there  exists  therefore 
the  following  relation, 

L.=S,  +  M'^,  (68a) 

for  the  primary  winding,  and  similarly 

L^^S.  +  m"^    (68ft) 

for  the  secondary  winding. 

By  multiplying  these  two  expressions,  we  get 

M^  =  {L,-S,)(L,-S,) (68c) 

Of  the  flux  produced  by  and  interlinked  with  the  primary,  the  part 
corresponding  to  ^— i  is  interlinked  with  the  secondary,  whilst  the 
part  corresponding  to  S^  is  interlinked  only  with  the  primary. 
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In  practice,  the  ratio 


is  known  as  the  leakage  coefficient^  a  name  given  by  J.  Hopkinson.  a-  is 
always  greater  than  unity,  and  represents  the  ratio  between  the  total 
flux  ana  the  flux  4>j^  which  is  interlinked  with  the  secondary ;  or,  in 
other  words,  the  ratio  between  the  total  and  the  useful  flux.  The 
flux  which  is  only  interlinked  with  one  winding  is  called  stray  ftita:^ 
Both  the  primary  and  the  secondary  have  their  own  stray  fluxes. 

In  electromagnetic  machinery,  we  have  nearly  always  to  deal  with 
a  main  flux  and  a  stray  flux,  or  with  corresponding  magnitudes, 
viz.  the  coefficients  of  mutual  and  of  stray  induction.  This  is  due  to 
the  fact  that  these  fluxes  are  actually  present  in  the  machine,  whilst 
the  fluxes  corresponding  to  the  coefficients  of  self-induction  do  not  as  a 
rule  exist,  and  consequently  are  not  easy  to  calculate.  Moreover,  the 
former  method  of  calculation  has  the  advantage  that  all  machines  can 
be  analytically  replaced  by  equivalent  electric  circuits,  since  in  the 
equivalent  circuits  the  only  constants  which  occur  are  : 

K^ »     «i  =  27rc^^     and     x^^IttcS^, 

2ircM'^ 

On  the  contrary,  the  reactance  2ircL^  is  not  at  all  confined  to  one 
electric  circuit,  but  is  distributed  over  two  circuits  in  which  different 
cun*ents  flow.  Consequently,  with  machines,  it  is  not  convenient  to 
work  with  the  reactance  due  to  self-induction. 

In  the  case  of  mains  or  other  similar  circuits  however,  where  Uttle 
or  no  iron  at  all  is  present,  the  conditions  are  different.  Here  the 
reaction  of  the  currents  in  neighbouring  conductors  is  often  so  small 
that  the  stray  flux  is  larger  than  the  main  flux.  In  such  cases  it  is 
best  to  use  the  coefficients  of  self-induction,  and  estimate  as  nearly  as 
possible,  by  approximate  calculations  and  experiments,  the  damping 
effect  of  secondary  currents  in  the  neighbourhood  or  in  the  conductors 
themselves. 

When  a  circuit  is  influenced  by  a  closed  secondary  ciixjuit  in  its 
neighbourhood,  the  differential  equations  (65a  and  b)  appear  in  the 
following  form : 

i'.  =  V.-H^x§  +  <;§4-J.4  =  .>,  +  z/§  +  M§ (65.) 

and  0  =  i,r,  +  ^,§^.M^^§  +  i^/§  =  ir,  +  i,§  +  i»4.   ...(65</) 

Instead  of  solving  these  two  equations  with  the  unknowns  tj  and  i^, 
each  of  which  would  bring  us  to  a  differential  equation  of  the  second 
degree  for  i^  alone  or  i^  alone,  we  may  demonstrate  the  damping  effect 
of  secondary  circuits  by  the  following  simpler  considerations. 
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For  the  sake  of  simplicity,  assume  that  the  resistances  r,  and  r^  in 
the    equivalent    circuits    are    negligibly    small    compared    with    the 


'O'OOO'OOWIT^ 


'lo 


Fia.  120. 


reactances.     We  then  get  the  circuit  shewn  in  Fig.  120.     The  total 
reactance  of  this  circuit  is 


Xt^X^-^ 


1  XJC.2 


1         1 

-+  - 
»«      Xo 


=-(^-f) 


Thus  the  secondary  currents  reduce  the  self-induction  of  the  main 
conductor,  and  the  greater  the  ratio  of  the  mutual  induction  to  the 
self-induction  of  the  secondary  conductor,  the  greater  is  this  reduction. 
When  Wj  =  tt;2,  M  is  always  smaller  than  L^\  and  if  we  take,  for 
example,  M^\L.^^\L^^  then  the  total  reactance  of  the  main  circuit 
willbe  /       /i\2\ 

i.e.  some  6  %  less  than  when  the  secondary  circuit  is  not  present. 
Taking  into  account  the  resistances  r^  and  7*2 ,  and  also  denoting 

Xi^^  =  27rcLi     and     Xj^  =  ^lecL^^ 
we  obtain  the  total  impedance, 

1  z. 

?«  =  ?!  + 


ya  +  ; 


=  ?!   + 


l+//«?2' 


or,  neglecting  z/,.,  z,  =  r,  - >„ 

in  which  expression  the  resistance  and  reactance  are  given  by  the  values 


n  =  ^i  + 


--Xl.- 


^2  +  <^ 


.(69) 


Thus  the  secondary  currents  in  neighbouring  conductors  and  the  eddy 
currents  in  the  conductor  itself  cause  an  apparent  increase  in  the 
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resistance  and  a  decrease  in  the  self-induction  of  the  main  circuit. 
This  is  also  what  one  would  expect,  for  example,  in  a  round  conductor ; 
the  eddy  currents  are  so  directed  that  at  the  centre  of  the  conductor 
they  flow  against  the  main  current,  and  at  the  surface  with  the  main 
current.  Owing  to  this  unsymmetrical  distribution  of  the  current 
over  the  section  of  the  conductor,  the  losses  are  of  course  increased ; 
and  since  at  the  centre  of  the  conductor — where  the  self-induction 
is  greatest — the  current  density  is  least,  the  total  self-induction  of 
the  conductor  will  be  less  than  that  calculated  on  the  assumption  that 
no  eddies  are  present.  We  shall  shew  in  Chap.  XXI.  how  the  effect 
of  the  eddy  currents  on  the  circuit  constants  can  be  calculated. 

Lastly,  it  may  be  pointed  out  that  formula  (69)  shews  clearly 
that  the  disturbing  influences  of  the  secondary  and  eddy  currents 
increase  with  the  frequency  of  the  main  current  and  with  the  dimen- 
sions of  the  conductor. 

39.   Conversion  of  Energy  in  the  General  Transformer.    In  the 

above  section  we  have  considered  two  magnetically-interlinked  electric 
circuits  and  have  seen  that  the  magnetic  flux  serves  to  transmit  the 
energy  from  one  to  the  other.  If  the  primary  and  secondary  circuits 
are  fixed  relatively  to  one  another,  the  total  energy  given  out  by  the 
primary  will  be  taken  in  by  the  secondary,  neglecting  iron  losses. 
In  many  cases,  however,  the  two  windings  may  be  capable  of  motion 
relatively  to  one  another. 

For  example,  the  primary  winding  may  be  fixed  and  the  secondary 
arranged  on  a  rotating  axis  in  such  a  way  that  the  magnetic  field 
is  still  linked  with  both  windings.  This  condition  is  obtained  by 
placing  the  secondary  winding  in  slots  on  the  periphery  of  a  laminated 
cylinder  and  the  primary  in  slots  on  the  inner  surface  of  a  coaxial 
ring,  inside  which  the  cylinder  rotates.  In  such  a  machine  the  inter- 
linkages  of  the  two  windings  with  the  rotating  field  pulsate  with 
different  frequencies  c^  and  c.^. 

For  the  fixed  primary  winding,  the  frequency  c^  is  proportional  to 
the  speed  of  the  rotating  field,  while  for  the  moving  secondary,  c^  is 
proportional  to  the  speed  of  the  flux  relative  to  the  rotating  winding. 
In  this  case  the  total  power  given  out  by  the  primary  will  not  be  taken 
in  by  the  secondary. 

If,  for  example,  the  main  flux  ^^  induce  in  the  primary  an  K.M.F. 

having  the  frequency  c^ ;  and  in  the  secondary  an  E.M.F. 

i;,  =  4-44c2«'2**10-«, 

having  the  frequency  Cg. 

Then  the  two  km.f.'s  have  the  ratio 

Since  in  this  case  also  the  compensating  ampere-turns  of  the  primary 
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circuit  must  equal  the  ampere-turns  of  the  secondary  circuit,  we  must 
have  fn^Icii\  =  m^^w^,  where  m^  denotes  the  number  of  similar  primary 
circuits  having  the  turns  ii\,  and  in^  the  number  of  similar  secondary 
circuits  having  the  turns  w^.     On  transposing,  this  becomes 

and  combining  this  with  the  above  ratio  of  the  E.M.F.'s,  we  get 

mg^g/p  _  Cg  /ly/xv 

mA^."«i ^     ' 

We  have  here  l.{EJ^=^^{E^^  =  \I/^,  as  in  the  transformer  diagram 
(Fig.  119). 

The  power  taken  in  by  the  secondary  circuit  is  therefore  less  than 
that  given  out  by  the  primary,  in  the  same  ratio  as  the  frequency 
of  the  secondary  current  is  less  than  that  of  the  primary.  The 
difference 

{m^EJ^  -  m^E^I^  cos  ^.,  ==  -^ — ^m^E^I^  cos  \p^ 

between  the  power  given  out  by  the  primary  and  that  taken  in  by  the 
secondary  must  therefore  appear  in  some  other  form,  since  energy 
cannot  be  lost.  This  difference  does  not  appear  in  the  form  of 
electrical  but  mechanical  energy,  and  it  is  thus  possible  for  the 
general  transformer  to  work  also  as  a  motor.  The  power  transmitted 
from  the  primary  circuit  to  the  magnetic  circuit  therefore  appears 
partly  as  electrical  power  in  the  secondary  circuit  and  partly  as 
mechanical  power.     The  former  (the  electrical)  part  is  proportional  to 

i.e.  proportional  to  the  velocity  with  which  the  secondary  circuit 
lags  behind  the  primary,  whilst  the  latter  (the  mechanical)  part  is 

proportional  to  the  velocity  -?  with  which  the  secondary  circuit  is  cut 
by  the  main  flux.  ^i 

Putting                                  Cg  =  scj , 
then  E.  =  s-^E,,    (71) 

or,  with  the  same  number  of  turns  on  the  primary  as  on  the  secon- 
dary, i.e.  Wj^  =  w^, 

E.2  =  sE^ (71a) 

Assuming  further  that  the  number  of  primary  and  secondary  circuits 
is  the  same,  i.e.  in^^m^,  then 

and  ?2  =  7-^=-7^  =  ^rii     (72) 
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where  z^  denotes  the  impedance  of  the  secondary  circuit  reduced  to  the 
primary.  Further,  let  x^  denote  the  reactance  of  the  secondary 
circuit  at  frequency  c^,  then 

Hence  ^  =  ^  =  hzJEl  =  1  ^ja- 

^8  8  S       -^    ^ 

We  may  therefore  replace  the  general  transforrnqr  with  relatively 
movable  primary  and  secondary  circuits  by  an  equivalent  electric 
circuit  (Fig.  121);  for,  by  reducing  the  secondary  frequency  to  that 

o 
o 


Fig.  121.— Equivalent  Circuit  of  the  General  Tnnsformer. 

of  the  primary,  the  continuity  of  the  transmission  of  energy  remains. 
In  the  equivalent  scheme,  the  power  given  out  by  the  primary  is : 

Since,  however,  only  the  power       V^  =  ^a'^ 
appears  in  the  secondary  circuit  as  electric  energy,  the  difference 

ff',-i»^-/lr,  =  i^r,(l-l) (73) 

must  appear  in  the  form  of  mechanical  energy.  To  absorb  an  amount 
of  electrical  power  con-esponding  to  the  motor  effect  of  the  general 
transformer,  we  may  therefore  employ  a  resistance  in  the  secondary 
circuit  of  the  equivalent  diagram,  having  the  value 


g/^l-l^  ohms (73a) 


This  is,  of  course,  a  completely,  non-inductive  load.  Hence,  in  spite 
of  the  mutual  displacement  of  the  primary  and  secondary  windings,  wc 
can  represent  the  general  transformer  by  a  simple  equivalent  electric 
circuit,  whose  frequency  and  pressure  are  those  of  the  primary ;  whilst 
all  the  formulae  deduced  for  the  equivalent  circuit  hold  also  for  the 
general  transformer.  The  ratio  of  conversion  of  the  pressures, 
assuming  the  same  frequency  in  both  secondary  and  primary,  is 

whilst  the  ratio  of  conversion  of  the  currents  is 

,,  _A_^Vi. 
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and  since 


the  ratio  of  conversion  of  the  impedances  is 


u,u.= 


.(74) 


where  w^  and  w^  denote  the  number  of  effective  primary  and  secondary 
turns. 


Fio.  122.— Induction  Motor. 

The  ordinary  form  of  the  general  transformer  is  the  asynchronous 
motor,  which  consists  of  a  stationary  laminated  core,  or  stator,  on 
which  the  primary  is  wound,  and  a  rotating  laminated  core,  or  rotor, 
which  carries  the  secondary  windings.  The  two  windings  are  embedded 
in  slots  in  their  cores  and  lie  directly  opposite  to  one  another,  and  as 
near  to  the  surface  as  possible  so  as  to  reduce  the  stray  flux  to  a 
minimum.  Fig.  122  shews  the  photograph  of  a  modern  induction 
motor,  with  the  bearing  shield  removed. 
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Example,    For  P^  =  500  volts, 

r^=r2=l  ohm, 
iCj  =  5  ohms, 
X2  =  '2'b  ohms, 
^^=:  0-002  mho, 
*,  =  0-01  mho, 

the  curves  in  Figs.  123a  and  b  have  been  plotted  for  the  following 
powers  as  functions  of  the  slip  s : 


slip  -/  n 


Fio.  128a. 

1.  The  power  supplied  to  the  primary  W^  =  P^I^  cos <t>i 

2.  The  primary  copper  loss  ^i  =  -^i^i- 

3.  The  iron  losses  V^^E^g^. 

4.  The  power  transferred  to  the  secondary 

jr=^ff\-V,-J\^EI,cosrp,. 

5.  The  secondary  copper  loss  V^'^^l^'-i- 

6.  The  mechanical  power  Jf^2  =  IlrJ\  -  l\=^JF(l-s), 
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In  Fig.  123^  the  scale  of  the  abscissa  axis  has  been  increased,  in 
order  to  shew  the  curves  more  clearly  in  the  neighbourhood  of 
synchronism. 
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Fig.  1236. 

As  seen  from  these  figures,  the  general  transformer  works  as 
motor  between  s  =  0  and  5  =  1,  i.e.  between  rest  and  the  speed  at 
which  no  e.m.f.'8  are  induced  in  the  rotor  circuits.  This  speed 
(i.e.  s  =  0)  is  called  the  synchronous  speed,  being  that  speed  at  which 
the  secondary  circuit  is  at  rest  relatively  to  the  main  flux,  as  the  rotor 
rotates  syndirownisly  with  the  main  flux,  s  is  called  the  sli})^  since 
this  ratio  shews  how  much  the  secondary  slips  relatively  to  the  main 
flux. 

From  5  =  0  in  the  negative  direction  the  general  transformer  works 
as  a  generator  and  supplies  electrical  energy  to  the  mains ;  and  from 
8=1  in  the  positive  direction  it  works  as  an  electric  brake,  receiving 
both  electrical  and  mechanical  power,  both  of  which  are  dissipated  in 
the  transformer. 
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CAPACITY  IN  CIBOUITS. 


40.  Transmisaion  of  Power  over  Lines  containing  Capacity.  41.  Condenser 
Transformers.  42.  Transmission  of  Power  over  Xines  containing  Dis- 
tributed Capacity.  43.  Current  and  Pressure  Distribution  in  Lines  with 
Uniformly  Distributed  Capacity.  44.  Transmission  of  Energy  over 
Qnairter-  and  Half-wave  Lines.  45.  Equivalent  Circuit  of  a  Power 
Transmission  Line  containing  Uniformly  Distributed  Capacity.  46. 
Uniformly  Distributed  Capacity  in  Transformers  and  Alternating-current 
Machines.     47.  Distributed  Capacity  in  Lightning-protecting  Apparatus. 

40.  Tranamisflion  of  Power  over  Lines  containing  Capacity.     For 
transmitting  alternating-current  over  long  distances,  overhead  lines  are 

usually  employed.     The  capacity 


^jinrnipsw^-rnp^ 


biKi.  in. 


ejQfects  of  such  lines  are  compara- 
tively small,  except  at  very  high 
pressures.  Often,  however,  the 
current  must  be  taken  along  cables 
laid  in  the  earth  over  parts  where 
overhead  wires  cannot  be  used,  and 
the  capacity  of  these  sections  has 
to  be  considered.  A  simple  and 
approximate  calculation  of  the  capacity  effects  in  all  such  cases  can  be 
obtained  by  assuming  the  total  capacity  of  the  conductors  and  cables 
to  be  concentrated  at  the  centre  of  gravity  of  the  distributed  capacity. 
We  thus  get  the  equivalent  circuit  shewn  in  Fig.  124,  which  can  be 
treated  in  the  same  way  as  the  circuit  described  in  Chap.  VII.  By 
way  of  example,  we  shall  here  consider  the  case  where  the  load 
current  at  the  receiving  end  of  the  line  is  chiefly  used  for  driving 
induction  motors.  The  current  vector  will  then  move  over  a  curve 
which  will  be  approximately  a  circle  when  all  the  motors  are  uniformly 
loaded.  Let  this  circle  be  represented  by  Kf,  in  Fig.  125  and  the 
power  line  by  -/^/*  . 

By  inversion  of  this  circle,  we  get  the  load  impedance  z^.  To  this 
add  the  impedance  z.2,  and  then  a  second  inversion  gives  the  admittance 
y",  which  is  in  parallel  with  y„.     After  adding  y^  and  a  further 
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inversion,  we  get  the  impedance  z\  which  is  in  series  with  ^j.  Lastly, 
b}'  adding  x^  to  z  and  once  more  inverting,  we  get  the  load  current  in 
the  supply  circuit,  which  is  represented  by  the  circle  K.  All  the 
loss  and  power  lines  can  be  now  drawn,  but  it  will  here  suffice  if 


Fig.  125. 

we  merely  shew  the  line  P^Pj,  for  the  total  losses  and  the  resultant 
power  line  PoPjr>  ^^om  which  the  efficiency  and  maximum  power  of  the 
system  can  be  obtained. 

41.  Oondenser  Transformers.  In  1891  Boucherot  proposed  to  use 
condensers  to  transform  from  a  constant  pressure  to  a  constant  current 
or  vice  versa.  Such  transformers — known  as  condenser  transformers — 
were  employed  by  Boucherot  for  series  circuits— for  example,  for 
tunnels  or  gardens  lighted  by  arc-lamps  or  incandescent  lamps  in 
series,  in  which  cases  this  system  can  be  used  with  advantage. 

Three  systems  proposed  by  Boucherot  are  shewn  in  Figs.  126a-c. 
They  are  all  for  the  same  purpose,  viz.  for  obtaining  a  constant  current 
in  the  load  circuit  AB  independently  of  the  load,  when  the  supply 
pressure  P^  is  constant.  Considering  first  the  scheme  shewn  in 
Fie.  126fl:  we  have 

■    /=_^  J -I 

and  the  total  current 


.1  .2      .  \r^-jx^    jxj 
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The  supply  pressure  is  therefore 

p,=e-ijx,^e(i =^--^^) 

Choosing  the  reactances  x^  and  x„  equal,  then  the  current  in  the  receiver 
circuit  will  be  p  p 

/=/£l    or    4  = -I. 

•  *    '  ail  'h 

That  is,  with  constant  supply  pressure  Pj,  the  current  /j  in  the  load 
circuit  is  constant,  and  is  thus  independent  of  the  load  resistance. 


if 


A 


P, 


jrHfc 


JUSn- 


1 

A 

h — JF — ' 

.X    .SLSl. 

.,    .^^ 

? 


Fio.  126a. 


Pio.  1266. 


Pio.  126e. 


The  total  current  I^  is 

7,=£(-L..-+JL), 


but 

hence 

or 


Ji-^y^i+(x.-x,f. 


Thus  the  total  current  is  a  minimum  when  X2  =  x^.     In  this  case 

When  the  load  circuit  is  open  (i.e.  no-load)  ?2=oo,  and  /,  will 
therefore  be  infinite ;  whilst  when  the  load  resistance  is  short-circuited, 
(i.e.  ?'.2  =  0),  /j  =  0.  In  other  words,  no-load  in  the  load  circuit  acts  as  a 
short-circuit  to  the  supply  terminals,  and  conversely,  short-circuit  in 
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the  load  circuit  acts  as  no-load  to  the  supply  circuit.  For  this  reason, 
care  must  be  taken  that  the  circuit  is  not  broken  when  a  lamp  is 
extinguished.  This  is  effected  by  connecting  choking  coils  in  parallel 
with  the  lamps,  or  by  using  a  small  transformer  for  each  lamp.  In 
the  latter  case  all  danger  of  short-circuit  is  removed. 

Of  the  different  schemes  given  above,  that  iu  Fig.  126c  is  the  best, 
since  here  the  current  L  is  zero  when  the  load  circuit  is  short-circuited 

(^2  =^  ^)'  instead  of  /^  =  — i,  as  in  the  other  two  cases. 

Recently  the  condenser  transformer  has  also  been  used  for  producing 
pulsations  of  high  pressure  and  frequency.  If,  for  example,  a  path 
containing  inductance,  resistance  and  a  spark-gap 
is  placed  in  parallel  with  the  condenser  (Fig.  127), 
electric  pulsations  will  be  set  up,  provided  the 
self-induction  L^  is  made  large  enough  compared 
with  the  resistance  r^.  When  an  alternating 
pressure  Pj  is  applied  at  the  supply  terminals,  a 
lar^e  pressure  will  be  set  up  across  the  gap  and 
will  give  rise  to  a  spark.  The  pressure  then 
falls  immediately,  and  the  spark  is  extinguished 
by  the  rising  air  warmed  by  itself.  This,  how- 
ever, is  scarcely  completed  when  the  pressure 
again  rises  and  produces  a  further  spark.  In 
this  manner,  sparking  will  continue,  and  the 
frequency  c^ — which  only  depends  on  the  con- 
stants of  the  receiver  circuits — will  be  found  to  be  the  natural 
frequency  of  the  circuit,  viz.: 


Pio.  127. 


-1  /i^  /ji.V 


This  frequency  is  almost  invariably  much  greater  than  that  of  the 
applied  pressure.  The  oscillations  in  the  receiver  circuit  produce 
similar  oscillations  in  the  supply  circuit  also.  When  the  natural 
frequency  is  much  greater  than  that  of  the  supply  pressure,  the  oscilla- 
tions disappear  during  the  time  the  condenser  is  discharged. 

42.  Transmission  of  Power  over  Lines  containing  Distributed 
Capacity.  We  now  come  to  the  most  general  case  of  the  transmission 
of  power  by  alternating-currents.  We  commence  by  considering  the 
physical  occurrences  in  the  conductors  and  in  neighbouring  bodies. 

Let  a  constant  alternating  b.m.f.  act  at  the  supply  terminals  of  a 
long  two-wire  system  used  for  the  transmission  of  a  single-phase 
alternating-current  to  the  receiver  circuit  which  contains  the  load. 
At  any  instant,  every  point  in  the  line  will  have  its  own  definite 
potential.  Regard  the  earth  as  having  zero  potential.  In  oi-der  to 
give  the  line  its  potential,  a  certain  charging  current  is  necessary, 
and,  since  there  are  both  conductors  and  dielectrics  in  the  electro- 
static field  due  to  the  line-poCential,  this  charging  current  will  be 
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dependent  on  the  constants  of  these  bodies,  and  may  be  quite  con- 
siderable. Moreover,  every  conductor  has  imperfections  in  its 
insulation,  through  which  a  quantity  of  electricity  proportional  to 
the  potential  difference  passes.  To  this  latter,  we  must  also  add  the 
escape  of  electricity  into  the  air — known  as  "  silent  or  glow  discharge  " 
(corona). 

This  potential — which  varies  from  point  to  point  along  the  line — 
requires  a  current  due  to  which  an  electromagnetic  field  is  formed 
around  the  conductor.  Moreover,  this  current  is  not  constant  at 
every  section  of  the  conductor,  but  varies  according  to  the  quantity 
of  electricity  required  for  charging,  for  insulation  leakage  and  for 
discharge  into  the  air. 

The  above,  however,  applies  only  to  what  happens  at  any  particular 
instant,  for  the  applied  B.M.F.  is  not  constant,  but  is  a  function  of  the 
time.  For  the  time  being,  assume  that  the  pulsating  E.M.F.  follows  a 
sine  law. 

Both  the  electrostatic  and  the  electromagnetic  fields  vary  with  the 
time.  Owing  to  the  pulsation  of  the  electrostatic  field,  energy  is 
consumed  in  the  insulating  media.  This  causes  a  loss-current,  which 
is  in  phase  with  the  potential  difference  at  the  respective  point.  The 
presence  of  foreign  bodies  in  the  field  causes  an  increase  in  these 
displacement  currents ;  to  this  also  belongs  electrostatic  influence.  The 
displacement  currents  can  be  resolved  into  two  components,  one  of 
which  is  in  phase  with  the  difference  of  potential,  and  the  other  dis- 
placed 90*  from  it. 

The  alternating  electromagnetic  field  induces  K.M.F.'s  both  in  the 
line  itself  and  in  outside  conductors.  The  B.M.F.'s  induced  in  the  line, 
i.e.  the  e.m.f.'s  of  self-induction,  can,  under  certain  conditions,  cause 
an  unequal  distribution  of  the  current  over  the  cross-section,  which 
will  cause  an  increase  in  the  ohmic  resistance  of  the  line  {shin^ffed). 
The  closed  conductors  lying  in  the  electromagnetic  field  act  as  trans- 
former secondaries  with  the  transmission  line  as  primary.  Hence  in 
the  closed  secondaries  current  will  flow  which  will  react  on  the  main 
conductor  (mutual  induction). 

These  e.m.f.'s  of  mutual  induction  can  also  be  resolved  into  an 
energy  component  in  phase  with  the  current,  and  an  idle  component 
at  90'  to  the  same.  The  latter  component  decreases  the  apparent 
self-induction  of  the  line.  Eddy  currents  can  also  be  added  to  the 
currents  in  adjacent  conductors. 

The  electromagnetic  field  produces  losses  in  magnetic  bodies  due  to 
hysteresis;  these  losses  can  be  approximately  allowed  for  by  an 
increase  in  the  ohmic  resistance,  since  the  field  strength  is  nearly 
proportional  to  the  current,  so  long  as  the  field  is  weak. 

Fig.  128  shews  a  two- wire  transmission  scheme,  representing  the 
effects  that  have  just  been  discussed  above. 

We  now  make  the  assumption,  without  which  calculation  is  difficult, 
that  the  conductor  is  uniform,  sq  that  the  constants  of  the  conductor 
per  unit  length  can  be  given.     The  calculation  of  these  constants  is 
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complicated  and  inexact,  since  they  depend  on  the  frequency,  the 
pressure  and  the  atmospheric  conditions. 

Frcmke*  and  Breisig}  have  shewn,  however,  how  these  constants 
can  be  determined  by  simple  measurements.  A  conductor  can  be 
represented  by  four  constants,  which  we  may  suppose  to  have  been 
experimentally  determined. 

Since  these  measurements  and  calculations  must  serve  as  the  foun- 
dation in  working  out  new  installations,  we  shall  briefly  summarise 
them  here,  and  shew  the  influence  which  the  constants  exert. 

r^  denotes  the  equivalent  ohmic  resistance  per  kilometre  by  which 
the  current  /  must  be  multiplied  in  order  to  obtain  the  pressure  in 
phase  with  the  current.  This  pressure  drop  is  due  to  the  ohmic 
resistance  of  the  line  and  the  watt  components  of  the  pressures 
induced  by  the  resultant  electromagnetic  field. 

x^  denotes  the  equivalent  reactance  per  kilometre  by  which  the 
current  /  must  be  multiplied  in  order  to  obtain  the  e.M-F.'s  which 
the  current  leads  by  90*.  These  e.m.f.'s  are  the  wattless  components 
of  the  E.M.F.*s  induced  by  the  resultant  electromagnetic  field. 


I, 
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Fio.  128. — Single-phaae  Traiumifision  Line  with  Distributed  Capacity. 


g,  denotes  the  equivalent  conductance  per  kilometre  by  which  the 
pressure  P  must  be  multiplied  in  order  to  get  the  currents  in  phase 
with  the  pressure.  These  currents  are  due  to  the  losses  in  the 
insulation  and  the  air,  and  to  the  watt  components  of  the  displace- 
ment currents  induced  by  the  electrostatic  field. 

bi  denotes  the  equivalent  susceptance  per  kilometre  by  which  the 
pressure  P  must  be  multiplied,  in  order  to  get  the  currents  which 
lag  90**  behind  the  pressure.  These  currents  are  the  wattless  com- 
ponents of  the  displacement  currents  induced  by  the  resultant 
electrostatic  field. 

Writing  symbolically,  we  get 

where  L  is  the  single  length  of  the  line  in  kilometres. 
Let  tne  pressure  at  the  receiver  terminals  be 


and  the  constants  of  the  line  and  load,  i.e.  ^g  ^"^  ^2>  ^®  given ;  we 
can  then  calculate  the  pressure,  the  current  and  their  phase  displacement 


A.C. 


^2  =  ^2>/2  sin  to/, 

ine  and  load,  i.e 
ire,  the  current  ai 

E.  T.Z.  1891,  Heft  35.  t  E,  T.Z.  1899,  Heft  10. 
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at  any  point  in  the  line.  When  this  is  done,  we  shall  be  able  to 
find  the  load  on  the  supply  station. 

At  a  point  P  distant  /  from  the  receiver  station,  we  have  a  pressure 
p  =  PJ2  sin  (W  -f  xj/)  and  a  current  i  =  1^2  sin  (<u^  +  ^  -  <j!>). 

Since  the  sinusoidal  terminal  pressure,  under  steady  conditions, 
always  produces  sinusoidal  currents  and  pressures  throughout  the 
whole  system,  it  is  not  necessary  to  deal  with  momentary  values  in 
this  case,  so  that,  for  the  sake  of  simplicity,  we  will  introduce  the 
symbolic  expressions  P  and  /  and  use  these  for  the  preliminary 
calculations.  In  the  formulae  deduced,  we  can  then  return  to  the 
instantaneous  values,  where  these  assist  in  explaining  the  same. 

Let  I  be  negative  when  taken  in  the  direction  of  the  flow  of  energy, 
and  positive  when  taken  in  the  opposite  direction  ;  then,  in  the  element 
dl  of  the  conductor,  the  increase  of  current  is 

rf/=i>f-'rf?    or     ^=pf'. 

Further,  the  iTicrease  of  pressure  in  the  conductor-element  dl  due  to 
the  current  /is  , 

dP=I^^dl     or     ^i^J^> 
'  l^  dl     '  l^ 

By  diiFerentiating  these  two  equations,  we  get 


.{75) 


dp~  dl  ir  k 

'^"'^  -dP'-dlt  =  ^-il- 

These  two  equations  are  homogeneous  linear  differential  equations 
of  the  second  order,  and  their  indefinite  integrals  are  : 

p^^a/'^'Ub.'^'^^I 

and  I^JHA/^^LBr'^'^'fl 

where  A  and  B  are  the  constants  of  integration.     These  can  be  deter- 
mined thus : 

At  /  =  0,     iP  =  P2     and     7  =  /^. 

Substituting  these  in  the  above  : 

A  =  4  +  ^ 

and  I,  =  ^J^J{A-B), 


Digitized  by 


Google 


TRANSMISSION  OF^POWEK  131 


or  A  = 


A+/.VE 


V' 


and  B ^ 


Hence 

P  =  i/'jV€     •    '■  +  *        •    ''/  +  i/2A/^V      •    ''-«        •    ''/   (76) 

and     /=J/2^€     •  '»  +  €       •  '*^  +  i/^2V     ^     '      ^^       "    '''•••••  (77) 
Substituting,  for  the  sake  of  brevity, 

we  can  now  measure  the  values  of  P^  and  /^  at  the  supply  terminals, 
where  Z  =  /^  for  the  following  two  cases  as  suggested  by  A.  Framke : 

(1)  At  no-load,  i.e.  the  receiver  terminals  are  open  and  the  current 
Tg  in  the  receiver  circuit  is  zero, 

Ao     *^^     Mz^^^yiM  +  ^-^m^ 

Pf)  can  be  called  the  apparent  admittance  of  the  conductor.     Further, 
the  pressure  at  the  receiver  terminals  at  no-load  is 

P^-^l? (78) 

(2)  At  shari-drcuity  i.e.   the   resistance  and  therefore  the  pressure 
between  the  receiver  terminals  is  zero ;  i.e. 

^2  =  0 


y/2rf 


and  /-^.  _     U,^,..-,-^f 

Zg  may  be  called  the  apparent  impedance  of  the  conductor.    The  short- 
circuit  current  at  the  receiver  terminals  is 


h=-f ■ (79) 

By  the  division  and  multiplication  of  z^  and  ^q,  we  get 

^  =  Jand?.j^o=l-J, (80) 
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Then,  by  introducing  C,  y,  and  ?,,  we  get  the  equations  for  the 
supply  pressure  and  current : 

-'J'  +  Zx/i,  (81) 

and  /,  =  C{I,  +  yoP,)  -  %(1  -  z,y,)  +  y^P, 

=  §  +  yoA (82) 

and  I^=C{I,-y,P,).j  ' 

Since  these  equations  hold  in  general  for  the  pressures  and  currents 
in  any  particular  part  of  the  conductor,  and  the  constants  (7,  ^q  and  Cjr 
of  this  part  are  independent  of  anything  that  lies  beyond  its  limits, 
it  will  be  seen  that  the  equations  are  sufficient  for  calculating  the 
electric  conditions  at  any  part  of  the  line. 

It  is  sufficient  therefore  to  know  the  constants  r^t  x^^  gi,  h^  or  C,  y^,  Zg^  and 
the  electric  conditions  at  any  point  of  the  conductor ,  i/n  order  to  be  able  to 
calculate  the  electric  conditions  for  any  other  point  of  the  conductor.  The 
three  characteristic  magnitudes  of  the  conductor  (7,  y^  and  Zg  are  de- 
termined by  the  short-circuit  and  no-load  experiments. 

The  calculation  of  these  three  quantities  can  then  be  carried  out 

either  graphically  or  analytically.     In  both  cases  we  start  from  €  'f *• 
We  have 

Working  out  the  root,  we  get 

k^-l^^^gir^-bfc^, 
1\fi  =  g^^  +  hr^ 
and  A2  +  ;*2^v/(/+6?)(r^4^xJ), 

from  which  we  get  the  following  expressions  for  X  and  fx : 

and  A*  =  x/iW(^  +  ^D(^.  +  ^:)"(^'^^-^-J 

The  quantities  X  and  /x  depend  only  on  the  electric  properties  of  the 
line  per  unit  length  and  the  frequency,  and  for  a  system  with  uniform 
conductors  can  be  calculated  once  for  all. 

Since  6,  is  a  capacity  susceptance  and  yi  =  {gi  -jb^li^  then  6,  is  always 
positive,  ft,  whose  sign  is  determined  by  the  product  2A/[i,  will  then 
also  be  positive  as  a  rule. 
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In  calculating  the  phenomena  in  long  conductors,  it  is  also  useful 
to  know  the  following  ratio : 

where  ^i  is  a  positive  angle. 

43.  Gnrrent  and  Pressure  Distribution  in  Lines  with  Unifoimly 
Distributed  Capacity.  By  means  of  the  constants  A  and  /a,  the  value 
of  the  current  and  pressure  along  the  line  can  also  be  calculated.  For 
this,  it  is  best  to  start  from  the  equations 

If    ^         • 

'  yd 


and  use  the  transformation 

^i(A  - ;»i  ^  ^iXi^TJMi  ^  ,±A«  ^^g  f^^l  -y  gin  ^y  ' 

We  then  get  the  following  expressions  for  the  pressure  and  current  at 
any  point  in  the  line : 

P  =  (4€^' +  ^e-^)cos  fiZ -;  (^€^' -  ^e-^')8in /i^ 

and  f=J^  {{A^^^B€'-^)coafil-j(A^^  +  B€-''^)6miil}. 

The  two  constants  A  and  B  represent  pressure  vectors,  and  can 
be  written 


2  ^ 


and  B  = iVl^.^P^i^B, 

Substituting  these  expressions  in  the  equations  for  F  and  7,  we  get 

and  /=  JVl  {Pj^-:fi-y+J^A  -  P^-(^ -»i+i*B} 
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Turning  now  from  the  symbolic  expressions  to  the  momentary  values, 
the  pressure  will  be 

p  ==  P^€^'sin (u)/  ■\-id-}p^)-\-I\i~ ^'sin (W  -  /x/  -  ^^ 

and  the  current 

-P*Jl'€-^'s\n[mt-^l-^,-l{tl^,-f,)]. 

These  equations  shew  that  at  any  instant  both  /)  and  i  vary  along 
the  conductor  after  a  sine  wave.     If  we  consider  the  momentary  values 

at  the  end  of  the  line  and  at  a  distance  -  from  the  end,  it  will  be  seen 

that  these  have  opposite  values.  This  shews  that,  in  very  long  con- 
ductors, at  different  points  the  pres.sures  oppose  one  another  and  the 
currents  flow  in  opposite  directions. 

Since  the  cuiTcnts  and  pressures  at   points  along  the  line  /  =  — 

apart  have  the  same  phase,  the  length  of  the  current  and  pressure 


o^ 


waves  is  -— .  From  this  it  is  further  seen  that  the  waves  require  a 
complete  period  lT=-j  to  traverse  the  distance  — ,  and  since  the 
frequency  is  c  cycles  per  second,  the  speed  at  which  the  wave  travels  is 

"  /*  ~/^ 
Hence   the  currents   and   pressures   in   long  lines  travel  at  finite 

velocities  which  depend  only  on  the  constants  of  the  line. 

If  we  neglect  the  losses  in  the  line,  i.e.  put  </i  =  0  and  r^  =  0,  we  have 

and  the  speed  at  which  the  waves  travel  will  be 

where  L^  and  C,  represent  the  self-induction  and  capacity  of  the  line 
per  kilometre. 

As  will  be  seen  later  on,  the  speed  at  which  the  electric  waves  travel 
along  a  conductor  approaches  the  velocity  of  light,  viz.  300,000  km/sec. 

Thus  the  current  and  pressure  waves  pass  along  a  long  transmission 

line  of   100  km  in   1/3000  sec,  i.e.  with  a  frequency  of  50,  during 

c         1 
— __=  —   cycle,  which    corresponds  to  a  phase  displacement  of   6* 

between  the  momentary  values  at  the  two  ends. 

The  expressions  for  p  and  i  are  made  up  of  two  parta,  one  of  which 
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increases  with  the  distance  I  from  the  receiver  terminals,  whilst  the 
other  decreases  in  the  same  direction. 

The  phase  displacement  between  these  two  waves  at  a  point  along 
the  line  is  ^b-^a  +  2/:*/,  i.e.  it  increases  with  the  distance  from  the 
receiver  terminals. 

The  second  wave,  therefore,  can  be  regarded  as  the  reflection  of 
the  first  wave,  the  point  of  reflection  lying  beyond  the  receiver 
terminals.  The  second  wave  lags  ^^  ~  ^^  more  behind  the  first  than 
the  lag  corresponding  to  the  time  during  which  the  wave  travels  from 
the  point  in  question  to  the  receiver  terminals  and  back. 

It  is  also  interesting  to  note  that  the  resultant  pressure  wave  is 
formed  from  the  sum  of  the  outgoing  and  the  reflected  pressure  waves, 
whilst  the  resultant  current  wave  equals  the  difference  between  the 
outgoing  and  reflected  current  waves. 

This  is  also  clear,  for  at  any  point  in  the  line  the  pressures  must 
add,  whilst  the  current  must  be  the  difference  between  that  flowing 
towards  the  receiver  terminals  and  the  reflected  current  flowing  back 
to  the  generator. 

In  addition,  each  current  wave  lags  i  (^^  -  ^/)  in  phase  behind  the 
pressure  wave  producing  it. 

Since  the  two  separate  waves  move  along  the  conductor  like  waves 
on  the  surface  of  water,  they  can  be  regarded  as  progretalTe  waves, 
while  the  resultant  waves  are  similar  in  character  to  a  statioiiary  wave. 

(a)  In  the  special  case  where  the  receiver  terminals  are  open  and  the  line 
losses  fu^ligMe,  ^^^^    ^^^.cjlifi., 

thus,  at  any  point  in  the  line, 

and    i  =  ^P^^j^  [sin(W  f  fil)  -  sin  ((ot  -  ft/)]  =  Pg  xl-r-  cos  od  sin  /*/, 

whence  follows  /=  Pa/, 'tan /J. 

In  this  special  case,  therefore,  the  resultant  current  and  pressure 
waves  poflsess  the  same  properties  as  stationary  waves  with  nodes  and 
loops  well  known  in  acoustics.     At  the  points 

,_^      TT      27r      Sir      47r 
fi       fi        ft        fi 

the  current  is  always  zero,  whilst  between  these  points  it  pulsates 
between  a  maximum  and  minimum.  At  the  first  points  we  have 
nodes,  at  the  others  loops  of  the  current  wave. 
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The  pressure  wave  which  leads  the  current  wave  by  90**  both  in 
space  and  time  has  its  nodes  at  the  positions  l=r,l\^-,"y  and  it« 
loopsat/  =  0.'^,  2-    3=^ "-'""' 

fJ.       fl         fX 

If  the  length  of  the  line  is  ^^  =  -]!-,  as  in  Fig.  129,  then  in  this  special 
case,  where  A  =  0  and  /o  is  zero,  no  applied  pressure  is  necessary  to 


Flo.  12i). 

pj-oduce  large  current  and  pressure  waves  in  the  line;   a  condition 
we  have  already  denoted  as  p'essure  resonance. 

It  may  also  be  mentioned  that  the  ratio  of  the  current  to  the 

pressure  waves  is  the  sanle  everywhere,  viz.  a/—. 

(b)  We  will  also  consider  the  opposite  case  to  no-load  in  the  receiver 
circuit,  namely  that  in  which  the  receiver  tenninaJs  are  short-circuited  and 
the  line  losses  negligible. 


hence 


and 


P  ~  h\T^  <^os  (at  sin  /J, 


i  —  h  sin  W  cos  id 
F^I^^f  tan  fxl. 


In  this  case  also  we  get  a  stationary  wave,  as  shewn  in  Fig.  130, 


Sir 


in  which  the  current  loops  occur  at  1  =  0,  -,  —,  —^  etc     and  the 
pressure  loops  ^^  ^  =  27j!  2~'  2  *  ^^'  ^  conductor  whose  length  is 

J   of  the  wave-length,   no  current  will   flow   in   the  short-circuited 
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conductor  even  with  a  large  applied  pressure  at  the  terminals.  This 
condition  corresponds  to  curreid-resoruince. 

From  the  above  it  follows  that  stationary  toaves  can  only  he  produced 
with  the  receiver  circuit  either  ap&ii  or  short-circuited  and  negligihU  line 
losses.  When  one  of  these  conditions  is  not  fulfilled,  the  current  and 
pressure  waves  travel  along  the  conductor  at  a  speed  approaching  that 
of  light  in  a  vacuum. 

With  normal  loads,  therefore,  it  is  best  to  deal  with  the' outgoing  and 
reflected  waves,  and  from  the  ratio  between-  the  amplitudes  of  th^se 
two  waves  at  the  receiver  terminals  and  their  phase  displacement 
{^a-  ^a\  calculate  the  current  and  pressure  waves  over  the  whole  line. 
At  the  receiver  terminals,  where  /  =  0,  the  relation  between  the  ampli- 
tudes of  the  reflected  and  outgoing  waves  is 

or  =^  [cos(^^- V^^)+>sin(^^-^^)]. 

The  formula  shews  also  that  the  reflection  is  only  complete  when 
Pj=  ±Pb  and  ^^=  ^^,  which  is  only  the  case  at  no-load  or  short-circuit. 


P. 

Ps 


'_P_s 

p. 


^J(*b-^a) 


Fio.  130, 

The  kind  of  reflection  under  normal  conditions  depends  both  on  the 
load  at  the  receiver  terminals  and  on  the  line  constants. 

For  the  case  when  the  ratio  of  the  resistance  of  the  line  to  the 
self-induction  is  the  same  as  that  of  the  conductance  to  the  capacity, 

Le.  when  ^'*=??,  then 

Such  a  line  is  by  0.  Heaviside  termed  distortionless. 
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Suppose,  further,  the  load  in  the  receiver  circuit  is  non-inductivo;  then 

and     ^,=  ^^^  =  ^j  =  0. 


4t 


Under  these  conditions,  the  outgoing  waves  are  reflected  at  the  same 
angle  as  they  arrive  at  the  receiver  terminals.  The  reflected  waves 
are  weaker,  however,  the  greater  the  load,  and  vanish  entirely  when 

that  is,  when  the  electrostatic  energy  due  to  the  receiver  pressure 
equals  the  electromagnetic  energy  due  to  the  receiver  current  and 

stored  around  the  line.  For  this 
special  case  where  the  reflected 
wave  vanishes, 


p  =  (P^  +  I^^'^y' am  (U  +  fd), 


P 
1' 


P,  +  I, 


Vrf 


h+p^ 


rye; 


Ic, 

It  follows  further  that  the  angle 
of  phase  displacement  between 
current  and  pressure  is  zero,  i.e. 
cos  </»=!,  at  every  point  in  the 
line,  which  distinguishes  the  pro- 
gressive wave  in  the  circuit  free 
from  disturbance  from  the  station- 
ary wave.  We  also  see  that  the 
phase  displacement  chiefly  depends 
on  the  phase  difference  in  the 
receiver  circuit  and  to  a  much  less 
extent  on  the  relation  between 
the  electrostatic  and  the  electro- 
magnetic energy  stored  in  the  fields 
around  the  conductors  at  a  given 
load.  If  these  two  quantities  of 
energy  are  kept  equal,  the  phase 
displacement  between  the  receiver  station  and  the  generator  station 
will  not  change  much.  If  the  electrostatic  energy  preponderates,  the 
phase  displacement  will  be  less,  and  vice  versa  when  the  electromagnetic 
energy  is  the  greater.    In  designing  long  lines,  therefore,  it  is  necessary 


Fig.  181. 
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to  see  that  these  two  quantities  of  energy  are  such  as  to  give  the 
best  conditions  of  working.  In  Chap.  IX.  we  shall  see  that  the 
efficiency  of  such  a  transmission  line  is  highest  when  7^^/=  llvay  that  is, 
when  the  no-load  losses  with  normal  receiver  pressure  equal  the  short- 


Fio.  132. 

circuit  losses  with  normal  receiver  current,  and  this  is  the  case  when, 
as  above,  the  power  factor  throughout  the  line  is  unity. 

In  Fig.  131  the  values  of  /and  P  are  set  off  both  in  magnitude  and 
direction  along  the  polar  co-ordinates  for  a  power  transmission  line 
with  abnormal  conditions.  The  plotted  points  correspond  to  fi/=  15  . 
The  pressure  P^  at  the  end  of  the  line  coincides  with  the  ordinate  axis. 
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The  vector  /g  lags  <f>2  behind  Pg.  By  projecting  the  radii- vectores  of 
these  two  curves  on  to  the  rotating  time-line,  we  get  the  momentary 
values  of  the  pressures  and  currents  at  every  point  along  the  line^ 
These  instantaneous  values  are  represented  in  Fig.  132  as  functions 
of  the  length  of  the  line  for  six  different  instants  of  time  taken  ^^  of  a 
complete  period  from  one  another. 

From  these  curves  it  is  clearly  seen  that  the  pressure  and  current 
vary  after  a  sine  law  along  the  line,  and  at  the  same  time  we  see  how 
the  pressure  and  current  waves  progress  along  the  line. 

44.  Transmission  of  Energy  over  Qiulrter-  and  Half-wave  Lines. 

We  have  just  seen  that  very  long  lines  with  negligibly  small  line 
losses  have  certain  peculiarities.  The  current  and  pressure  waves  are 
stationary  when  the  receiver  terminals  are  either  short-circuited  or 
open.  We  will  now  see  how  these  lines  behave  when  line  losses  are 
present. 

Quarter-^vave  Trans7nission  Line,  We  will  first  consider  a  line  whose 
length  is  a  quarter  of  the  wave-length  of  the  current  and  pressure 
waves.     Such  a  line  we  can  call  a  quarter-wave  transmission  line. 

Then  ^?j  =  |, 

whilst  X  is  not  zero. 
It  then  follows 

,±(A«i  -Mil)  ^  ^±^1  (cos  fd.^  +;  sin  fxl^)  =;€=^^'s 
and  the  constant  G  of  the  line  will  be 

^(A  -  JM)^  ^  ^  -  (A  -j,s.)li  _  ^Xli  ^  ^  -  A^i 

(7= 2 "-^ 2 "  "  ^^^  ^^^1^' 

whilst  Cz^  =  J?^  '- ^ 


c.=vr 


y{        2 


=  - J^J/cosCfXg 

p*-       -,' A'cosO-Wi). 

The  pressure  and  current  at  the  supply  terminals  will  then  be, 
from  equations  81  and  82, 

Pi  =  CP^  +  CzJ^  =  -  Asin  (j\U)  -jh\l-  cos  (jXk) 
and  /i  =  C/g  +  Cy^P.,  =  -  /g  sin  (JXl^)  -jP^J^cos  (j\l,). 
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From  this  it  is  easy  to  see  the  influence  of  the  load  in  the  receiver 
circuit  ind  that  of  the  line  losses  on  the  load  in  the  supply  circuit. 
If  we  put,  for  example,  X  =  0 ;  by  making  the  line  losses  negligible,  then 


and  ll=.iih. 

Such  a  line  therefore  behaves  like  Boucherot's  condenser  transformer, 
converting  a  constant  pressure  into  a  constant  current,  and  conversely. 
Thus  if  we  wish  to  increase  the  current  in  the  receiver  circuit,  the 
supply  pressure  must  be  raised ;  whilst  if  the  receiver  pressure  is  to  be 
raised,  the  current  in  the  supply  circuit  must  be  increased  accordingly. 
Since  no  losses  occur  in  the  line,  the  supplied  energy  equals  the  received 
energy,  and  since,  further,  PJi  =  -  Pjz,  the  phase  displacement  in  the 
supply  station  equals  that  in  the  receiver  station. 

Examining  the  effect  of  the  line  losses  on  the  load  in  the  supply 
station,  these  occur  in  the  first  two  terms  of  the  expressions  for 
Pj  and  /|,  viz.  in 

Pg  sin  (jXl^ )    and     /^  sin  {j\l^ ). 

Since  X/,  is  comparatively  small,  the  sine  can  be  replaced  by  the  anrie, 
and  we  get  for  the  two  loss  components,  Pqj^i  and  I^j^U-  '^^^  "^® 
losses  are  thus  directly  proportional  to  AZj,  a  quantity  which  can  be 
calculated  as  follows :  \  7  \ 

Since  2  A/x = gf^^  +  ^r^ 

and  /a2  2l  bflay 

then  —  21  —  +  ,-• 

where  5,  is  to  be  taken  as  positive.     Since  we  also  put  cos(;X?j)  =  l, 

A->[/■,K^t)*/■^|] 
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If  the  load  in  the  receiver  circuit  is  non-inductive,  which  is  best  in 
such  long  transmission  lines,  and  we  take  —  =  '^-i  then  V"  =  Vs^*  *"^ 

the  phase  displacement  at  the  supply  station  will  thus  be  zero  also, 
i.e.  cos<^=  I  in  both  the  supply  and  receiver  stations. 

nAKpL 


19  »  M         ^  scxmfKlf 

— -^ 

Fig.  133. —Load  Curves  of  a  Quarter-wave  TransmiAsion  Line. 


In  Fig.  1 33,  the  load  curves  of  the  supply  and  receiver  stations  of  a 
quarter-wave  transmission  line  are  shewTi  for  constant  receiver  pressure, 

and  cos<^2='^'^^- 

The  supply  pressure  increases  rapidly  along  a  straight  line  with 
increasing  load,  whilst  the  supply  current  only  increases  slightly,  but 
also  along  a  straight  line.  The  increase  in  current  serves  to  cover  the 
line  losses  as  they  increase  with  the  load.  This  method  of  transmis- 
sion has  recently  been  fully  treated  by  Steinmetz,  who  illustrated  its 
practical  value  for  very  long  lines.  At  50  cycles,  the  length  of  the 
transmission  by  means  of  the  quarter- wave  line  is  about 

- — -—=1500  km. 
4  x50 

Ilalf-ioave  Transmimon  Line,  Here  the  length  of  the  line  equals 
half  a  wave-length,  i.e.  ^i  ^^^ 

whilst  A  is  not  zero. 

It  then  follows  that 


^±(Aii-jftZi)^^±Ai, 


(cos/i/,+ysin/x/i)  = 
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The  line  constant  is  then 

(7= ^^ = _ ==  _  cosO'Xg, 


whilst  Cz.       "'" 


and  Cy^^j  J^  Bin  (jXl,). 

The  pressure  and  current  at  the  supply  terminals  are,  accordingly, 

=  -P2Cos(;A^i)+;72A/~sin(;^^), 
and  h^Ch  +  CyJ'.^ 

=  -  /2COS  (;A/i)  ^jP^J^sin  O'A/i). 

If  the  line  losses  were  negligible,  i.e.  A.  =  0,  then  we  should  have 

P^^-P^    and     I^=-I^, 

Consequently,  the  line  behaves  under  steady  working  conditions  like 
a  line  possessing  no  resistance,  inductance  or  capacity.  Taking  the 
line  losses  into  account  and  making  the  same  assumptions  as  above, 

cos  (j^li)  =  1 

•■■•i  .iiio«,)=i«,-j|(^  +  |). 

/.--/,-f.^^i(|.f), 

which  are  quite  obvious.     At  50  cycles,  the  length  of  a  half-wave  line 

300000 
is  about  -^ — ^  =  3000  km.     The  current  and  pressure  vectors  in 

Fig.  131  correspond  to  a  half-wave  transmission  line  where  the 
electrostatic  energy  predominates.  The  current  in  the  receiver  circuit 
lags,  whilst  that  in  the  supply  circuit  leads.  The  losses  in  this  line 
are  chosen  unduly  large,  as  clearly  seen  from  the  relation  between 
/aPgand/iPi. 
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46.  Eaoivalent  Circuit  of  a  Power  Transmission  Scheme  containing 
Unifonnly  Distributed  Capacity  in  the  Line. 

First  Form  of  EqumUent  Circuit,  In  Section  40,  the  total  capacity  in 
the  line  was  replaced  by  a  capacity  concentrated  at  the  centre  of 
gravity.  We  shall  now  shew  that  this  is  allowable  in  the  case  of  a 
uniform  conductor,  provided  the  capacity  and  the  impedances  of  the 
equivalent  circuit  are  properly  chosen. 


^ 


nmrppPT 


XS 


w 


'WWTJO'O"^ 


JJL 


Pio.  184. 


Consider  the  circuit  in  Fig.  134 — we  have  the  following  equations : 

/.=y,c(A+/2i;t;) 


and 


A =/.+/, = Ci,j>, + i/f^^ + 1„ 


or  /,  =  C'(/2  +  Vo)- 

Similarly  for  the  supply  pressure : 

P  -P  4-1  —^-4-7  -  • 


^  p    ,    r        .      I    p  'K{fo\         Y     * 

-•■r3  +  /2r:i.7T'*'Ai  ^n  '^^'^\jf.c' 


Zjfi 


'i  +  (; 


or,  putting  z^y^  =  1  - 


P,^C(P^^hz^). 


Thus  we  get  the  same  equations  for  the  circuit  in  Fig.  134  as  for 
the  uniform  power  transmission  line  with  uniformly  distributed  capacity 
(cp.  equations  (81)  and  (82)),  and  the  effects  of  the  latter  can  nearly 
all  be  simply  deduced  from  the  equivalent  circuit. 

The  admittance  y^  of  the  equivalent  circuit  is 

y-=Cyo  =  iJ^{/^'>-«-^^'-') (85) 

and  the  impedance  z  is 


1+6' 


!  +  « 


'+« 


(86) 
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Second  Form  of  Equivalent  Circuit,  The  equivalent  circuit  just  deduced 
has  the  form  of  a  three-phase  star,  as  we  shall  see  in  Chap.  XVII.  It 
is  shewn  there  that  every  star-system  can  be  reduced  to  an  equivalent 
mesh-system.      Such  a  mesh-system  is  shewn  in   Fig.   135.      Every 


J 


Pio.  135. 

uniform  transmission  line,  therefore,  can  be  replaced  by  a  circuit  like 
that  in  Fig.  135.     The  three  branches  of  this  circuit  have  the  constants 

C 

To  prove  this  we  derive  the  following  equations  for  the  equivalent 
circuit : 

/l  =  /2  +  P2ya  +  [(/2  +  P^Va)?  +  A]?^« 

Qi 
1  +  ;?y„  =  1  +  VVo  ^  '^  fj     (see  eq.  80,  p.  131.) 

Hence  we  have 

/,  =  Q/2+(i  +  C0^2y.'=CX/2+Ayo). 

Similarly,  for  the  supply  pressure  : 

f,  =  A  +  (/2  +  i^2y«)? 

^CP^-\-hz  =  b{P^,  +  hz^Y 

We  thus  get  the  same  equations  (81  and  82)  for  this  circuit  as  those 
deduced  for  the  transmission  line.  The  following  formulae  serve  to 
determine  the  constants  of  this  equivalent  circuit : 


Here 


where,  as  before  from  eq.  80, 


2  +  €       '.''+€  '. 


.(87) 


6"^  = 


A.C. 


1  -  -if  yo 

K 
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From  this  equivalent  circuit,  we  see  that  every  uniform  transmission 
line  with  inductance,  resistance  and  capacity  behaves  like  a  line 
possessing  only  inductance  and  resistance,  provided  that  two  equal 
capacities  are  assumed  to  be  in  parallel  with  the  load  and  the 
generators  respectively. 

If  the  current  diagram  of  the  load  for  such  a  line  is  given 
for  a  definite  Pg*  ^^  ^^s**  ^^^^  *^^  ^^®  constant  current  P^„  to 
the  load  current  and  invert  the  current  curve  thus  obtained  by  the 
rules  already  given,  and  then  add  the  impedance  z.  By  a  further 
inversion  and  adding  the  current  Piy«,  the  diagram  for  the  current 
at  the  supply  termmals  is  obtained  for  a  constant  supply  pressure 
Pj.  One  advantage  of  this  equivalent  circuit  over  that  deduced 
above  is  due  to  the  fact  that  only  two  inversions  are  required 
for  the  current  diagram,  whilst  four  are  necessary  in  the  other. 
On  the  other  hand,  if  we  have  to  find  the  pressure  diagram  of 
the  generators  from  the  load  pressure  diagram,  the  first  form  is 
preferable. 

46.  Unifonnly  Distributed  Capacity  in  Transformers  aiidAltei^ 
current  Machines.  Not  only  in  high-tension  transmission  lines,  but 
also  in  high-pressure  windings  of  electromagnetic  apparatus,  dis- 
tributed capacity  is  met  with.  Under  ordinary  working  conditions, 
however,  this  is  chiefly  confined  to  transformers  for  very  high 
pressures.  In  machines,  distributed  capacity  only  becomes  dangerous 
on  switching  in  and  when  sudden  load  variations  occur.  Since,  for  the 
A  o      .  moment,  we  are  only  dealing  with  steady  con- 

\  1/  \_j  \   ditions,  we  shall  only  deal  here  with  high-pressure 

i  lJS  Si  I   transformers. 

2'     I       (rt)  Under  steady  working  conditions,  individual 

o\    1 1   coils  in  the  transformer  windings  assume  potentials 

4        SH  ^   considerably  higher  than  that  of  the  surrounding 

'"Jo  j  SH  ?   iron,  which  is  usually  connected  to  earth ;  as  a 

^o'  o| — I J   consequence  of  this,  condenser  action  takes  place 

. 3     I   between  the  high  tension  coils  and  the  earthed 

^/^v- v'/vy vyy{* ^av- P  masses  of  iron.  The  insulation  of  the  winding 
and  the  oil  or  air  act  as  dielectrics.  Assuming 
that  the  middle  point  of  the  high-tension  winding 
of  the  transformer  is  earthed,  we  get  the  following  equivalent  scheme 
for  the  distributed  capacity  in  the  transformer  (Fig.  136),  when  the 
capacity  between  the  several  parts  of  the  \vinding  is  neglected.  As 
in  the  high-tension  lines,  we  denote  the  impedance  per  unit  length  of 

the  winding  by  r^  -  jx^  =  y  and  the  admittance  per  unit  length  of  the 
winding  by  1 

In  addition,  we  have  here  an  e.m.f.  E^  induced  per  unit  length  of 
the  winding.     Denote  the  pressure  at  distance  /  from  the  earthed 


Hs 


^1 
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point  by  P,  and  the  current  at  the  same  point  by  /;  then  in  the 
element  dl,  the  current  increase  will  be 

and  the  increase  of  pressure 

dP^(E,^jfyi, 

where  the  first  sigo  refers  to  the  secondary  winding  of  a  transformer 
and  the  armature  windings  «f  a  generator,  whilst  the  other  sign  refers 
to  the  primary  of  a  transformer  and  the  stator  winding  of  a  motor. 
By  differentiating  the  last  equation  and  eliminating  /,  we  get 

that  is,  the  same  differential  equation  as  for  transmission  lines. 

The  E.BLF.  Ea,  induced  in  the  winding  from  outside,  has  no  effect 
therefore  on  the  form  of  the  differential  equation,  but  makes  its 
appearance  in  the  limiting  conditions.  Similarly,  by  differentiating  the 
first  equation,  we  have 


which  differs  from  the  current  equation  for  transmission  lines. 

It  is   best   therefore   to   start   from   the   pressure   equation.     The 
solution  of  this  is  (see  p.  130) 


^yfidL  -^yfid'' 


r  =  A€     •   h  +  Be        •    ^1 


The  limits  are 
and  give 

hence 
and 


z=o, 

f=o, 

/=/l, 

r-r.. 

0  = 

A-^B, 

/',=^(.<^ 

y-i-'^y,:a); 

A-           P^ 

C^Hl'd-l 

-^'lUfd 

P-P'     ' 

•   "•  1    ,<„,.., 

i-^-^^yifd 

Inserting  this  value  of  P  in  the  equation 
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we  get  the  following  expression  for  / : 

If  no  point  of  the  transformer  winding  were  connected  to  earth,  then 
any  point  in  it  might  assume  earth-potential,  and  from  this  both  /  and 
P  would  then  be  calculated. 

In  this  connection  it  must  also  be  remembered  that  the  several  parts 
of  the  low-tension  winding  in  a  high-tension  transformer  are  statically 
charged,  since  they  act  as  the  second  plate  of  a  condenser,  the  first 
plate  of  which  is  formed  by  the  high-tension  winding.  These  charges, 
however,  neutralise  one  another  when  the  potential  of  the  high-pressure 
winding  is  symmetrically  distributed  with  respect  to  the  neutral  point. 
If  the  high-tension  winding  is  not  earthed  and  its  potential  is  not 
symmetrical  with  respect  to  the  neutral  point,  the  electrostatic  charges 
in  the  secondary  winding  do  not  neutralise  one  another,  and  the  whole 
secondary  winding  can  assume  a  fairly  high  static  pressure  with 
respect  to  earth,  when  the  secondary  winding  is  well  insulated  from 
earth.  When  the  low-tension  windings  of  high-tension  transformers 
are  not  earthed,  it  is  still  advisable  to  earth  their  neutral  point  through 
a  pressure  safety  device,  such  as  a  water-spray,  etc. 

Assume  further  that  the  winding  is  the  secondary  of  a  transformer 
on  no-load ;  then  the  current  at  the  terminals  is 

/i  =  0. 


I.e. 


Thus  the  pressure  at  the  secondary  terminals  of  a  transformer  on  no-load, 
which  possesses  distributed  capacity,  is 


''yi^d 


Let  us  consider  the  simple  case  when  the  resistance  r^  and   the 
conductance  </,  of  the  windiiig  are  negligible ;  then 

-L    rk^  I  'Jyi-'i  =  ^(  -T^^O  ( ->/-)  =j^^>/LC 

p    and  Pio=     7r7-.tancu>/LC'. 

5   Since  tan  toy/LC  is  greater  than  io^/LC  for  values 
l  of  io^jLG  less  than  ^7,  the  pressure  at  the  terminals 
-^^^^  pry^ , ^  ^^^   will  always  be  greater  than  the  E.M.F.  induced  in 
Fio  ?87    '^         the  winding. 

(h)  We  now  proceed  a  step  further  and  consider 
the  capacities  which  exist  between  the  several  turns  and  coils;  they 
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act  like   shunted  condensers  to  the  winding  elements,  as  depicted 
in   Fig.    137.      Let  the  condensers  be   denoted  by  the  admittances 

y 

9m-i^w=^l    per  unit  length;  then  the  increase  of  current  in  a  winding 

element  will  be  /   ♦/     ♦/  /72p\ 

and  the  increase  of  pressure 

Thus  we  get  the  two  differential  equations  for  pressure  and  current, 


or  -yr  =  i'? 

1  + 


y-«A  ^_  p^A 

df  "•  t 
<^_  pi.       /, 


yi  Vi 


and  similarly,  dP^-t^ — yj^"^^'      'y, 


1+-^        1+- 
A  'I 


Since  these  two  differential  equations  only  differ  from  the  former 
by  the  factor  „ 


instead  of  • '    all  the  formulae  deduced  above  can  also  be  used  for 

this  case,  if  we  substitute  y,  for  y,. 

Thus  the  capacity  C„  between  turns  and  coils  acts  like  an  increase 
in  the  capacity  G  with  respect  to  earth.  In  all  the  formulae,  instead 
of  y,  we  hiave 

.    ,       pi       yj. 

/  I 


For  the  case  when  g^  and  r^  are  very  small, 

.__      Vi         _ .       ioC 
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and  the  secondary  pressure  of  the  transformer  on  no-load 


IQ- 


^sjLC 


'tan- 


Vl  -  u^^'LLT 


L- OOOOOOOOOOO-i 


Pig.  138. 


So  long  as  (a^LC„<l,  this  expression  is  of  the  same  nature  as  that 
found  without  considering  the  capacity  between  the  conductors. 
In  transformers  the  capacity  C„  between  the  turns  is  usually  much 
larger  than  the  capacity  with  respect  to  earth,  although  in  high- 
pressure  machines  C  can  assume  high  values  compared  with  C». 

47.   Distributed  Capacity  in  Lightninir-protectiiig  Apparatus.     The 

multi-gap  lightning-anester  of  the  General  Electric  Co.  of  Schenectady 
— as  shewn  in  Fig.  138 — consists  of  one  or  more  series  of  metallic 
^  cylinders  or  rollers  insulated  from  one 

another,  the  first  of  which  is  connected 
to  the  line  to  be  protected  and  the 
last  to  earth,  either  directly  or  through 
a  resistance  When  the  line  is  charged 
to  a  high  potential  by  atmospheric 
electricity,  the  rollers,  which  can  be 
regarded  as  the  elements  of  several 
condensers  in  series,  all  become  charged. 
If  now  the  pressure  between  two  cylinders  becomes  greater  than  the 
l)reak-down  pressure  for  the  air-gap  between,  a  spark  will  jump  across 
and  then  across  the  other  cylinders,  whereby  the  line  is  discharged  to 
a  lower  potential.  If  the  potential  of  the  line  and  also  the  charge  of 
the  first  cylinder  be  steady  and 
uniformly  directed,  then  all 
the  cylinders  take  up  the  same 
steady  charge,  and  the  pressure 
between  the  line  and  earth  dis- 
tributes itself  uniformly  over 
all  the  gaps,  so  that  the  poten- 
tial across  all  the  rollers  can 
be  represented  by  the  dotted 
straight  line  I  in  Fig.  139. 
Since,  however,  the  metallic 
cylinders  possess  not  only 
mutual  cjipacity,  but  also,  with 
respect  to  earth,  all  the 
cylinders  do  not  take  up  the 
same  charge,  but  the  charge  on 
the  cylinders  decreases  towards  earth,  instead  of  the  dotted  straight 
line  we  get  the  full-line  potential  curve  II.  If,  in  addition  to  the 
capacities,  the  conductance  from  cylinder  to  cylinder  and  from  cylinders 
to  earth  is  considered,  we  get  Fig.  140  as  shewing  completely  the 
circuit  of  the  lightning  arrester. 

(a)  As  this  circuit  is  similar  in  character  to  the  transmission  line 
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in  Fig.  128,  the  equations  deduced  for  the  latter  may  also  be 
used  for  the  mathematical  investigation  of  the  roller  lightning 
arrester.  Naturally  the  differential  equations  for  the  transmission 
line  are  deduced  for  an  alternating  potential  P^  in  the  line  and  not  for 


^   .? 


*tAf* 


^^•^vyih^'if^^'vv-'^'^^^  t' 


h\l 


*ttf*- 


vvv^ 


Fw.  140. 


a  steady  one.  Since,  however,  an  alternating  potential  occurs  as 
frequently  as  a  steady,  and  further,  since  the  differential  equations 
for  the  former  can  be  suitably  simplified  for  the  case  of  a  steady 
potential,  we  shall  start  with  the  general  differential  equations  for 
an  alternating  potential. 


These  are 


and 


Here 


and 


Jj.^ 


y<i   (ga-A)   (Ud-j^c^y 


where  all  constants  refer  to  one  roller  and  I  therefore  is  expressed 
as  the  number  of  rollers  by  which  the  respective  point  is  away  from 
the  roller  connected  to  earth.  Usually  C^  is  of  the  order  10"^*  farad, 
whilst  Ci  is  about  j^jf  of  6^.  As  seen  from  these  expressions,  w^e  have 
neglected  the  small  inductance  L  of  the  rollers,  which  is  only  of  the 
order  2 . 1 0"**  henry,  and  consequently  only  begins  to  have  an  influence 

on   the  pressure  conditions   when   the  frequency  c  =  ^    approaches 

1         .  .  .  "^ 

the  order ; — ,  i.e.  about  35  millions. 

We  can  therefore  neglect  self-induction  entirely,  and  thus  obtiiin  the 
following  differential  equations 


and 
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The  solutions  of  these  equations  are 

Inserting  the  limits 

we  get  0  =  ^  +  i? 

and  r^  =  M^^-'  +&    ^  •*- ; 


hence  /^  =  ^ 


and 


* '  V-"   -V-'' 

£  .     «  _     g 


(6)  Consider  first  the  simple  case  where  the  conductance  gi  bears  the 
same  relation  to  the  capacity  Ci  as  the  conductance  g^  to  the  capacity 
C^  \  thei*  the  ratio 

Vd     (^a     gd 
is  a  positive  real  number,  and 


^l-  -^l- 


The  pressure,  therefore,  follows  a  curve  i!idependent  of  the  frequency, 
which  also  holds  for  a  continuous  (steady)  pressure.  , 

In  Fig.  139  the  potential  curve  II.  is  calculated  for  the  case  of  a 
roller  lightning  arrester,  where  Ca  =  400C  and  l^  =  50  cylinders.      Then 


J^Z,=  -f=  =  2-5. 
>  C'i  *     n/400 
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With  the  assumption  ^  =  ^-  the  current  will  be 

C,     Crf  _  _ 

€  -  € 

It  increases  with  the  frequency,  i.e.  with  <o. 

For  a  steady  (continuous)   pressure,  (o  =  0,  and  the   current  is  a 
minimum,  /—  /- 

V-'    -V-' 


The  pressure  between  two  cylinders  is,  in  general. 

This  is  greatest  between  the  first  two  cylinders,  that  is  between  the 
two  nearest  the  line,  and  for  the  example  in  question  approximately. 

V7j~     p 
'  =  -h     If  this  pressure  exceeds  the  break-down  pressure, 
C|i     20 

a  spark  passes  between  the  first  two  rollers,  and  so  on  along  the  whole 
series,  for  when  the  pressure  breaks  down  across  the  first  two,  the 
pressure  between  the  second  and  third  is  increased,  and  so  on.  In 
lightning  arresters  which  consist  of  many  cylinders,  it  is  often 
observed  that  the  sparks  vanish  before  all  the  rollers  have  been 
passed.  'This  is  due  to  the  fact  that  the  charge  which  the  spark 
carries  with  it  becomes  less  from  roller  to  roller,  the  decrease  being 
caused  partly  by  the  conductance  to  earth  and  partly  by  the  capacity 
of  the  rollers  with  respect  to  earth. 

From  the  foregoing,  it  is  seen  that — contrary  to  a  popular  view — 
the  distribution  of  the  potential  over  the  gaps  of  roller  lightning 
arresters,  not  only  with  rapidly  alternating  potentials,  but  also  with 
steady  potentials,  is  quite  unsymmetrical,  and  consequently  the 
potential  curve  in  both  cases  deviates  considerably  from  a  straight  line. 

(c)  We  will  now  return  to  the  general  case  where  there  is  no  definite 
relation  between  the  capacity  and  conductance.  Here  the  potential 
does  not  always  follow  the  difference  of  two  exponential  curves,  but 
under  certain  conditions  the  difference  of  two  sine  curves,  whose 
amplitudes  decrease  according  to  an  exponential  curve.     In  this  case, 

^^fd  =«^^-i^)'  =  €^'(cos/xZ-ysinfiZ), 
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where  X-     k(M±^  +  Mi±^\ 

Where  ^- \J  2\^ gl  +  b^    gl  +  hl  ) 

There  is,  however,  a  case  when  the  potential  curve  follows  nearly  a 
straight  line,  namely  when  y,  is  very  small  compared  with  y^ ;  then  we 

put  -fk^^i  and  therefore  F^F^j' 

This  occurs  when  either  the  conductance  and  capacity  to  earth  are 
very  small,  or  when  the  conductance  from  roller  to  roller  is  very  large. 
This  latter  is  the  case  when  sparks  pass  between  the  cylinders,  for  then 
the  resistance  of  the  air-gaps  becomes  a  minimum,  due  to  ionisation  of 
the  air.  Consequently,  across  the  rollers  where  small  sparks  pass,  the 
potential  curve  follows  a  straight  line.  It  ceases  to  be  a  straight  line, 
however,  where  the  sparks  disappear — from  this  point  the  curve 
follows  the  general  equation.  This  phenomenon  was  first  noticed  by 
Rushmore  and  Dubois,*  and  is  represented  in  Fig.  139  by  curve  III. 

Usually  the  conductance  gi  to  earth  in  relation  to  the  capacity  C,  is 
much  smaller  than  g^toC^,  Consequently,  X,  and  with  it  the  drop  of 
potential  ^F  between  the  first  cylinders,  increases  Avith  the  frequency. 

This   explains   why  a  potential   at 

■    a  high   frequency  discharges   itself 

across   a   roller    lightning    arrester 

Uv-wvYYvw^nonn  ^^^^  ^"^^^  ^*^*'^  *^  ^^^  potential 

-OOOyOOOOOOOCK^  at  a  lower  frequency. 

Low  Resistance  J  According     to     Rushmore     and 

Dubois,  an  ideal  lightning  arrester 
should  behave  the  same  with  all 
potentials  independently  of  the  fre- 
quency. This  is  the  case  with  a 
p,Q  j^j  roller  lightning  protector  when  the 

potential  curve  follows  a  straight 
line.  This  can  be  obtained,  as  is  done  by  the  G.E.C.,  by  placmg 
several  resistances  of  different  values  between  the  line  and  the  first 
rollers,  as  she^vn  in  Fig.  141.  By  this  means,  y^,  is  made  much 
greater  than  y,,  and  the  potential  curve  follows  a  broken  curve,  which 
does  not  deviate  largely  from  the  straight  line  /  (Fig.  139).  The 
same  authors  have  also  shewn  that  the  discharge  currents  of  low. 
frequency  pass  along  the  largest  resistance,  whilst  the  high  frequency 
discharge  currents  pass  along  the  rollers. 

*  Proceedings  A .  L  E.  E.  1907. 


rw  nesisiance    I 
[Medium  Resistance 


High  Resistance 
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CHAPTER  IX. 

NO-LOAD  AND  SHOBT-OIBOXnT  DIAQRAMS. 

48.  The  No-load  and  Short-circuit  Constants  of  an  Electric  Circuit.  49.  Deter- 
mination of  the  Pressure  Rise  in  a  Circuit  by  means  of  the  Short-circuit 
Diagram.  50.  Determination  of  the  Change  of  Current  in  a  Circuit  by 
mcsans  of  the  No-load  Diagram.  51.  Change  in  Phase  Displacement. 
52.  Maximum  Power  and  Kihciency.  53.  A  Transmission  Line.  54.  A 
Single -phase  Transformer. 

48.   The  No-load  and  Short-circnit  Constants  of  an  Electric  Oircnit. 

(a)  Main  Equations  of  the  Geneial  Circuit.  In  the  previous  chapters 
we  have  discussed  different  kinds  of  electric  circuits :  firstly,  ordinary 
conductors  containing  resistance  and  inductance ;  then,  electromagnetic 
apparatus  whose  circuits  are  magnetically  interlinked ;  and  lastly, 
circuits  containing  uniformly  distributed  capacity.  Moreover,  we 
have  seen  how  all  these  circuits  can  be  replaced  by  a  simple  circuit 
containing  an  impedance  in  series  with  two  parallel  admittances. 
This  naturally  suggests  that  all  circuits  are  governed  by  the  same 
laws,  which  is  actually  the  case,  whilst  to  find  these  laws  we  have 
but  to  apply  the  generalised  form  of  Kirchholfs  Laws  and  the  Law 
of  Superposition. 

In  what  follows  it  will  be  necessary  to  show  the  importance  of  the 
no-load  and  short  circuit  constants  of  the  general  electric  circuit,  and 
this  we  shall  do  under  the  assumption  that  the  I^aw  of  Superposition 
is  always  applicable ;  that  is  to  say,  the  effect  produced  in  a  circuit 
by  any  cause  is  independent  of  any  other  causes  which  may  be  at 
work  at  the  same  time  in  the  circuit.  Thus,  a  pressure  produces  the 
same  currents  in  a  circuit  whether  other  pressures  are  present  or  not, 
or  a  current  causes  the  same  drop  of  pressure  when  other  currents  are 
present  as  when  no* other  currents  are  present.  Further,  for  the  time 
being,  we  shall  assume  the  applied  pressure  l\  is  a  sine  wave. 

Fig.  142  shews  the  diagram  of  a  general  circuit,  which  may  contain 
transformers,  converters  or  any  other  kind  of  alternating-current 
apparatus. 

Let  the  supply  pressure  P^  act  at. the  terminals  PP  of  the  circuit, 
whilst  at  the  terminals  SS  at  any  part  of  the  circuit  suppose  we  have  a 
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load  /Fj.  We  must  now  study  the  effect  of  this  load — which  depends 
on  the  pressure  P.2  and  the  current  /g — on  the  electric  properties  of 
the  circuit.  The  two  vectors  Pn^^^  A  ^^^  *t  ^"  angle  <^2  ^  ^'*^ 
another,  so  that  the  power  /f'2  =  /'2/2COs^2- 


Fio.  142. 


First  let  the  whole  circuit  be  unloaded,  and  the  terminals  SS  open, 
and  let  the  supply  pressure  P^q  be  so  regulated  that  the  pressure  Pg, 
corresponding  to  the  load  JF^,  acts  at  the  terminals  SS. 

When  this  is  the  case,  the  installation  is  said  to  be  on  no-load  and  a 
current  Iq  will  be  taken  by  the  circuit. 

We  can  then  write  Ao  =  ^1^2 

and  /o  =  P,oyo> 

where  all  the  quantities  are  to  be  taken  as  symbolic.  (7j«6'j€"'**  is  a 
complex  number  expressing  the  relation  between  the  two  vectors 
PjQ  and  Pg-  ^0  ^s  ^  measure  of  the  eleclric  conductance  of  the  circuit, 
and  can  be  called  its  cuimitfaiice.     Thus 

Iq  is  the  no-load  current  of  the  circuit,  and  has  the  watt  component 
JPjQ^Q  and  the  wattless  component  Pio^o-  '^^^  losses  due  to  the  no- 
load  current  /«  are  then  iv  —  J^  n 

We  now  connect  the  terminals  aS'^  by  a  conductor,  whose  resistance  is 
zero,  and  so  regulate  the  supply  pressure  P^  that  the  current  /j 
corresponding  to  the  load  JV,^  flows  between  the  terminals  SS.  Under 
these  conditions — known  as  slwrt-cirmiU — a  current  /,^  is  taken  by  the 
circuit.     Symbolically,  /^  ^  =  cj.^ 

and  Pk^Iik^K' 

C^  =  C2€'^*^  is,  like  6\ ,  complex  and  expresses  the  relation  between  the 
current  vectors  /nr  and  /a.  Zj^  is  a  measure  of  the  apparent  electric 
resistance  of  the  circuit,  and  can  be  called  its  impedance.     Thus : 

Ps  is   the  short-circuit  pressure  of  the  circuit  with  respect  to  the 
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terminals  SS,  and  has  the  watt  component  Iik'^'k  and  the  wattless 
component  Ii^g.    The  losses  due  to  the  short-circuit  current  are  then 

Having  considered  these  two  extremes — no-load  and  short-circuit — 
we  now  pass  on  to  the  normal-load  condition.  For  this  purpose,  we 
can  start  either  from  no-load,  I^  =  0,  and  gradually  increase  the  current 
passing  between  the  terminals  SS^  without  altering  the  pressure  P^ ; 
or  from  the  short  circuit,  and  gradually  increase  the  pressure  P^  at  the 
terminals  SS,  without  altering  the  current  Z,.  The  pressure  A  *^ 
the  terminals  SS  requires  at  the  terminals  PP  a  pressure  vector  C1P2 
and  a  current  vector  I^^P^tiy^.  Similarly  the  current  Zj  in  the 
receiver  circuit  SS  requires  at  the  supply  terminals  PP  a  current 
vector  CJ2  and  a  pressure  vector  Pk'^^ik^k-  Now,  since  any  two 
conditions  of  the  circuit  are  independent  of  one  another,  the  load 
condition  can  be  obtained  by  superposing  the  no-load  and  short-circuit 
conditions.  Hence,  when  the  circuit  is  on  load,  the  pressure  at  the 
supply  terminals  is  np  j^r   . 

and  the  current  /i  =  /o  +  /, j^  =  P^^q  +  C^h, 

or,  since  fiK^^OJ^    and    jPio  =  C\P8, 

then  fi^CiPg  +  CVa?^ (88) 

and  fi^-OJ^-^-C.P^^ (89) 

These  two  equations  are  the  chief  equaiicns  of  the  circuit,  and  by  means 
of  them  the  conditions  in  the  circuit  for  any  load  fV^ — Pg*  /a — ^^*" 
be  determined.  As  is  seen  from  these 
two  equations  (88  and  89)  every  circuit 
is  determined  by  four  constants  C\^ 
6*2,  y^  and  ?^. 

It  can  be  shewn,  however,  that  a 
definite  relation  exists  between  these 
four  magnitudes,  so  that  only  three  p^^  ^^^ 

constants  are  sufficient  to  determine 

the  characteristics  of  a  circuit.  Consider  the  circuit  represented  in 
Fig.  143  having  the  constants  z^,  z^  and  y^ — we  can  then  calculate 
the  constants  ?jr»  ^o*  Qi  and  C^  for  this  circuit  as  follows: 

At  no-load  this  circuit  takes  a  current  /q,  where  : 

T-J^-    ^"^'    -P    V 


ri  +  - 


The  receiver  pressure  P^  is 


P  P  I  ^   —  P  fKljfari  _       4  10  _       f_\0 
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Hence,  for  this  circuit,  C  =l+zv  (90) 

and  y.  =  | (91) 

At  short-circuit  the  supply  current  is 

and  the  short-circuit  pressure 

whence  ^2=1  +^'2^a      (9-) 

and  5.  =  n  +  ^ (93) 

V2 

From  equations  (90)  to  (93),  we  get  by  multiplying  Zg  and  ^qI 

or    .  C'A(i-y^^^)  =  l (94) 

We  have  thus  the  relation  between  y^,  z^,  C^  and  C^.  Such  a  relation 
might  have  been  predicted,  from  the  fact  that  tlie  four  constants 
^oi  ?^»  ^\  *^d  (^2  ^"  ^®  expressed  by  the  three  magnitudes  Sj,  Sj  awd  ^a- 
{h)  Determination  of  the  Constants  of  a  Genei'al  Circuit  by  Meas^irenient, 
Every  circuit  can  be  defined  by  the  foiir  constants  C\,  Cg,  j^o  ai^d  ^k'j 
and  since  these  can  be  expressed  by  three  independent  constants  z^, 
z^  and  ^^,  it  is  possible  to  replace  every  circuit  by  an  equivalent  circuit 
similar  to  that  in  Fig.  143.  The  above  relation  (eq.  94)  holds  for 
this  circuit,  and  can  therefore  be  applied  generally. 

Hence  (7,  Cg  ( 1  -  y^Zj^)  =  1 

is  the  third  chief  equation  of  an  electric  circuit. 

From  this  we  see  that  only  three  measurements  are  necessary  for 
determining  the  constants  6\,  Cgi  Vo  and  2;^-. 

From  equation  (94)  we  get 

A 

C,C,  =  C,C,.^^^^-^^^  =  p-^^^  =  y  ''j  , 
£l-Py       tK-ia 

where  /o  and  I^  denote  the  no-load  and  short-circuit  currents  for  one 
and  the  same  supply  pressure  P^ . 
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In   Fig.    144   let   OP,  be  the  no-load   and   OPg  the  short-circuit 
current;  then 

'    *~A?<-/x-/.C08(<^-<^,) 


.(95) 


Also 


<l^,i-<f'^^LOP^P, 


tan(vti-Hfi,) 


I»am(<j>o-<t>g)      " 
Jg-ItCoa(<l,o-<f>K)' 
57-3/,  sin  (.^o-.^^) 
^»'^^«-4-/,co8(^-<^,)-J 


.(96) 


From  this  it  is  seen  that  the  greater  the  ratio  of  the  no-load  current 
Iq  to  the  short-circuit  current  Igy  the  greater  C^C^  will  be ;  the  angle 
(^j  +  ^g),  on  the  contrary,  depends  chiefly  on 
the  difference  (</)q  -  <l>g)  of  the  phase-displace- 
ment angles  at  no-load  and  short-circuit.  If, 
in  addition  to  y^  and  Zg,  either  C\  ==  C^^^"^^  or 

C^2  =  ^2*^'^*  is  measured,  the  other  constants 
can  easily  be  calculated  from  formulae  (94) 
and  (95). 

In  many  cases  it  is  impossible,  and  under 
any  conditions  difficult,  to  measure  C\  and  C^ 
directly,  since  they  are  both  complex  quan- 
tities. The  absolute  magnitudes  of  the  same 
can  be  found  from  the  no-load  and  short-circuit  measurements. 


Fio.  144. 


P 


and     Co 


IXK 


The  angle  \f'^  is  the  phase-displacement  angle  between  the  supply 
and  receiver  pressures  at  no-load,  and  the  angle  yj/^  is  the  phase- 
displacement  angle  between  the  supply  and  receiver  currents  at  short- 
circuit. 

These  phase-displacement  angles  are  small,  and  consequently  not 
easy  to  measure.  When  the  supply  and  the  receiver  terminals  are 
a  long  distance  apart,  it  is  even  impossible  to  determine  these  angles 
exactly  by  direct  measurement.  Hence  we  shall  shew  how  these  two 
angles  can  be  simply  determined  by  indirect  measurement. 

From  the  three  chief  equations,  we  get,  by  simple  transpositions, 


A 


or 


and 


or 


V* 


.(88o) 


Vl 

/,  =  C',(/,-P,y„) 


.(89a) 
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The  two  equations  (88a)  and  (89a)  are  in  every  way  equivalent  and 
analogous  to  the  chief  equations  (88)  and  (89).  Whilst,  however, 
by  means  of  equations  (88)  and  (89),  it  is  possible  to  calculate  the 
6upply  current  I^  and  pressure  Pj  for  a  given  receiver  load  (Pg*  f%)y 
the  equations  (88a)  and  (89a)  enable  us  to  calculate  Pg  and  /j, 
when  the  load  (P^ ,  /. )  at  the  supply  station  is  known. 

Let  the  pressure  r^  act  at  the  receiver  terminals  witU  the  supply 
circuit  open ;  then  the  current  /,  in  the  supply  circuit  is  zero,  and 
the  current  at  the  receiver  terminals  is 

/2=-C'iAJ'«. 

whilst  the  receiver  pressure  Pg^^a^i-     From  the  receiver  terminals, 

C ' 
a  current  /g  ^  =  -  Zj  =  C^P^yQ = Pg  ^  J  j^^  =  Pg  o^i  will  flow  into  the  circuit, 

V2 

and  the  pressure  at  the  receiver  terminals  is 

•f  2  0  ~  ^2*1* 

From  this,  we  get  ^  =  ^-, 

V2    y© 

where  yi  is  the  admittance  of  the  circuit  when  the  supply  terminals 
are  open. 

If  we  now  short-circuit  the  supply  terminals  (Pj  =  0)  and  apply  the 
pressure  at  the  receiver  terminals,  the  current  will  be 

and  the  short-circuit  pressure  at  the  receiver  terminals  is 

~c7 


■f2K—   ""  /  2  ~  V2/l?/r  —  IliK~fi ^iK^K- 


Zj^  is  the  impedance  of  the  circuit  when  the  supply  terminals  are  short- 
circuited,  and  we  have  ^ 

Hence,  from  the  three  chief  equations  we  have  the  following  relation : 

^=!?=^"; (97) 

V2      ?ir      J'o 

whence  we  get         A^  =  ^i  -  ^2  =  <^jr -</>!-  =  </>o  -  </>o (98) 

or  A^=i(*i.~</>^  +  </>i-</>o) (98a) 

From  formulae  (96)  and  (98)  ^^  and  \p^  can  now  be  easily  calculated 
— for  we  have 

and  <l'i  =  Wi  +  ^2-^4')- 
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In  order  to  determine  C\,  C^,  ^q  and  s^,  it  is  best  to  carry  out  three 
of  the  following  four  measurements.  As  a  check,  it  is  also  desirable  to 
carry  out  all  four. 

1.  With  open  receiver  terminals,  measure  the  supply  pressure  P^q,  the 
no-load  current  /q,  the  no-load  losses  W^  and  the  receiver  pressure  P^. 

Then,  since  yo~"D^  *^^  <^q  =  cos"^  (  ^  ^  \  we  can  now  find 

Further,  0^  =  ^. 

2.  With  the  receiver  terminals  short-circuited,  measure  the  supply 
pressure  Pjr»  the  short-circuit  current  7^^,  the  short-circuit  losses  Wg 
and  the  receiver  current  /g.     Then,  since 

we  can  find  Zg = Vg  -jxg = Zg^"^'. 

Further,  C^2  =  T^- 

3.  With  the  supply  terminals  open,  measure  the  pressure  Pgc  ^^^ 
current  I^q  and  the  power  PFq  at  the  receiver  terminals,  and  the 
pressure  P^  at  the  supply  terminals.  From  the  first  three  measure- 
ments we  get  ^, 

<^;-cos-»(/-|  ), 

\'  20^20/ 

and  further,  ^'2  =  ^^- 

4.  Short-circuit  the  supply  terminals  and  measure  the  pressure  Pg^* 
the  current  Izg  and  the  power  Jr'g  at  the  receiver  terminals,  and  the 
supply  current  1^.     We  then  get 

and  C,^-^. 

From  the  four  phase-displacement  angles  <^oi  i>K9  4^o  and  <l>g  we  get 
the  ancle  A^  in  accordance  with  formula  (98). 

It  often  happens  that  the  pressure  acting  on  the  supply  circuit  is 
transformed  before  reaching  the  receiver  circuit.  In  this  case,  Pg  ^^^ 
Jj  in  the  above  formulae  denote  the  receiver  pressure  and  current 
reduced  to  the  supply  system.  By  this  means,  the  ratio  of  conversion 
of  the  transformer  is  completely  removed  from  all  further  calculations. 

A.C.  L 


Digitized  by 


Google 


162  THEORY  OF  ALTERNATING-CURRENTS 

(c)  Chief  Equations  of  a  Symmetrical  Circuit,  Considering  again  the 
circuit  represented  in  Fie.  143  with  the  constants  z^,  z^  and  ^^^  we  see 
from  formulae  (90)  and  (92)  that 

C'i=l+;2f,ya=l+^ya=(^ 

and  ft=l+^y«=l+^a=C' 

are  equal  when  ?,  =?2=^?>  ^•®-  when  the  circuit  is  symmetrical  about  its 
centre.    This  holds  generally,  even  for  complicated  circuits,  and  we 

^^^"^^^  C-(l-yo^.)  =  l    (94i) 

or  C^^j-^. 

i-yo^iT 

If  Zg  and  y^  are  known,  (7=  C^c-*^  can  be  found  from  the  relation  between 
^0)  ?jr  a-nd  (7.     The  two  magnitudes  Zj^  and  ^o  can  easily  be  found  by 
measuring  the  pressure,  current  and  power  at  no-load  and  short-circuit. 
We  have  

n^_  ^  =J  ^^  (99) 

N/l-yo^jrCOS(</>o-<Air)       >  ^Jr  "  ^o  COS  (<^  -  «^,) 

and       t^n2^^yy^^^^^^^^^  (100) 

l-yo^irCOs(<^,-<^jr)      /jr-ioCOs(<^-<^^) 

or,  measured  in  degrees, 

^:r28-65/^f  <^°:^^)     . 

/jr-/oC08(<^-c^J 

For  this  symmetrical  circuit,  the  chief  equations  are : 

A  =  (7(/>,  +  /,U (88ft) 

/,  =  (7(/2+P«yo)  (89ft) 

and  CKl'yofK)=^^ (94ft) 

These  hold  for  the  usual  cases  met  with  in  practice,  for  example 
transformers,  induction  motors  and  many  power  transmission  schemes. 

We  shall  now  shew  how  the  magnitudes  Fg,  I\k  and  <^,  obtained 
from  the  short-circuit  diagram  can  be  used  for  finding  the  percentage 
rise  of  pressure,  and  the  magnitudes  Pj^j  h  ^^^  ^o  obtained  from  the 
no-load  diagram,  the  percentage  change  of  current  in  a  circuit,  whilst 
both  can  be  used  for  the  determination  of  the  change  in  the  phase 
angle  <^. 

49.  Detenninatioii  of  the  Pressure  Rise  in  a  Oircuit  by  means 
of  the  Short-circuit  Diagram.  If  the  pressure  Pg  at  the  receiver 
terminals  SS  is  to  remain  constant  from  no-load  to  full-load,  Wp  the 
supply  pressure  must  be  varied  accordingly.     This  pressure  variation 
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is  best  expressed  as  a  percentage  of  the  no-load  pressure  Pjq.     The 
change  is  generally  an  increase,  whence  we  define 

P  ^  P 

Mo 
as  the  percentage  rise  of  pressure.     To  calculate  this  for  a  symmetrical 
circuit  with  Cj  =  C^,  we  proceed  graphically,  as  in  Fig.  145.     Set  off  I^ 


l^Q.  146. 

along  the  ordinate  axis  and  ^2=  OA  at  angle  <^2  ^  /g.     Set  off  vector 

/g 

AC^ liZji  at  angle  <f>j[  to  the  ordinate  axis,  where  <f>g  =  tan~^  — ;  then 

00= A  +  I2ZE  =  ^     (see  eq.  SSb). 

Then,  since  Qj^p^^--^^ 

the  percentage  pressure  rise  €  %  can  be  expressed  thus : 


10 


OA 


On  v4C  as  diameter  describe  a  circle  and  produce  OA  to  cut  this 
circle  in  P ;  then  AB^I^x^  and  BC^Izig, 

Let  AP^fi^OA    and     CP=Vj,OA ; 

then,  from  Fig.  145,  we  have 
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and  working  out  this  root, 


When    /*jr  =  i'jr  =  0-2,    the    last   term    fii  =  i^*VTy>    *"^   '^   therefore 
generally  negligible. 


If  we  write 


^P  =  r^^r.OA    and    CP  =  ^OA, 


100 


100 


where  /t^^  and  Vg  are  not  to  be  taken  as  ratios  but  as  percentages,  then 
the  percentage  rise  of  pressure  will  be 

.%=^;-j'-ioo=±^,+4 (101) 

The  negative  sign  before  fig  is  for  the  case  when  the  phase  angle  <^ 
leads  and  is  greater  than  ^  -  ^jt-  Hence,  to  determine  the  percentage 
rise  of  pressure,  we  set  off  (Fig.  146)  AC^I^Zg  as  a  percentage  of  P^ 


Fio.  146.— Short'Circult  Diagram  of  a  STmmetrical  Circuit  for  determining  the  Percentage 

Prensurc  Rise. 

at  an  angle  </>jr  to  the  ordinate  axis,  describe  a  circle  on  the  same  as 
diameter,  and  draw  AF  at  an  angle  </>2  to  the  ordinate  axis:  we  then  get 

^^  =  ^100;    5(;  =  ^ioo. 


and  the  percentage  pressure  rise 


:%=±^i>  + 


CI» 


200 
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This  is  a  maximum  when  <^  =  <^f . 
When<^  =  0,       ;x^^^lOO  and 


^^^K 


100. 


Thus,  in  this  case, 


■%->«'(t-Kt)> 


Fig.  146  can  be  appropriately  called  the  short-circuit  diagram. 

If  we  are  not  dealing  with  a  symmetrical  circuit,  but  with  the 
general  case,  for  which  the  constants  C^  and  C^g  may  considerably  differ, 
we  substitute  the  actual  receiver  pressure  A  with  the  phase  displace- 

Q 

ment  <^2  ^J  *  fictitious  pressure  F^  =  ~-P^  displaced  from  the  receiver 
current  I^  by  the  angle  <^2  ~  ^\^-    Then,  since,  from  equation  (88), 
P     C 

Vt  ==  77  /^8  +  ■«  a^jT  =  /a  +  A^ir  J 

the  above  formula  (101)  holds  also  for  the  rise  of  pressure  in  the  general 

(J 
case,  provided  that  we  use  F^^PiTT  instead  of  Pa  a"d  <^=<^-A^ 

instead  of  4>2  in  the  short-circuit  diagram.     Fig.  147  represents  the 


Fio.  147.— Short-circuit  Diagram  of  tbo  Oonoral  Circuit 

short-circuit  diagram  of  a  general  circuit — in  this  I^z^  is  set  off  as  a 
percentage  of  Pi. 

60.  Deteniiination  of  tlie  Change  of  Current  in  a  Circnit  by  means 
of  the  No-load  Diagram.  The  pressure  P^  at  the  terminals  SS 
requires,  as  we  have  seen,  a  no-load  current.  On  account  of  this 
no-load  current,  the  load  current  I^  is  greater  than  the  short-circuit 
current  Iig.  Starting  from  short  circuit,  let  the  pressure  be  gradually 
increased — then  /^  will  also  increase,  and  we  have  now  to  calculate 
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the  percentage  increase  of  current  in  passing  from  short-circuit  to 
full-load.    This  is, 

For  a  symmetrical  circuit, 

•  -v^  =  /a  +  Ayo     (see  eq.  89ft). 

This  equation  also  can  be  expressed  gi*aphically.     In  Fig.  148  set 


Fig.  148. 

off  /^2  along  the  ordinate  axis  and  L^^OD  at  angle  <^2  *^  A-     Set  off 

further  DF^P-iyo  at  angle  <^o  to  the  ordinate  axis,  where  <^Q  =  tan"i  8, 
so  that  •  _      r  ^« 


Further,  since 


~OD  =  I,  =  ^, 


the  percentage  increase  of  current  j  %  can  be  written 

■^^"     ixK  on 

On  1)F  descrilje  a  circle  and  produce  OD  to  cut  the  circle  in  Q ;  then 
DE  =  l\b^    and    EF^F^g^. 
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Let 


D<2  =  ^0Z)    and    FQ^^OD; 


.(102) 


then  the  percentage  increase  of  current  is 

,o,  =  W^M00=±;^-.4 

The  negative  sign  before  /Iq  is  for  the  case  when  the  phase  angle  </>2 
leads  and  is  greater  than  ^  -  <^o- 

Hence,  to  find  the  percentage  current  increase,  set  off  (Fig.  149) 
DF=^  P^o  as  a  percentage  of  Zj  at  an  angle  <f>Q  to  the  ordinate  axis, 


Pio.  140.— No-load  Dla«n«m  of  a  Syxnmotrical  Circuit  for  dotermliiing  the  Percentago  Change 

of  Current. 

describe  a  circle  on  the  same  as  diameter  and  draw  DQ  at  an  angle  ^2 
to  the  ordinate  axis. 

Then  we  have       M  =  ^100;    EF=-f^  100, 
and  the  percentage  increase  of  current 


}%• 


This  is  a  maximum  when  </>2  =  <^o-    •  When  <f>2  =  0, 

^luu    ana  Vq=     "  ' 
^2  ^2 


fji^ plOO    and  ,/^  =  ipiOO. 


Hence,  in  this  case 


y^-H^'-^i^y} 
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We  can   appropriately  call   the  diagram   in  Fig.   149  the  no-load 
diagram. 

In  an  unsymmetrical  circuit, 

/  C 

V2  V2     • 

Consequently  the  no-load  diagram  and  formula  (102)  hold  for  any 

C 
circuit,  provided  we  use  P^^j^P^  instead  of  P.,  and  <^j  =  <^.,-A^ 

instead  of  <t>...     This  is  done  in  the  no-load  diagram  in  Fig.  150,  which 
accordingly  holds  quite  generally. 


Fio.  160.— No-load  Diagram  of  the  Genoral  Circuit 

When  the  conditions  are  such  that  the  results  yielded  by  the  short- 
circuit  and  no-load  diagrams  are  inaccurate,  we  can  use  an  alternative 
method,  and  find  the  pressure  Pj  and  current  /j  in  the  supply  circuit 
by  means  of  the  load  diagrams  shewn  in  Figs.  145  and  148. 

61.  Chajige  in  Phase  Displacement.  The  phase  displacement  be- 
tween the  pressure  and  current  in  a  circuit  changes  as  we  pass  from 
the  receiver  terminals  to  the  supply  terminals.  This  displacement  is 
determined  by  the  vector  Pk  =  QJ^k  o^  ^he  short-circuit  pressure  and 
the  vector  /o  =(^1/^2^0  ^^  ^^®  no-load  current.  The  angle  of  phase 
displacement  of  the  load  at  SS  has  been  denoted  by  <^,2  in  the  above- 
similarly  we  can  denote  that  at  the  supply  terminals  PP  by  <^i. 


Then 


3  yl  and  ^  ar< 
respect  to  the  vectors  P^  and  /j. 


P  I 

for  the  two  vectors  '-^  and  ^  are  rotated  through  the  same  angle  in 
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From  Figs.  145  and  148  we  see  that 

or  <l>i^^<f>K  +  4>i-^HQ' 

In  order  to  find  the  phase-displacement  angle  at  the  supply  terminals 
for  a  symmetrical  circuit,  we  must  therefore  calculate  the  two  angles 
A</>jr  and  A<^^.  

PC 
From  Fig.  145  we  have     sin  (^<f>K)  =  =—- 

OA     P 
Denoting  the  ratio  —=  =  -^  by  a,  we  get 

1  1 


and  sin(A</>,)  =  ga=i:g. 

We  can  express  sin  (A</>^)  in  the  form  of  a  series,  thus : 
sin(A<^,).A^.-<%)V...=^. 

'    \f'  Is  negligible  compared  with  A<^jf ,  so  long  as  A<^jr  =  0  25,  which 
6 

is  usually  the  case  where  A<^^  is  expressed  in  circular  measure;  or  when 

measured  in  degrees  we  have 

v^a     180 

^^-  =  T00'   'tt' 

i.e.  A</>,  =  0-573.^  =  ^'^^^"' 


l+€ 

In  a  similar  manner,  from  Fig.  148, 

OF 
sin(A<^,)  =  J^,, 

or,  denoting  =^^=  -^  by  )8,  we  get 

R L_=_L 

■^100 
and  A<^,  =  0-573v^  =  ^|^«, 
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whence  the  angle  of  phase  displacement  at  the  supply  terminals  is 

.^.  =  <^,  +  0-573(j-^^+j^.) (103) 

In  this  formula,  Vg  and  v^  are  to  be  taken  negative  when  the  points 
P  and  Q  respectively  lie  on  the  arcs  BC  and  EF;  this  is  the  case  when 
the  an^le  of  lag  <^«  is  greater  than  <I>k  or  <^q  respectively. 

In  the  case  of  tne  general  unsymmetrical  circuit,  we  must  substitute 
<^  =  <^- A^  for  <^  in  formula  (103),  where  </>i  is  the  angle  between  the 
imaginary  receiver  pressure  Pi  and  the  receiver  current  Ly 

It  has  already  been  shewn  that  A^  =  \^j  -  ^^ ;  hence,  for  any  circuit, 
the  phase-displacement  angle  at  the  supply  terminals  is 

<^i  =  <^2  +  (^2-\^i)  +  0-573(3^^  +  j^.) (i03a) 

52.  Maiimnm  Power  and  Efficiency.  With  constant  supply  pressure 
Pj  and  load  power-factor  (i.e.  cos  <^2  =  const.),  it  is  only  possible  to 
transmit  a  certain  maximum  power  to  the  receiver  circuit.  If  we  try 
to  go  beyond  this  by  increasing  the  load  admittance  ^2*  ^^®  receiver 
pressure  P^  will  fall  more  rapidly  than  the  receiver  current  I^  will 
rise.     This  niaximum  is  naturally  reached  when  the  drop  of  pressure 

I^Zg  in  the  circuit  itself  equals  the  receiver  pressure  Pi=j^P* 


From  the  equation 


2 


2- 


P      C  C 

it  follows  that,  when  <^2  is  constant,  the  power  given  out  at  the  receiver 

is  a  maximum  when  the  product  of  the  two  absolute  values  j^  I^z^  and 

P  3 

I^^Zj^  is  a  maximum.     Since  the  sum  j}  of  these  two  vectors  is  constant, 

V2 

the  product  of  their  absolute  values  is  a  maximum  when  they  are  equal. 
Hence  the  condition  for  maximum  power  is 

^P  -I  z 

V2 

or  7T?2  =  ?A- 

V2 

In  this  case  the  receiver  current  is 


fin 
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The  vectors  Zg  and  ^J  z^  are  displaced  from  one  another  by  the  angle 
Hence  the  receiver  current  at  maximum  load  is 

I  -p. 

'^    26',2;,co8i(«,-^,  +  Af)' 

Q 

and  therefore     JVzmMx  =  /|«8  cos  <^  =  /*  7^  2fjc  cos  <^ 

P?COS<^2 


2^iC2^^{l+cos(</>^-V>2  +  A^)} 
Now,  from  Eq.  95,  p.  159, 

Hence  /T      _ -^i  ( -^jt-Zq  cos  (<^o -</>,)}  cos  <^ 

Hence,  A^a.^-     2{l+co8(<^^-<^,  +  A^)}     ^^"^^ 

P  P 

Since  /^  =  ^  and  /j;?^  =  7^',  the  conditions  for  masdmum  power  can 

be  written :    With  constcmt  supply  pressure  and  load  power-fador,  we  get 
maximum  power  for  the  load^  whose  no-load  a/ivd  short-circuit  pessures  are 


Proceeding  further,  we  can  now  find  the  load  power-factor  cos</>2 
necessary  for  obtaining  the  maximum  power  at  the  receiver  terminals. 
By  differentiating  Eq.  104,  we  find  that  this  happens  when 

-  { 1  +  cos  (</>ir  -  <^  +  A^)}  sin  <^  -  cos  <^  sin  (<^jr  -  <^  +  A^)  =  0 

or  when  -  </)2  =  <^jr  +  ^\^- 

Introducing  this  value  of  <^2  ^^^^  t^he  expression  for  W^umx^  we  get 

P?COS<^2 


W      — 


26\C2;j^(l+co8  2</>8) 
P?  P? 


.(104a) 


4C;02CO8<A8    4Cjr« 

To  find  the  efficiency  of  the  general  circuit,  we  calculate  the  power 
/Fj  supplied  to  the  circuit  at  the  terminals  FP  and  divide  this  into 
the  power  JV^  taken  out  at  the  receiver  terminals.  The  supply  power 
is  most  easily  obtained  from  the  real  part  of  the  product  of  P^  and  the 
conjugate  vector  of  /j.     The  supplied  power  /F^  is 

fF,  =  IVo+fFg  +  sFJ,, 

where  IF^  =  Pf  o^^o  =  Clligo 

is  the  no-load  loss  when  P2  acts  at  the  receiver  terminals,  and 
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is  the  short-circuit  loss  when  the  curreut  in  the  receiver  circuit  is  /g. 

s  =p  cos  </>a  +  J  sin  <^, 
where  /^  + /g  cos  (<^o  +  <^  J 

and  0=  .^o8in(c^o  +  </>^) 

/^-/oCOS(<^o-<^A-) 

or  2  ^  ^"^^^  ^*^  "  ^^^  "*"  ^'  ^^^  ^"^^  +  <^ir  ~  </*2  +  ^^)^ 

/jr-/oCOS(<^o-<^jr) 

and  depends  only  on  the  kind  of  load,  i.e.  on  co8<^2- 
Since  the  power  at  the  receiver  terminals  is 

we  get  the  percentage  efficiency 

V%=^MOO  = ^-^ 100 (105) 

cos</>2 

Both  at  no-load  and  short-circuit  the  efficiency  is  zero,  for  in  the 
first  case  the  useful  current  is  zero  and  in  the  second  case  the  useful 
pressure.  In  the  former  case,  the  sum  of  all  the  losses  is  JFq  and  in  the 
latter  JT^. 

Starting  from  no-load  and  keeping  the  load  power-factor  constant, 
the  efficiency  and  the  heating  losses  IF^  gradually  rise  as  the  load  is 
gradually  increased,  whilst  the  no-load  losses  JFq  decrease.  When 
7Fjr=^o>  the  efficiency  will  be  a  maximum,  for,  with  a  given  loss 
^0+ ^^jr  =  const.,  the  product  ff^n^f^K^O^ClgoVK^^l  is  a  maximum 
when  the  two  losses  are  equal.     Thus  we  see : 

For  a  given  kiiul  of  load  in  a  circuit,  the  efficiency  is  a  maximum  when 
the  shati'Circuit  losses  corre^^poiuling  to  the  load  cujrent  equal  the  no-load 
losses  carrespo7iding  to  the  load  pressure. 

The  maximum  efficiency  for  a  given  load  power-factor  is 

Vn^%  = ^~\ 100 (106) 

"       COS  </>2 

Further,  we  find  by  differentiation  that  the  power  factor  cos<^2> 
for  which  the  efficiency  is  a  maximum,  occurs  when 

and    ( fFo  +  IF^)  sin  <t>,^  =  2/ro8in  ff>,^  =  -  P^liiP  sin  (A^)  -i-  q  cos  (A^)}, 
and  the  maximum  efficiency  is 

rjn^  %  =  j^^i^  ^g  ^^^^  _  ^ sin'(A^)}  +  2;roCosV2 ^^^'^ 
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ConsideriB^  equation  (107)  more  closely,  we  see  that  the  load  current 
/g  at  the  absolute  maximum  eflSciency  is  displaced  in  phase  with  respect 
to  the  receiver  pressure.  In  general  it  will  be  found  that  /^  lags 
behind  or  leads  P^  almost  as  much  as  I^  leads  or  lags  behind  P^. 

S3.  A  Transmission  Scheme.  As  an  example  of  the  application  of 
the  no-load  and  short-circuit  diagrams  to  a  symmetrical  circuit,  we  will 
consider  a  transmission  line.  This  consists  of  a  supply  station  where 
the  pressure  is  transformed  up,  the  transmission  line  and  the  receiver 
station  where  the  pressure  is  transformed  down.  We  will  assume  both 
supply  and  receiver  transformers  to  have  the  same  ratio  of  trans- 
formation. 

(1)  Norload  measurements : 

Pi  =  1000  volts,      /o  =  100  amps.,     JF^  =  40  K.W.,     P^  =  985  volts. 

(2)  Short-circuit  measurements : 

/j:  =  1 000  amps.,   Pj,  =  250  volts,      Wj,  =  80  K.W.,     I^  =  985  amps. 


We  get 


Ci^Cg 


^    1000     ,^_ 


^,  +  V^,  =  2^  =  57-3     ^3i»(</>o--^^)        0M2. 


Fiaa.  151a  and  6.— No-load  and  Short-circuit  Diagrams  of  Transmission  Line. 


For  a  load  current  /2  =  985  amps.,  the  watt  and  wattless  components 
of  the  no-load  currei)t  are,  in  percentages, 

^0  .L  %  =  45  ViOO^^^'  =  9-31  %• 
The  no-load  diagram  is  drawn  in  Fig.  151a. 
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For  a  power  factor  cos  </>2  =  0*9  in  the  receiver  circuit,  the  percentage 
current  increase  is  2 

At  short-circuit,  the  watt  component  of  the  supply  pressure  is 

Pjrr=  ^'  =  80  volts 

80 
or       -  =8-12  %  of  the  constant  receiver  pressure  P2  =  985  volts.     The 

wattless  component  is 


Pk  wl  =  >/2502  -  80*^  =  237  volte, 

corresponding  to  24-1  %  of  Pg-     The  short-circuit  diagram  is  shewn  in 
Fig.  151ft.     The  percentage  pressure  increase  with  co8<^j  =  0*9  is 

In  the  transmission  scheme,  the  phase  displacement  between  current 
and  pressure  is  increased  by  the  angle 

A</>,  +  A<^^  =  0-573(^.-Hj^)  =  12--25. 

Hence  the  supply  phase-displacement  is 

and  the  power  factor  at  the  supply  terminals  cos  <^i  =  0-785. 
The  efficiency  of  the  transmission  scheme  is 

where  ^  ^ /^  cos  </>a  4- /q  cos  (c^q  +  <^,  -  <^a) 

/^-/ocos(<^o-*r) 
4000  X  0-9  + 100  cos  lir-86 

4000 -100  cos  4'*-9         -^'^^^^ 

985  X  985  X  0-9 

''  40000  +  80000  +  0-945  x  985  x  985 

873 


whence  7;  %  -. 


1035 


=  84-2%. 


54.  A  Single-phase  Transfonner.  As  a  further  example,  we  will 
take  the  single-phase  transformer,  which  represents  the  simplest  form 
of  all  electromagnetic  apparatus  and  machines.  The  no-load  measure- 
ments taken  on  a  50  K.v.A.  single-phase  transformer  were : 

Pjo  =  5^^  volts,     Iq  =  0-4  amp.,      /F^  =  750  watts, 
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and  at  short-circuit 

/,  jc  =  10  amps.,      jPjt  =  250  volts,    }Fg  =  1000  watts. 
Hence  the  no-load  watt  current  is 

^n      750 


and  the  no-load  wattless  current 


=  0*15  amp.. 


/o  WL  =  ^//J  -/oV=n/0-42-0152  =  0-37  amp. 

Iqw^s  1*5%  and  Iq^,^  is  3T%  of  the  load  current  (10  amps.);  from 
these  two  magnitudes  the  no-load  diagram  (Fig.  152a)  is  obtained. 
At  cos  <^2  ==  09  the  percentage  current  increase  is 

With  normal  short-circuit  current,  the  watt  component  of  the  primary 
pressure  is  ^      1000 

Pr.'jf^-^IQ  -100  volte, 

i.e.  2  %  of  the  normal  pressure.     The  wattless  component  is 

P^^^=VPi-i*^=V250'- 100^=229  volts 
or  4-58%  of  the  normal  pressure.     From  these  two  values  we  obtain 


Fios.  152a  and  6.— No4oad  and  Short-circuit  Diagrams  of  Slngle^phasG  Transformer. 


the  short-circuit  diagram  (Fig.  I52b),     At  cos<^2  =  0-9  the  percentage 
pressure  rise  is 

3-25' 


in  the  phase  displacement  between  pre« 
aation  is 

A.^,  +  A<^,  =  0-573  (^sl.  +  ^^  =  3'-28. 


The  increase  in  the  phase  displacement  between  pressure  and  current 
due  to  transformation  is 
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The  angle  of  phase  difference  on  the  primary  side  is  then 
<^i  =  <^2  +  A<^j,  +  A<^jf  =  25'-85  +  3'-28  =  29'-13 
and  the  power  factor  at  the  primary  terminals, 

cos  <^i  =  0-871, 
whilst  cos<^2  =  ^*9^- 

In  Fig.  153  the  percentage  increase  of  pressure  and  current  and  the 
increase  in  phase  displacement  with  constant  pressure  and  current  on 
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the  secondary  side  are  also  shewn  as  functions  of  cos^^^*  ^^  ^^  ^^^ 
that  all  three  magnitudes  vary  most  in  the  neighbourhood  of  unity 
power  factor,  i.e.  cos  </>2  =  1  *0. 
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CHAPTER  X. 

THE  LOAD  DIAGRAM. 

55.  Load  Diagram  of  an  Eleotrio  Circuit.  56.  Simple  Construction  of  the  Jjoad 
Diagram.  57.  Load  Diagram  of  a  Transmission  Scheme.  58.  Load 
Diagram  of  the  General  Transformer. 

56.  Loa4  Diagram  of  an  Blectric  Circuit.  As  we  have  seen,  the 
no-load  and  shortKjircuit  diagrams  are  well  suited  for  investigating  the 
working  of  a  short  transmission  line  or  modem  transformer.  For  repre- 
senting the  phenomena,  however,  which  occur  in  a  long  transmission 
line  or  in  motors  where  electric  energy  is  transformed  into  mechanical, 
these  diagrams  are  less  suitable.  If  we  have,  for  example,  a  motor  fed 
from  mains  whose  pressure  is  kept  constant,  we  requiie  a  diagram  which 
will  enable  us  to  see  directly  how  large  a  watt  current  and  how  large  a 
wattless  current  will  be  taken  by  the  same  at  any  given  load.  Fuither, 
the  diagram  must  shew,  at  the.  same  time,  the  efficiency  and  speed  of 
the  motor  when  working  at  this  load  and  also  its  overload  capacity. 
We  shall  now  shew  how  to  construct  a  diagram  from  which  all  these 
quantities  can  be  accurately  obtained.  For  this  purpose  we  start 
from  the  equations  (88)  and  (89)  of  the  general  electric  circuit,  viz. 

Pi  =  C'jPa  -f-  C2f'i^K 

and  /i  =  OJi-\-C\P^o' 

From  these,  it  follows : 


P 
and  since  /g^  — ,  the  current  in  the  supply  circuit  will  be  : 


'C,z^ 


^■-'^•/V.^/i'V-^*'    '^y'l-y^K 

Put 

,J^^=^(^.ft=^ 

and 

(^2                -^^^-y 

CMl-y^^)     z,     ^'' 

A.C. 

M 
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then  the  current  /j  can  be  written  : 

/,  =  (P,-/i5ir)(ya+y*) (108) 

This  equation  shews  that  every 
circuit  can  be  replaced  by  that 
shewn  in  Fig.  154,  since  equation 
(108)  also  holds  for  this  circuit. 
We  must  now  find,  however,  to 
what  the  two  parallel  branches  in 
the  original  circuit  correspond.  To 
the  branch  with  admittance  y^  a 
power  W^  is  supplied,  where 

I.e.  the  branch  vnth  admittance  y^  corresponds  wUh  resjjed  to  power  to  the 
load  circuit  with  impedance  z^. 

To  the  second  branch  with  admittance  y„  a  power  fF^  is  supplied, 
which,  expressed  symbolically,  equals 


Pfo.  154.— Equivalent  Circuit  of  the 
Genenl  Electric  Circuit 


^. 


This  corresponds  to  a  loss  which  is  proportional  to  the  square  of  the 
pressure.  This  loss  includes  such  losses  as  iron  losses  and  those  which 
occur  in  the  dielectrics  of  electrical  apparatus  and  machines.  Con- 
sidering finally  the  path  with  impedance  Zg,  we  find  in  it  the  loss 

This  is  the  copper  loss  in  the  circuit,  and  represents  that  part  of  the 
electrical  energy  which  is  dissipated  in  the  form  of  heat. 


I.lluad.  ^ 


unag. 


Fig.  155.— Diae:ram  of  the  Equivalent  Circuit  in  Fig.  154. 

To  find  the  current  I^  for  a  given  impedance  z^^  we  first  of  all 
calculate^A  and  y^  and  set  oflf  the  same  in  a  rectangular  co-ordinate 
system  (Fig.  155).     The  negative  part  of  the  abscissa  axis  is  taken  for 
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the  axis  of  the  imaginary  values.  By  adding  y^  and  y^,  geometrically, 
we  get  the  resultant  admittance  y^.  Since  the  admittances  y«  and  y* 
are  in  series  with  the  impedance  ^^,  we  first  find  the  impedance  z^ 
corresponding  to  the  admittance  y^.     Thus : 


yr  =  5'r+A  =  yr«" 


}*r 


and 


=  1  =  ?!: 


f-3^^-^r-Fr 


Adding  now  the  short-circuit  impedance  Zi^  to  s^,  we  get  the  resultant 
impedance  z.  The  inversion  of  z  gives  the  admittance  y,  which  falls 
in  the  first  quadrant.  Finally,  multiplying  the  admittance  y  by  the 
terminal  pressure  Pj,  we  get  the  current  I^  in  the  supply  circuit.  As 
usual,  let  the  pressure  vector  P,  fall  on  the  ordinate  axis,  so  that  the 
current  vector  /^  coincides  witn  the  admittance  y.  Then  the  vector 
OC  not  only  gives  the  direction  of  the  current  in  the  supply  circuit, 
but  also  its  magnitude  to  a  certain  scale. 


Pio.  I5d.— Construction  of  Current  Diagram. 

To  determine  the  locus  of  the  current  vector  7^,  we  first  find  the 
curve  traced  out  by  the  vector  y^  when  the  load  z^  is  varied.     This  is 

Assume,  by  way  of  example,  that  the  phase  displacement  <^.,  in  the 
load  circuit  is  constant.     Then  the  locus  of  the  admittance 

is  a  straight  line  Kb  (Fig.  156)  making  the  angle  (</»2  +  2^2)  with  the 
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ordinate  axis.  In  order  to  draw  the  load  diagram  for  this  case,  we  first 
set  off  the  constant  admittance 

and  draw  through  A  a  straight  line  Kg  at  angle  (0.2  +  ^^2)  ^  ^^^ 
ordinate  axis.  The  admittance  y^  is  then  represented  by  the  vector 
OB  drawn  to  this  line.  Then,  to  find  the  impedance  z^  corresponding 
to  y^,  we  find  the  inverse  of  the  straight  line  K^  with  the  origin  0  as 
the  centre  of  inversion.  This  inverse  curve  is  not  drawn  in  the  fourth 
quadrant,  but  in  the  first,  since  we  must  return  to  this  latter  by  a 
further  inversion.  Now,  the  inverse  curve  of  a  straight  line  is  a  circle 
passing  through  the  centre  of  inversion ;  thus,  in  this  case,  the  inversion 
circle  is  K'^  and  the  centre  of  inversion  is  the  origin  0,  The  centre 
of  K'ji  lies  on  a  straight  line  passing  through  the  inversion  centre  0  and 
perpendicular  to  the  line  Kg,  The  radii-vectores  of  the  circle  K'^  from 
0  then  give  the  impedance  z^.  We  now  add  the  short-circuit 
impedance  Zg  to  z^  by  moving  the  co-ordinate  system  to  the  right 
through  a  distance  equal  and  parallel  to  z^^.  The  origin  0'  of  the  new 
co-ordinate  system  consequently  falls  in  the  third  quadrant.  Then  the 
vectors  drawn  to  the  circle  AT^,  or,  as  it  is  now,  AT'^,,  from  this  new  origin 
give  the  total  impedance  z  of  the  whole  circuit.  Finally,  still  remain- 
ing in  the  same  quadrant,  let  AT,  with  centre  M  on  the  line  OM'^^  be  the 
inverse  circle  of  the  circle  K'a  with  Cf  as  centre  of  inversion.  Then 
the  vectors  drawn  from  0'  to  this  circle  K  represent  both  the 
admittance  y  and  to  another  scale  the  current  /,  supplied  to  the  line 
in  magnituae  and  phase,  when  the  vector  of  supply  pressure  P^ 
coincides  with  the  ordinate  axis. 

The  circle  K  is  the  desired  current  diagram,  and  on  it  lie  the  short- 
circuit  point  Pjj  and  the  no-load  point  P^.  The  fonner  is  the  inverse 
of  the  point  0,  and  the  latter  is  obtained  by  a  double  inversion  of 
the  point  A, 

In  Fig.  157  the  final  current  diagram  K  is  drawn  to  another  scale. 
All  points  on  the  upper  part  of  the  circle,  lying  between  P^  and  Pq, 
correspond  to  points  on  the  straight  line  K^  above  A,  i.e.  to  load  in 
the  branch  y^ ;  while  points  on  the  lower  part  of  the  circle  correspond 
to  points  on  the  straight  line  Kj^  below  Ay  i.e.  y^  is  then  negative  and 
the  branch  works  as  a  generator.  The  ordinates  of  the  circle  K  shew 
directly  the  watt  currents  I^,  which  the  circuit  takes  in  or  gives  out. 
By  multiplying  these  currents  by  P^,  we  obtain  the  power  consumed 
in  the  circuit. 

The  loss  and  power  lines  are  now  found  in  the  same  way  as  above. 
The  line  of  supplied  power  }i\  =  P^I^  is  simply  the  abscissa  axis.  The 
copper  loss  may  be  written 

where  Vj^  =  0  is  the  equation  of  the  loss-line  and  B^  is  a  constant.  This 
loss-line  is  the  semi-polar  of  the  circle  with  respect  to  the  origin,  as 
shewn  previously.  The  distance  PR  from  a  point  P  on  the  circle  to 
this  loss-line  is  proportional  to  the  copper  loss. 
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Consider  the  triangle  OPi^P,     The  two  sides  OPg^  and  OP  represent 

the  short-circuit  current  Ig  and  the  supplied  current  /^  respectively. 

Let  each  side  of  the  triangle  be  multiplied  by  2^,  then  OPk-^k^k 

represents  the  terminal  pressure  /\  and  OP=IiZ^  the  pressure  con- 

P, 
sumed  in  ^^.    Since  the  three  pressure  vectors  P,,  I^z^  and  ^  form  a 


^^to 
ui  the 


closed  triangle,  the  line  P^P  will  represent  the  pressure  vector 

the  same  scale  of  pressure.     This  pressure  causes  a  loss  V  _ 
branch  whose  admittance  is  ya'^QiQ^h' 
As  before,  we  can  write 

where  V„  =  0  is  the  equation  of  the  loss-line.  This  loss-line  is  tangent 
to  the  circle  at  the  point  Pg  and  the  loss  V„  for  a  point  P  on  the  circle 
is  proportional  to  PS,  the  distance  of  P  from  this  loss-line. 


Fie.  167.— Current  Diagram  of  Equivalent  Circuit  in  Fig.  154. 

The  power-line  can  now  easily  be  determined.     Denoting  fF^  -  Vj^ 
by  ^.,  we  have         ^r^  ^  j^^^ ,  ^^^^  ^  ^^^^^ 

where  we  write  W-^^^A^^ 

to  obtain  symmetrical   notation,  Wj  =  0   being  the  equation  of  the 
abscissa  axis. 

The   line   W„  =  0  for   the   remaining   power  after  subtracting  the 
copper  losses,  clearly  passes  through  6g,  the  point  of  intersection  of 
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the  abscissa  axis  with  the  line  of  copper  loss  V*-  =  0.  Further,  since 
fV„  is  zero  at  short-circuit,  the  power-line  W„  =  0  passes  through  the 
short-circuit  point  Pg, 

The  power  consumed  in  the  branch  of  admittance  y^  is 

where  jBV  =  jB^V^  +  5,V,  =  F 

denotes  the  sum  of  the  losses,  which  are  represented  by  the  line  V  =  0. 
As  the  equations  shew,  this  resultant  loss-line  must  pass  through  8^, 
the  intersection  of  the  two  loss-lines  V^-  =  0  and  V. « 0,  and  we  know 
this  point,  since  we  have  found  both  these  loss-lines.  The  resultant 
loss-line  V  =  0  must  further  pass  through  the  intersection  of  the 
abscissa  axis  W^  =  0  with  the  resultant  power-line  V^^  =  0.  This 
resultant  power-line  contains  the  points  for  which  the  power  in  the 
branch  y^  is  zero,  which  only  occurs  at  no-load  and  at  short-circuit 
Hence,  the  resultant  power-line  passes  through  the  points  Fq  and  F^. 
From  this  we  can  find  S^,  the  intersection  of  the  power-line  Wj  =  0 
with  the  abscissa  axis,  and  the  resultant  loss-line  V:=0  can  be  drawn 
through  the  points  S^  and  S^. 

In  a  branch  of  the  equivalent  circuit,  the  supplied  power,  the  losses 
in  this  branch  and  the  useful  power,  which  is  the  diflFerence  of  these 
two,  can  always  be  represented  by  three  lines,  which  intersect  in  a 
point.  It  was  shewn  in  Sect.  25,  that  a  straight  line  drawn  between 
two  of  these  lines  parallel  to  the  third  is  divided  in  the  ratio  of  the 
first  two  powers  by  a  line  from  the  point  of  intersection  of  the  above 
three  lines  to  a  point  on  the  circle.  Such  a  line  can,  therefore,  at  once 
be  used  to  represent  the  efficiency  or  the  percentage  loss  in  a  branch  of 
the  equivalent  circuit. 

In  Fig.  157  a  line  has  been  drawn  parallel  to  the  abscissa  axis 

between  the  lines  Vjr  =  0  and  W„  =  0.      A  line  S»F  then  divides  this 

ir 
line  in  the  ratio  -=^,  the  ratio  of  the  part  nearest  the  loss-line  to  the 

V  V 

whole  line  being  j^—^p^^-^-  *^d  ^^®  ratio  of  the  part  nearest  the 

power-line  to  the  whole  line  being  "^  =  -^.     Starting  from  the 

loss-line  V^  =  0  and  dividing  the  line  drawn  parallel  to  the  abscissa  axis 
into  100  parts,  the  division  where  S^  meets  this  line  gives  the 
percentage  loss  in  the  branch  Zg, 

In  the  same  way  (Fig.  157)  a  line  is  drawn  parallel  to  W,  =  0 
between  V^  =  0  and  W^  =  0,  and  the  intersection  of  this  with  F^F  gives 
the  percentage  loss  in  the  branch  y„, 
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To  obtain  the  efficiency  of  the  whole  equivalent  circuit,  the 
procedure  is  similar.  Draw  a  line  between  W4  =  0  and  V  =  0  parallel 
to  the  abscissa  axis  and  divide  it  into  100  parts,  beginning  at  the 
power-line  W4  =  0.  Then  the  intersection  of  this  line  with  S^P  gives 
the  efficiency,  mt  tit 

V%=-;^;:^^ioo=^;ioo. 

We  will  now  consider  the  relation  between  the  power  fF^  in  the 
equivalent  circuit  and  the  power  W^  consumed  in  the  original  general 
circuit.  At  the  beginning  of  this  section  we  denoted  the  load- 
impedance  of  this  original  circuit  by  z^  =  — 

Also  y.^Cly.^Cly^^^^^'^^ 

p' 
and  /,  =  ^2  j^,  -  Pgftya  =  ^'«^8- 

P 

Hence  JF^  =  .^^/^cos  <f>^  =  Pg/gCos  (<^2  +  2^.,) 

^2 

and  ;r2=p/2cos02=;r,     ^*^ 


^cos(<^2  +  2^2) 
Therefore,  the  efficiency  of  the  general  circuit  is 

^/°     ^Z'"'' cos  (02 +  2^2)    ^  cos  (02 +  2^2) 
Since  2^o  is  usually  a  very  small  an^le,  rj  is  only  slightly  greater 
than  rj'.     If  2^2  ^^  known,  we  can  divide  the  horizontal  between  the 

power-line  W»  =  0  and  the  loss-line  V  =  0  intb  100 5??*2        equal 

^  cos  (02 +  21^2) 

parts  and  read  off  rj  directly  instead  of  1/'. 

As  shewn  above,  the  line  PgP  serves  for  reading  off  the  pressure  in 
the  receiver  circuit  for  any  load.  The  current  I^  in  the  receiver  circuit 
can  be  obtained  just  as  easily  from  the  diagiam.     At  any  point  P, 

^®^*^®  /2  =  ^lV^ 

which  can  be  proved  as  follows : 
For  any  load,  we  have 

and  at  no-load  0  =  /^  -  (P^  -  I^g)  y^ . 

Subtracting  the  second  equation  from  the  first,  we  obtain 

Since  ?«  +  ?jr  =  ?o> 

we  have  1  +^jfy.=  ^  _—  =  CiC^; 
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hence 

or,  in  absolute  values, 


This  diagram,  which  enables  us  to  completely  investigate  the 
properties  of  any  electric  circuit  and  to  study  the  working  of  the  same, 
we  shall  refer  to  as  the  load  diagram  of  the  circuit.  From  it  we  can 
find  directly  for  any  load  the  following  values:  the  current  /^  and 
phase  displacement  <^i  in  the  supply  circuit,  the  pressure  P,^  in  the 
receiver  circuity  the  total  power  tv^  supplied  to  the  circuit,  the  power 
^^2  taken  out  of  the  circuit,  i.e.  the  useful  power,  the  efficiency  n)  and 
the  percentage  losses  in  the  copper  and  in  the  iron  and  dielectrics. 

66.  Simple  Oonstniction  of  the  Load  Diagram  by  Means  of  the 
No-load  and  Short-circuit  Points.  It  now  remains  to  be  seen  how  the 
circle  diagram  K  admits  of  a  simple  construction  or  calculation.  Two 
points  on  the  circle — namely,  the  no-load  point  P^  and  short-circuit 


Fio.  168.— Conatructiou  of  the  Circle  Diagram. 


point  Pjc — are  already  known  by  experiment  or  otherwise.  The 
perpendicular  to  the  line  joining  these  two  points  passes  through  the 
centre  M  of  the  circle.  In  addition  to  this,  the  direction  of  the  lino 
PqM  from  the  no-load  point  P^  to  the  centre  M  of  the  circle  can  easily 
be  determined  as  follows  : 

In  Fig.  158  the  straight  line  K^  represents  the  admittance  y. +  ^4. 
This  line,  as  shewn  alK)ve,  is  inclined  to  the  left  of  the  ordinate  axis  at 
the  angle  <l>2  +  ^i^2-  The  corresponding  impedance  is  represented  by 
the  circle  Kg.  The  line  OiMl  falls  "below  the  abscissa  axis,  making  an 
angle  </>., -1-2^.,  with  it.  Then,  after  drawing  ()(/  equal  to  z^  and 
taking  the  inversion  of  the  circle  Kg  to  such  a  constant  of  inversion  that 
Kg  represents  its  own  inverse  curve  K,  the  points  Pj[  and  P^  represent 
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respectively  short-circuit  and  no-load  in  the  circuit.  Now,  as  shewn  in 
Sect.  48,  p.  159,         ^Qp^p^  =  ^i  +  ^2  =  i  ^  OMP,. 

Consequently  the  angle  P  which  PqM  makes  below  the  abscissa  axis  is : 

Usually  A^=:^j-^2  ^^  very  small  and  may  be  neglected.  When 
<^,  =  0  (i.e.  non-inductive  load)  the  radius  F^M  makes  the  angle 
OFj[P^  +  A}f/  with  the  abscissa  axis,  and  lies  above  it. 

If  tne  point  P«  lies  above  0  on  the  circle,  the  opposite  sign  must  be 
given  to  the  angle  OF^Fq.  This  is  the  case  when  the  phase  displace- 
ment at  no-load  is  smaller  than  that  at  shortrcircuit. 

In  Fig.  159,  for  the  sake  of  clearness,  only  those  lines  are  drawn 
which  are  necessary  for  the  determination  of  the  centre  Mof  the  circle, 


Pig.  150.— Determination  of  Centre  of  Circle. 


and  are  obtained  at  once  from  the  short-circuit  and  no-load  points, 
when  A\p  is  known  or  negligible,  as  the  case  may  be. 

When  <^2  ^^^  M^  are  zero,  the  determination  of  the  centre  M  of  the 
circle  is  greatly  simplified,  as  is  shewn  in  Fig.  160.  In  this  diagram, 
a  vertical  is  drawn  through  the  no-load  point  F^  to  cut  the  line  OFj^. 
The  centre  of  this  vertical  is  the  same  distance  above  the  abscissa  axis 
as  the  centre  M. 

From  this  construction  the  effect  of  disymmetry  in  the  circuit  on  the 
position  of  M  is  clearly  shewn.  The  greatest  disymmetry  occurs  when 
»i«0,  i.e.  when  ^^  =  0  or  -  (^j -h  ^2) ""  ^^  =  ^  ^^^  ^^®  centre  lies  at 

2^1  and  the 


jfr,,,^,;  or  when  »2  =  0,  i.e.  xf^^O  or  -(i/'j-Hi/'a)- A^  = 


centre  lies  at  M, 


<fa-0) 


The  centre  M  can  also  be  obtained  by  another  analytical  graphical 
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method  by  using  the  line  Mi/  through  the  origin  as  well  as  the  line 
bisecting  PqP^  at  right  angles.  This  line  makes  an  angle  a  with  the 
abscissa  axis,  the  tangent  of  which  can  be  calculated  from  the  following 
formula,  which  is  deduced  from  Fig.  1 56  : 

^^  ^^  -/jrSin(<^~Ai/^)  +  /oySin(<^jr-<^-i-A^)  +  /o^^cos(<^jr-^-f  A^) 
^  /jc  cos  (<^-A^)  +  /o  «^^  sin  (0^-</>8  +  Ai/') -/o,r  cos  (<^^ -</»»  + A^)- 


Fio.  10Ol— {Simple  Dotormlxuktion  of  Centre  of  Glrele  when  ^sQ. 

In  most  cases  C,  and  Co  are  very  little  different  from  unity  and  still 
less  from  one  anotner,  and  therefore  A^=  ^j  -  ^^  is  a  very  small  angle, 
at  most  5\  Hence,  neglecting  this  angle,  we  obtain  the  following 
simple  formula : 

tan  a  =  "  ^K  sin  <^8  -h  h  if  sin  (</)^  -  ^Ag)  +  /p  wl  cos  {<t>K  -  <t>2) 
Ik  cos  <I>2-\-Iowl  sin  (<^a'  -  <t>2)  -low  cos  (0^.  -  </>2)  ' 
For  a  non-inductive  load,  <f>2  =  0,  and  we  have  then, 


tana  = 


/q  w  sin  0A'  +  h  WL  cos  <I>K 
Ik  +  h  WL  sin  <^^  -  /o  B^cos  4>K 
Iosm{<t>o  +  <t>K) 


'Ik-IoOos{4>o  +  <I>k)' 

57.  Load  Diagram  of  a  Transmission  Scheme.  As  examples  of  the 
application  of  the  load  diagram,  we  can  consider  first  a  transmission 
scheme,  consisting  of  a  supply  station  where  the  pressure  is  transformed 
up,  a  transmission  line  and  a  receiver  station  where  the  pressure  is 
transformed  down  again. 

The  following  readings  are  taken  on  no-load  and  short-circuit : 

(1)  No-load. 

Pi  =  1000  volts,     Iq  =  325  amps.,     Jr^  =  40  K.W. 

(2)  Short-circuit. 

Pj,  =  1000  volts,     7^-  =  3000  amps.,     /F^  =  900  K.w. 
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The   transmission  scheme  works  with  a  constant  power-factor  of 
cos  <^2  =  0*95  in  the  receiver  circuit. 

The  load  diagram  is  shewn  in  Fig.  161  drawn  to  a  scale  of 

1  mm  =  60  amperes. 
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Fio.  101.— Load  Diagram  of  TransmiBsion  Line 

Since  such  a  scheme  can  in  general  be  taken  as  symmetrical,  we  get, 
by  direct  measurement  from  the  diagram, 

OP 

C=l-06. 

The  line  OPk^  5*'  ^i™  i^  length,  represents  the  primary  pressure 
Pj  =  1000  volts  to  a  scale  of  1  mm  =  20  volts.  The  receiver  pressure 
on  no-load  is 

Pa  0  =  20  (7 . /y^^  =  20  X  1 -06  X  44-5  =  945  volts. 

At  P  the  receiver  pressure  is 

P2  =  20  X  1  06  X  32-7  =  695  volts. 
The  short-circuit  current  in  the  receiver  circuit  is 

/8^=C.PoPr«  106  X  60  X  44-5  =  2830  amps. 

58.  Load  Diagram  of  the  Qeneral  Transformer.  The  general 
transformer,  whose  method  of  working  is  described  in  Section  39, 
can  be  replaced  by  the  equivalent  circuit  (Fig.  121,  p.  120).    r^  and  r^ 
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are  the  primary  and  secondary  effective  resistances,  Sj^  and  1^2  ^^^ 
primary  and  secondary  coefficients  of  stray  induction  of  the  trans- 
former. The  constants  r^  and  x^  =  2TrcS.2  are  both  reduced  to  the 
primary  circuit. 

The  usual  case  of  the  general  transformer  is  the  three-phase  induction 
motor.     The  secondary  power  /F^  is  here  mechanical  and  equals 

where  7\2(--l)  is  the  ohmic  resistance  equivalent  to  the  load  and 

is  placed  across  the  secondary  terminals.  The  slip  s  gives  the  relative 
velocity  of  the  rotary  field  relative  to  the  secondary  winding.  Since 
the  loss  in  the  secondary  circuit  due  to  the  rotor  resistance  rg  is  /|r2, 

the  total  power  supplied  to  the  secondary  circuit  is  /r=/j-- 

As  all  phases  are  alike  in  a  polyphase  motor,  we  need  only  con- 
sider one  phase. 

The  following  measurements  were  taken  on  such  a  motor : 

(1)  No-load,  i.e.  synchronism  {s=^0), 

the  load  resistance  rJ--lj  being  infinite. 

/o  =  101  amps.,     Pi  =  1 10  volts,     ^F^  =  1465  watts. 

(2)  Shoi't-circuit,  i.e.  at  rest  or  s=  1,  since  rJ-  -  1  ]  is  zero. 

/^  =  105  amps.,     Pi  =  1 10  volts,     /F^  =  4040  'watts. 

Hence,  we  get  cos^=jjJ^^j  =0-132, 

.  4040        ^,.  t 

^"«**=Tl0^rT05=^-^^- 

In  Fig.  162  the  no-load  point  Pq  and  the  shoi-t-circuit  point  P^  are 
drawn  to  the  scale  1  mm  =  2  amps.  For  standard  three-phase  motors 
we  can  put  A^  =  0,  and  further,  since  4^2- 0,  we  get  the  centre  of  the 
circle  by  means  of  the  construction  in  Fig.  160. 

The  lines  of  output  Wo  =  0  and  of  total  loss  V  =  0  can  now  be 
determined  by  means  of  Fig.  157,  and  from  these  the  efficiency  t)  is 
obtained. 

Only  the  slip  s,  from  which  the  speed  of  the  motor  can  at  once  be 
determined,  remains  to  be  found  from  the  diagram.     This  is 


/2     .  7- 

S  =  —-  =       ^ 
■^2 


■.u    tr 
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where  W  denotes  the  power  supplied  to  the  secondary  circuit.  Hence, 
the  slip  in  per  cent,  is  equal  to  the  percentsige  copper  loss  in  the 
secondary  winding,  and  can  be  represented  in  a  similar  manner  to  that 
shewn  in  Fig.  157.     The  construction  is  as  follows : 

Draw  the  loss-line  V«  =  0  for  the  loss  /^a  =  ^2'*2,  and  the  power-line 
W  =  0  for  the  power  }r  supplied  to  the  secondary  circuit.  Since,  as 
we  have  shewn,  the  secondary  current  h  is  proportional  to  P^P,  the 
loss-line  7^  =  0  is  tangent  to  the  circle  at  tne  no-load  point  A. 

The  power-line  W  =  0  passes  through  the  no-load  point  /q,  since  at 

this  point  /F=/|  ?  =  0  (because  /2  =  0),  and  through  the  point  on  the 

o 

circle  for  which  5  =  oo.  Since  this  latter  point  cannot  be  determined 
experimentally,  we  will  employ  the  following  approximation  : 

The  line  Vj  =  0  for  the  primary  copper  loss  /*r,  is  identical  with 
the  loss-line  Vj^  =  0.  Neglecting  the  iron  losses  at  short-circuit,  we 
have  this  equation  for  the  shortKjircuit  point. 

Hence,  if  we  draw  a  line  P/^C  through  the  short^ircuit  point  parallel 
to  the  loss-line  Vj  =  0,  i.e.  a  perpendicular  to  the  line  OM,  this  line  is 


Fig.  162.— Load  Diagram  of  the  General  Transformer. 

divided  by  the  abscissa  axis  (Wj,=0)  and  the  power-line  (W  =  0)  in 
the  ratio  tV^ :  W.    That  is,  from  Fig.  162  we  have 


Substituting 
we  have 


1)C     h 
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Hence  we  can  find  the  power-line  W  =  0  by  drawing  a  line  P^C 
perpendicular  to  OM  and  dividing  it  at  the  point  D  in  the  ratio  -f . 

The  line  P^D  is  then  the  power-line  W  *  0. 

The  slip  5,  or  the  percentage  secondary  heating  loss,  is  now  read  off 
from  the  diagram  by  the  point  of  intersection  of  the  ray  from  P^  and 
a  line  parallel  to  W  =  0.  

Drawing  the  image  P^  of  the  point  P«  in  the  continuation  of  P^^M^ 
the  slip  can  be  measured  by  P^F,  where  F  is  the  point  where  F^P 
produced  cuts  the  loss-line  Vo  =  0.  The  scale  of  slip  on  the  loss-line 
can  best  be  found  by  determining  the  slip  for  any  load-point  by  the 
first  method  and  marking  off  the  value  on  the  loss-line  V^  — 0.  This 
construction  for  reading  off  the  slip  is  clearly  correct,  since  the  two 
triangles  P^P^F  and  P^QH  are  similar. 

The  second  method  for  determining  the  slip  h  is  accurate  and 
convenient  for  small  slips. 
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59.  Pressure  Carves  of  Normal  Alternators.  In  the  preceding 
chapters  we  have  dealt  only  with  alternating-currents  whose  wave- 
shape is  a  sine  curve.  Stiictly  speaking,  such  currents  are  seldom  met 
with  in  practice,  for  modem 
alternators  would  become 
much  too  expensive,  if  they 
were  required  to  generate 
purely  sinusoidal  currents 
with  all  kinds  of  load.  Con- 
sequently, we  have  to  be 
contented  when  the  wave- 
shape only  deviates  by  a 
certain  specified  amount 
from  a  pure  sine  curve. 

Some  15  years  ago,  the 
question  of  the  best  shape 
of  pressure  curve  was 
much  discussed  in  techni- 
cal circles.  Some  main- 
tained that  the  peaked 
curve,  as  shewn  in  Fig.  172, 
p.  199,  was  the  most  favour- 
able for  transformers,  since 
for  a  given  effective  pressure 
the  hysteresis  loss  is  then  a  minimum,  and  the  efficienqy  consequently 
a  maximum.    This  is,  however,  doubtful,  because  every  deviation  of 


Fia.  163.— Diagram  of  Alternator  with  Revolving 
Armature. 
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the  current  from  a  sine  wave  leads  to  an  increase  of  the  eddy  losses  in 
both  iron  and  copper.  Others,  on  the  contrary,  maintained  that  the 
peaked  curve  placed  the  greatest  strain  on  the  insulation,  since  for 
a  given  effective  pressure  this  curve  shape  has  the  largest  amplitude. 
Although  many  investigators  at  that  time  characterised  this  objection 
as  groundless,  it  is  nevertheless  upheld  nowadays.  For  lighting  pur- 
poses, the  flat-shaped  curve  (Fig.  172c,  p.  199)  was  held  to  be  the  luist, 


fV 


Fig.  164. 

since  in  this  case  the  current  remains  longest  in  the  neighbourhood 
of  its  maximum,  and  therefore  yields  a  steadier  light. 

At  the  present  day,  however,  such  opinions  are  rarely  advanced,  the 
prevailing  opinion  being  strongly  in  favour  of  the  sinusoidal  pressure 
curve.  In  modern  generators  the  greatest  deviation  from  the  funda- 
mental is  usually  limited  to  3  to  5  %.  In  Fig.  31  it  was  shewn  how  a 
purely  sinusoidal  pressure  wave  can  be  generated.  The  construction 
of  such  a  generator,  however,  is  very  uneconomical.  In  order  to  employ 
a  strong  magnetic  field,  it  is  necessary  to  bed  the  winding — in  which  the 
current  is  to  be  induced — in  iron,  as  shewn  diagrammatically  in  Fig.  163. 
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This  winding  is  fixed  on  a  laminated  armature  and,  in  the  case  before 
us,  rotates  in  a  multi-polar  field.     The  current  is  led  off  by  means  of 


Fig.  106.— Diagram  of  Alternator  with  Stationary  Armature. 


slip-rings  and  brushes.  Fig.  164  is  a  photograph  of  such  an  alternator 
with  rotating  armature.  It  is  also  possible,  however,  to  have  the 
armature  fixed  and  let  the  magnets  rotate — in  which  case  we  get 


i  / 

f^i 

"k 

h 

Si 

^^$ 

FIG.L166. 


the  arrangement  in  Fig.   165,  a  photograph  of   which   is  shewn   in 
Fig.  166.     The  exciting  cuiTent  is  led  to  the  magnet  coils  through 
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slip-rings.  In  this  arrangement,  which  is  especially  adapted  for 
the  production  of  high-pressure  currents,  the  stationary  armature  is 
also  referred  to  as  the  stotor. 

The  pressure  curve  of  these  generators  depends  firstly  on  the  shape 
of  the  pole-shoe,  and  secondly  on  the  armature  winding.  If  this  latter 
is  concentrated  in  one  large  closed  slot  per  pole,  the  pressure  curve 
will  have  the  same  shape  as  the  field  curve.  This  is  represented  in 
Figs.  167rt,  by  c  for  different  kinds  of  loads.     It  is  of  especial  interest  to 


Fio.  1G7.— Fiold  Curves  of  Alternator.    («)  Fio.   168.— Presaure   Curves   of   Alternator. 

At  No-load ;  (6)  with  Non-iuductivo  Load ;  (a)  At  No-load ;  (6)  with  Non-inductive  Load ; 
(c)  with  Inductive  Load.  (e)  with  Inductive  Load« 

note  the  deviation  of  the  curve  at  non-inductive  load  from  that  taken 
at  no-load.  The  no-load  curve  is  symmetrical,  whilst  the  curve  taken  on 
load  is  distorted.  This  distortion  is  of  course  caused  by  the  armature 
current,  which  reacts  on  the  inducing  field,  and  the  difference  represents 
the  armature  reaction.  If  the  armature  winding  is  distributed  in 
several  slots,  the  pressure  curve  will  no  longer  follow  the  field  curve, 
but  will  approach  a  sine  wave,  as  is  clearly  seen  from  Fig.  168.  These 
curves  were  taken  on  the  same  machine  and  under  the  same  conditions 
as  the  above — except  that  the  pressure  of  the  whole  winding  was  taken, 
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whilst  the  pressures  shewn  in  Fig.   167  were  taken  from  a  single 
concentrated  coil. 

These  last  curves  (for  a  distributed  winding)  are  typical  of  the 
pressure '  curves  of  modem  alternating-current  generators,  and  it  is 
clear  that  they  deviate  very  little  from  sine  waves. 

60.  Fonrier'B  Series.  As  we  have  just  mentioned,  in  practice  we 
have  to  deal  with  altemating-<$urrents  whose  momentary  values,  as 
functions  of  time,  do  not  vary  after  a  sine  law,  but  according  to  some 
other  periodic  functions.  In  order  to  be  able  to  carry  out  accurate 
calculations  with  such  currents  in  a  simple  manner,  it  is  best  to 
analyse  such  a  pressure  curve  into  a  sum  of  sine  functions  of  different 
frequencies,  llie  sine  function  possessing  the  lowest  frequency  is 
called  iihe  first  harmonic  or  the  fundamental^  and  all  other  sine  functions, 
whose  frequencies  are  multiples  of  that  of  the  fundamental,  are  called 
higher  harmonics.  Since  Fourier  was  the  first  to  shew  that  every 
periodic  function  can  be  analysed  into  a  series  of  sine  functions,  such 
series  are  generally  termed  Fourier's  Series, 

Before  proceeding  to  deduce  the  same,  however,  we  shall  first  quote 
a  few  integration  formulae  which  will  afterwards  be  needed. 

These  are  as  follows : 

iO  when  m$n,      ^ 
0  when  wi  =  w  =  0,>    (1^^) 
TT  when  m  =  w>0,J 
where  m  and  n  are  any  positive  integers. 

cosmxsinnxdx=^0 (110) 

14.,                               f2ir  when  m  =  n  =  OA 
cos  WM5  cos Tw; (/a;  =  ^   n  when  m  =  7i>0,  >   (m) 
■"'                               I  0  when  m^n.      J 

In  the  interval,  -  ir  to  +  ir,  let  f(x)  be  any  continuous  single- valued 
periodic  function;  we  can  then  express  the  same  by  the  following 
series — known  as  Fourier's  Series : 

y(a;)  =  ttj  cos  oj  +  ^1  sin  a;  -|-  ttg  cos  2a;  +  63  sin  '2z 

+  ...-{■  a„coBnx  +  b„ainnx  + 

The  constant  coefficients  ttj,  a,2,  ^3  ...  and  6^,  63 >  ^3  •••  are  determined 
by  multiplying  both  sides  of  the  equation  by  cos  {iix)dx  and  integrating 
from  -tr  to  +ir,  whereby  all  terras  on  the  right  vanish  except  one. 
Thus,  we  get 

I+»  /•+» 

f(x)  cos  Tuc  dx  =  a„  I      cos^  (nx)  dx  =  a„Tr 
-n  J  -n 

or 


c 


and 


1  r" 
a^  =1     I      f(x)  cos  {iix)dx, 

J  -ft 
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Similarly,  multiplying  all   through   by  sin(nx)dx  and  integrating 
between  -  v  and  +  tt,  we  get 

1  f  ■*■' 
^«  =  -J     f{x)sin(Tuc)dx. 

These  two  expressions  for  a,  and  6,  can  be  somewhat  transformed  if 
we  integrate  first  from  -  ir  to  0  and  then  from  0  to  +  tt,  as  follows : 

1  f"*"' 
a„  =  -\     f{x)co8{7ix)dx 

=  -  1 1     f(x)  COS  {fix)  dx  +  I     f(x)  cos  (nx)  dx  > . 
In  the  first  integral  put  x=  -y;  then 

r   f{x) cos {nz)dx=\     /(-y)cos(-ny)rf(-y) 

=  r/(-y)cos(7iy)rfy 
or  I     f{x)  cos  (nx)  dx=\  /( -  x)  cos  (nx)  dx, 

and  we  get  a„  =  -  I    [f{x)  +/( -  x)]  cos  (7w;)  (^a;. 

^  Jo 

Similarly,  ^«  =  -  I    [/(^)  - /(  -  ^)]  sin  (7ia-)  <^a;. 

Example  L     Find  the  value  of  i  when  the  function  i^f{iat)  traces 
out  the  rectangular  curve  represented  in  Fig.  169. 


Time 


Fio.  160.— Rectangular  Altumating-Curreut  Curve. 

From  o>/  =  0  to  0)/  =  tt,  i  =  /,  and  from  a>/  =  0  to  a>^  =  -  ir,  t  =  -  /. 
Then,  a«  =  -  [      i  cos  mat  d{tot)  =  -  T  [/  +  (-/)]  cos  7iMtd{id)  =  0 


Digitized  by 


Google 


FOURIER'S  SERIES 


197 


and 


1  f"^'  1  f 

6„  =  -  I      i  sin  Tuat  d{(ot)  =  -  I    [/-(-/)]  sin  mot  d{td) 


0  when  n  is  even, 
—  when  n  is  odd. 


Tj««^^              4/rsina)^     sin3a>/      sm5a>^              smwW         1 
Hence        *«—    -^r— +  — q —  + — e — +.+ +•.    • 

,Exampk  11.     Find  the  value  of  t  when  the  function  i=f{<ai)  traces 
out  the  triangular  (saw-tooth)  curve  shewn  in  Fig.  170. 


Time 


Fio.  170.— Triangular  Alteniatlng-Gurreiit  Curvo. 


XT  12 

From  a>^=     0  to  (o/=      -,     i—      -/(o)/). 


IT 


Accordingly, 

If 


i  cos  7^/  (1?^ 


1  r  r' 
=  --!|    [7o)<  +  (-/o>/)]cosiiw^<:?(W) 
'^  Uo 

+  I    [I(ir -tat)+  {- I{v - 0)/)}]  cos  n<u^ (/(w/)  1  =  0 
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1  f^' 
and       ^«  =  -  I      *  sin  nutt  d{(at) 

=  1  P  [/  W  -  (  -  /  0)/)]  sin  Hid  d{id) 
^  Jo 

+  ^  r  [/(ir  -  coO  -  {  -  /(ir  -  (u/)}]  sin  iW rf(a>0. 

If  we  put  a>r  =  IT  -  (!>/, 

then  the  last  integral  becomes 

+  -^  r  (/  ci>f  +  /  W)  sin  (fiir  -  »wi>/')  rf(w^). 
'*'  Jo 

For  all  even  values  of  n, 

sin  (nir  -  wo)/')  =  -  sin  na>^', 
and  for  all  odd  values  of  n, 

sin  {nir  -  lud')  =  sin  iifd\ 
Consequently,  we  get 

4  f ? 

6„  =  ~2  I    2/0)^  sin  ?iW  d(iai\ 

when  n  can  only  be  an  odd  number ;  thus 

,       87  f       ^  ^     sinwwnf 


I.e. 


,      8/      ,  8/1 


XT                          8/  fsin  id     sin  3o>/     sin  bid     sin  lid         \ 
Hence  .  =  -  |-^ ^-+-.^^ ^ig-^-j- 

In  this  example  not  only  the  cos  w<o/  terms  vanish,  but  also  the  terms 
sin  no)/,  for  which  n  is  even. 

This  latter  property  is  common  to  every  curve  wJwse  ivx)  halves  mth  respect 
to  the  abscissa  ajris  are  symmetrical,  i.e.  when  the  two  halves  coincide 


Digitized  by 


Google 


FOURIER'S  SERIES 


199 


when  placed  one  .above  the  other,  as  in  Fig.  171.     Or,  considering  the 
expressions, 


1  f*"'  1  f*""" 

,  =  - 1     f(x)coBnxdx  =  - 1      [f{x)+f{x-v)coBnir]coBnxdx 

1  f"*"'  1  f 

and       ^«  =  -  I     f(x) Binnxdx--\   [f{x)  +f{x - v) cos wr] sin nx dx^ 


Fig.  171.— Symmetrical  Cunre  with  respect  to  AbiiciiMa-axiB. 

we  see  for  all  even  values  of  7t,  since  cos:r=  +1,  that  a^  =  0  and  6^  =  0, 


provided  that 


f(x)= -f{x-n). 


In  practice,  nearly  all  curves  have  this  property;   hence  we  can 
always  omit  those  terms  whose  frequency  is  an  even  multiple  of  that 


Islntol 


I(sinttft-Uln3u)l) 


^sin3u>t) 


Fiu.  172.— Effect  of  Third  Harmonic  on  Wave-shape. 
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of  the  fundamental.     An  exception  is  the  pressure  curve  of  homopolar 
machines,  which,  however,  are  seldom  used. 
Considering  again  the  expression 

1  f"^*  1  f  "*■' 

<*«  =  -  I     f{x)QQ%nxdx  =  -  I      [/(«)+/(-«)] cos ?w; (fa;, 

we  see  that  fl„  is  always  zero  when 

/(ir)=-/(-x). 

i.e.  a„  vanishes,  and  consequently  all  the  cosine  terms  of  the  series 
vanish,  when  the  pressure  curve  is  symmetrical  alx)ut  the  origin. 


Isintot 


isri5u>l) 


l(5inyl*^sin5uil) 


Fio.  173.— Eflfcct  of  Vilth  Uarmonic  on  Wave-^ape. 


The  curves  in  Figs.  172  and  173  shew  the  influence  of  the  higher 
hai-monics  on  the  shape  of  a  curve.  Pressure  curves  similar  to  those 
shewn  in  Figs.  172  and  173  occur  frequently  in  practice. 

61.  Analsrbic  Method  for  the  Determination  of  the  Harmonics  of 
a  Periodic  Function.  If  we  are  given  a  periodic  curve  taken  by 
experiment  (either  by  the  ix)int  by  point  method  or  by  an  oscillograph) 
and  wish  to  analyse  the  same,  it  is  not  possible  as  a  rule  to  express  it 
by  means  of  a  finite  series,  so  that  the  al>ove  method  cannot  be  used 
for  determining  the  amplitudes  a„  and  h„. 

If   the  curve   is  taken   by   the   point  by   point  method  and    2wi 
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momentaiy  values  have  been  measured  at  equidistant  points  in  the 
whole  period  27r,  then  we  start  from  the  equation 

i  s  Oj  cos  (i>^  +  &i  sin  iot  +  a,  cos  Stot  +  ^3  sin  3(ot  + ... 

and  apply  the  Principle  of  the  Least  Squares,  whereby  the  constants 

a,  and  6.  must  be  so  determined  that  (ieaie^utod  -  *-.i »)^  is  a  minimum, 

i.e.  we  must  have 

and  ^(ioia,i.t.d--t^,»d)^^Q 

and  we  get  just  as  many  linear  equations  as  there  are  unknowns. 
Denoting  the  2m  measured  values  by  t^,  i.^,  tj ...  hm,  then 

2(,         2ir      .         4ir      .         6^  2(wi-l)ar      .  ) 

^^=m^^2m-*'^^2m  +  *»^2m^"^*"-^       2iS^-4' 


.    2ir      .    ,    4ir      .     .    Gtt  .    2(m-l)T 

sin  „    +  to  sm  „  -  + 1-  sm  ^    + . . .  +  t«_i  sin  -^ — — 

2m     ^       2m     *       2m  ^  2m 


and  in  general 

2{.  2ir      .  iir      .  6w  2(m-l)ir    .  1 

a.=-|t,cosn2^-+»,cosn2^  +  t3COsn2^+...+t^.,cosn^-2^ 

-        2f.    .       2ir      .    .       4ir      .    .       Gir  2(m-l)ir] 

i,  =  -|H8in«2-+h8mn2-^  +  t3smn2^+...+t^.,sinnA.._^    -|. 

In  order  to  impress  this  method  more  clearly  on  the  memory,  its 
mathematical  derivation  can  be  considered  from  the  following  physical 
conception,  more  familiar  to  electrical  engineers. 

An  E.M.F.  e^  =  COB  mat  is  induced  in  a  circuit  carrying  a  current 
represented  by  the  curve 

i  =  a^co6wi  +  b^  sin  tat  +  a^ cos  3<at  +  b^ sin  S<ot  +  .. . , 

in  which  we  require  to  find  the  n***  harmonic  of  the  cosine  terms.  All 
the  current  harmonics  must  be  wattless  with  the  exception  of  that  we 
are  considering  (the  n^)y  and  the  mean  power  is 

On  the  other  hand,  the  mean  power  is  given  by 


^an^hrl    ««*  ^^  =  OtI    icOSTUddt 


=  mean  value  of  (i  cos  mat). 
Hence  a„  =  2  x  mean  value  of  (t  cos  mot), 

and  similarly,  ft^  =  2  x  mean  value  of  (i  sin  nw/). 


Digitized  by 


Google 


202 


THEORY  OF  ALTERNATING-CURRENTS 


This  is  the  same  result  as  that  just  obtained  in  another  way. 
If  we  take,  for  example,  2m  ==  24,  then  the  calculation  can  be  carried 
out  in  the  following  tabular  form : 


Ezperi. 

mentally 

Determined 

Coeffioients  for  Determining  the  Amplitudea. 

Momentary 
Values. 

»i 

hi 

a,            6, 

ttfi 

6. 

«7 

67 

-h 

0-966 

0-259 

0-707 

0-707 

0-269 

0-966 

-0-269 

0-966 

h 

0-866 

0-6 

0 

1-0 

-0-866 

0-5 

-0-866 

-0-5 

H 

0-707 

0-707 

-0-707 

0-707 

-0-707 

-0-707 

0-707 

-0-707 

U 

0-5 

0-866 

-1-0 

0 

0-5 

-0-866 

0-5 

0-866 

H 

0-269 

0-966 

-0-707 

-0-707 

0-966 

0-259 

-0-966 

0-259 

»e 

0 

1-0 

0 

-1-0 

0 

1-0 

0 

-1-0 

h 

-0-269 

0-966 

0-707 

-0-707 

-0-966 

0-269 

0-966 

0-259 

H 

-0-6 

0-866 

1-0 

0 

-0-6 

-0-866 

-0-6 

0-866 

H 

-0-707 

0-707 

0-707 

0-707 

0-707 

-0-707 

-0-707 

-0-707 

«10 

-0-866 

0-5 

0 

1-0 

0-866 

0-5 

0-866 

-0-6 

hi 

-0-966 

0-259 

-0-707 

0-707 

-0-259 

0-966 

0-269 

0-966 

»M 

-1-0 

0 

-1-0 

0 

-10 

0 

-1-0 

0 

In  the  first  column  are  the  experimentally  determined  momentary 
values,  taken  15'  from  one  another.  In  the  second  column  are  the 
cosine  values,  by  which  t^,  tg  •••  to  i«  must  be  multiplied  in  order  to 
find  tt, ;  in  the  third  column  are  the  sine  values,  by  which  tj,  i^,  etc., 
must  oe  multiplied  in  order  to  find  b^,  etc. ;  in  the  next  columns  are 
the  coefficients  for  determining  ^3,  ^s*  S»  ^6  *"^  ^1  ^^ 

It  has  here  been  assumed  that  the  given  curve  is  symmetrical  about 
the  abscissa  axis,  whence  »!=  -C+i,  ij=  -*«+«>  and  so  on.  If  this  is 
not  exactly  the  case,  the  mean  value  between  L  and  t^^,  must  be  taken 
in  order  to  get  ij.  Further,  for  symmetrical  curves,  the  origin  can 
always  be  chosen  so  that  i^  =  0. 

62.  Oraphic  Method  for  the  Determination  of  the  Hannonics  of  a 
Periodic  Function.  Instead  of  the  above  analytic  method,  we  can  also 
proceed  graphically,  which  is  especially  convenient  when  the  whole 
curve,  and  not  only  a  few  points  on  it,  is  at  hand.  An  example  of 
such  a  method  is  that  given  by  Houston  and  KenneUy^  EL  Worlds  1898, 
which  depends  on  the  following  theorem : 

"  If  an  odd  number  w  of  half  waves  of  a  sine  wave  are  divided  into 
p  sections  by  p  vertical  lines  equidistant  from  one  another,  then,  when 
p>\  and p  and  w  have  no  common  factor  greater  than  unity,  the  sum 
of  the  areas  in  the  odd  sections  equals  the  sum  of  the  areas  in  the  even 
sections."  In  the  summation,  all  surfaces  alx)ve  the  zero  line  are 
taken  as  ix)sitive  and  below  as  negative. 

To  prove  this  theorem,  divide  the  abscissa  axis  of  the  sine  curve 
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from  xtox-{-W7r  into  p  equal  parts,  draw  the  ordinates  through  these 
points,  and  find  the  area  of  each  section  (see  Fig.  174). 


t- 


sin  a;(£r  =  cos  a  -  cos^S. 
Now  find  the  sums  of  the  areas  of  the  even  and  uneven  sections,  and 

VI — n 


Fxo.  174. 


equate  the  difference  of  these  two  sums  to  zero;  thus  the  following 
expression  F  must  equal  zero : 

F  =  cos  ^  -  2  cos  Ta;  + — j  +  2  cos  Ta;  +  2  —  j 

-  ...  +  2cos-|.'c  +  (;?-  1) —  >  -coa{X'\-im-) 
=  cosaj-2cos(a;+—  j  +  2cos(a;  +  2  —  j 

-  ...±2cos|a;+ -  ^-  •  — j  +  cosa; 

-2  cos  (35 j  + 2  cos  (a;- 2  —  j 

-...±2cos^a;-^-j 

=  2  cos  a;  ■{  1  -  2  cos  w  -  +  2  cos  2W  —  . . .  ±  2  cos^-^r >. 

Multiply  both  sides  by  cos  —  ;  then,  applying  the  formula 
2  cos  a:  cos  y  ==  cos  (a;  4-  y)  4-  cos  (x  -  y). 
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ft 

all  the  terms  on  the  right-haiid  side  except  the  last  cancel  out,  so  that 

we  get  ^       _      - 

rr       ^^     r.  /»-l     l\twr 

Fcos  H-  =  2co8a;co8r  „    +s)  — 

=  2co8a;cos-^-  =  0, 

and,  since  p  and  w  have  no  common  factor  greater  than  unity, 

F=0. 

On  the  other  hand,  if  w  —p,  and  we  commence  to  divide  the  wave  at 
a  point  where  it  passes  through  zero,  so  that  a;  =  0,  then 

F^2p, 

i.e.  equals  p  times  the  area  of  a  half  wave,  which  can  also  be  seen 
directly  from  Fig.  174. 

From  this  theorem  we  get  the  following  rule : 

A  wave-line,  representing  graphically  a  semi-period  of  an  alternating- 
current,  can  be  expressed  by 

ttj  cos  a:  +  ftj  sin  ic-H  ttg  cos  3a;  +  6g  sin  3a;  -h 

In  ordet"  to  find  the  coefficient  h^  of  the  sine  terms,  starting  from 
zero,  we  divide  the  half  wave-length  into  n  equal  parts  and  determine 
— by  some  means  or  other — the  difference  F  between  the  sums  of  the  • 
even  and  the  odd  area-sections. 

Then,  since  F  equals  the  mean  ordinate  of  the  sine  wave  of  amplitude 
2 
h^  times  t,  i.e.  equals  6„  •  -  t,  we  get 

IT 

where  t  equals  half  the  wave-length  of  the  given  wave. 

To  find  the  coefficients  tt„  of  the  cosine  terms,  we  must  again  divide 
the  half  wave-length  into  n  equal  parts,  but  we  must  now  start  at  a 

quarter  wave-length  from  the  zero  of  the  n^  harmonic,  i.e.  at  — 

of  the  interval  of  the  given  half  wave.  In  other  words,  the  dividing 
lines  for  the  coefficients  a  lie  midway  between  those  for  the  coefficients  h. 
Then,  as  above,  we  get  from  the  difference  F^  of  the  sums, 

'^^^ 
^«=-  2t' 

This  method  is  not  strictly  correct,  since  in  the  surfaces  measured 
for  one'  harmonic  the  surfaces  of  those  harmonics  are  also  included 
whose  frequency  is  a  multiple  of  that  of  the  fundamental.  This 
inaccuracy  therefore  occurs  as  soon  as  we  come  to  the  ninth  harmonic. 

The  surfaces  can  be  measured  with  a  planimeter.  In  order,  however, 
to  obtain  greater  accuracy,  the  following  device  may  be  used:  the 
areas  of  the  given  polygons  ABCDA  and  ABCDEA'A  (Fig.   175), 
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which  have  to  be  measured,  are  divided  into  equal  even  and  odd 
sections,  which  can  be  omitted  without  further  ado,  so  that  only  small 
surfaces  remain  to  be  measured;  these  are  traversed  in  the  proper 
sense  with  the  planimeter,  and  the  result  can  at  once  be  read  off. 


.  n  '^  ^ 

^ 

*^^^^^^-— ir>^.  p 

^ 

4 
/ 

V 

Bv^ 

/' 

\v\ 

/ 

\ 

/ 

'x. 

/ 
/ 

\ 

A- 

A              r-r-r+r              ^^       \\ 

^  \\ 

^  \\ 

n\\ 

^^ 

Fio.  175.— Determination  of  Areas  for  finding  Third  Harmonic. 

In  Fig.  175  the  surfaces  ¥  and  Fy^  are  obtained  directly  by  means  of 
a  planimeter  when  we  trace  out  the  small  areas  /j,  /g,  /j  and  /[,  /a,  /,' 
respectivelj'^  in  the  direction  indicated  by  the  arrows,  since 

F=f,-f^+f.    and    F,^f,-fi+f,. 

After  the  coefficients  Og,  ©h,  o,  ...  ft,,  h^,  b^ ...  of  the  harmonics  have 
been  found  in  this  way,  we  can  also  determine  the  coefficients  Ui  and  bi 
of  the  fundamental,  by  taking  the  planimeter  over  the  whole  surface, 

in  the  one  case  starting  from  x-0  and  in  the  other  a;  =  ^.     To  obtain 

a,  and  ft,,  however,  we  must  not  directly  substitute  the  surfaces  F 
and  Fi  as  measured  in  the  formulae  for  a„  and  ft„,  since  in  addition  to 
the  area  enclosed  by  half  a  wave-length  of  the  fundamental,  there  is  also 
measured  the  sum  of  the  areas  of  all  the  harmonics  within  this 
half  wave-length,  »      o  • 


vn 


consequently. 


h- 


vF 


?!• 


Digitized  by 


Google 


206  THEORY  OF  ALTERNATING-CURRENTS 

Similarly,  we  get      ^i  =  ~  ^  -  2  ^^  ^^  (** "  ^ )  ^ 

"      2t"*'3      5'"^  7       ••• 

In  Pig.  176  the  current  curve  of  a  homopolar  alternator  is  shewn. 
This  curve  has  been  analysed  by  both  of  the  above  methods.     In  the 


Fks.  170.— AnalyBia  of  Experimental  Curve  into  its  Hftrmonios. 

analytical  method,  the  distance  2t,  corresponding  to  360",  has  been 

divided  into  24  parts ;  thus  one  division  equals  —  *=  15*.    The  equation 
found  in  this  way  is 

i  =  -  3-7  cos  a>^  +  99-9  sin  U  +  2*96  cos  3a>/ 

-  3-54  sin  3W  +  2*57  cos  5a»/  -  1 2*8  sin  b(d 

-  1  -73  cos  7  W  +  5-46  sin  *Jid. 

These  harmonics  are  also  shewn  in  Fig.  176. 

The  equation  found  by  the  graphical  method  is  approximately  the 
same,  thus 

i  =  -  3-82  cos  id  +  99*2  sin  tat  +  294  cos  Zmt  -  3-29  sin  Zid 
+  2-38  cos  5 W  -  1 3-4  sin  5ci>^  -  1  -98  cos  Tid  +  5*79  sin  ltd. 

We  thus  see  that  the  latter  method  is  correct  within  one  per  cent, 
of  the  amplitude  of  the  fundamental  wave. 

In  drawing  out  the  curve  of  the  equation  found  analytically,  the  sine 
and  cosine  terms  of  each  harmonic  have  been  combined  and  set  off  in 
their  proper  position  with  respect  to  the  other  waves.     The  amplitude 
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t.  and  the  phase  angle  <^«  of  such  a  combined  wave  are  found  as 
follows: 

a^  cos  fuai  +  b„  sin  nod  =  >/a*  +  ^*  sin  (ntat  +  tan~^  -  * ) 

=  t,sin(ww^  +  «^,), 
where  a„  =  t„  sin  0„ 

and  ft,  =  t,co8<^„. 

By  this  means,  we  get  for  the  equation  of  the  curve  (Fig.  176) ' 

i  =  100  sin  {ud  +  358*)  +  4-61  sin  (Sad  +  UO") 

+ 1305  sin  (5a>;+ 169*^)  +  571  sin  (7a)/  +  342*-5). 

63.  Altemating-Ouirents  of  distorted  Wave-Shape.  In  Chapter  II., 
we  saw  that  when  a  varying  pressure  p  acts  at  the  terminals  of  a 
circuit  containing  ohmic  resistance,  self-induction  and  capacity,  we 
have,  from  Kirchnoff's  Second  Law, 

.      rdi     If.,, 

Idp^dH     r  di      1 
^^  LdfdP^^Ldt'^LC' 

Further,  we  saw  that,  with  constant  r,  L  and  C,  a  sinusoidal  pressure 
always  produces  a  sinusoidal  current  of  the  same  frequency. 

Since  the  pressure  equation  is  linear,  the  law  of  superposition  can 
always  be  applied.  And  since  the  pressure  always  has  the  same 
frequency  as  the  current  it  produces,  it  is  obvious  that  each  pressure 
harmonic  of  any  pressure  wave  produces  a  current  at  its  own  frequency, 
independently  of  all  other  harmonics. 

Thus,  when 

=  Ain^8in(««><  +  \f',)  +  P,„^,sin(3a>/  +  ^,)  +  ..., 
then 

»  =  h  +  *8  +  *6+  — 
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Or,  we  can  write 

+  ...+/«„^sin(7iW  +  ^^-<^J,  (112) 

where  the  amplitude  of  the  n***  current  harmonic  is 

I^_^^— ^""^  (113) 


^r«  +  (^ 


ntaL- 


'X 


nmC) 
»d  ,..,„-.("^-_^) (114, 

The  phase  displacement  <^^  of  the  n^  harmonic  is  positive,  zero  or 
negative,  according  as 

n(aL  =  — 79 

From  this  we  see  that  each  harmonic  of  the  pressure  wave  produces 
its  own  current,  and  further,  from  the  law  of  superposition,  all  these 
currents  are  entirely  independent  of  each  other. 

The  amplitudes  of  the  currents  do  not  all  bear  the  same  relation  to 
the  amplitudes  of  the  pressure  harmonics,  since  the  impedance  of  the 
n*^  harmonic  p  i = — -g 

7ff:=V'^H'"^-.-i)=^- <^^'> 

depends  on  the  value  of  n.  Further,  the  phase  displacement  tj}^  is  also 
a  function  of  n,  so  that  resonance  cannot  occur  at  the  same  time 
with  more  than  one  harmonic.  Since  this  phenomenon,  however,  is 
frequently  due  to  the  higher  harmonics,  it  is  not  sufficient  to  consider 
resonance  with  regard  to  the  fundamental  alone,  especially  where 
capacity  is  present  in  the  systems. 

Since  the  relations  between  a  pressure  and  its  current  are  different 
for  every  harmonic  both  as  regards  magnitude  and  phase,  the  current 
curve  is,  as  a  rule,  quite  different  in  shape  from  the  pressure  curve. 
We  will  now  shortly  investigate  the  influence  of  r,  L  and  C  on  the 
shape  of  the  current  curve. 

Consider  first  the  simplest  case,  when  the  circuit  contains  only 
ohmic  resistance,  then 

/„™..  =  ^'    and    </>,  =  0, 

i.e.  the  current  curve  has  exactly  the  same  shape  as  the  pressure  curve 
and  is  in  phase  with  it.  This  can  also  be  seen  directly  from  the 
differential  equation,  since  p  =  ir. 
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If,  on  the  other  hand,  the  circuit  contains  })oth  resistance  and  self- 
induction,  then 

/^_^__g^._    and    <^,  =  tan-i*^^. 

Hence  the  greater  the  value  of  n,  the  smaller  will  be  ^"'"'^  and  the 

^eater  <^„,  that  is  to  say,  the  higher  harmonics  are  not  so  pronounced 
in  the  current  curve  as  in  the  pressure  curve,  wherMthe  circuit  contains 
ohmic  resistance  and  self-induction.  Thus  the  self-induction  has  the 
effect  of  making  the  current  curve  more  nearly  a  sine  wave. 

On  the  contrary,  when  the  circuit  contains  resistance  and  capacity, 
we  have  p  /        1    \ 

The  higher  harmonics  are  now  more  prominent  in  the  current  curve 
than  in  the  pressure  curve,  and  the  current  curve  may  become  very 
greatly  distorted,  when  there  is  sufficient  capacity  in  the  circuit. 

64.  Power  yielded  by  an  Alternating-Gurreiit  of  distorted  Wave- 
Shape.  The  power  of  an  alternating-current  of  any  given  wave-shape 
can  be  expressed  by  the  rate  at  which  it  develops  heat  in  a  resistance, 
thus :  .  ^r 

Putting  t  =  /,™.x8in(W-H^j-<^i)  +  /„„„8in(3(o/  +  ^3-</)g)+... 
and  remembering  that 

P^^  (  0  when  7/i<7i, 

I     sin  m^  Binnrdx^l  0  when  m  =  ?i  =  0, 
~^  I  :r  when  m  =  n>0, 

we  see  that,  in  the  integration  of  Mty  only  those  terms  of  i^  which 
contain  a  sine  squared  yield  a  result  differing  from  zero,  and  we  get 

Putting  this  power  equal  to  /V,  as  before,  we  get  for  the  effective 
current, 

=  N//?  +  i^  +  /S+... (116) 

From  this  it  follows  that  each  harmonic  of  the  current  curve  pro- 
duces its  own  heating  in  the  circuit  independently  of  the  rest ;  that  is, 
the  total  heating  louses  in  tfie  circuit  e(pial  fh^e  sum  of  the  heatimf  losses  due 
to  the  sevefral  futrmonics. 

A.C.  o 
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Similar  to  the  effective  current,  we  can  express  the  effective  pressures: 

=  sfFl^Pl  +  Fl+... (117) 

Further,  we  know  that  the  power  developed  by  a  current  is 

• 

If  we  substitute  the  values  of  p  and  i  and  take  the  product,  then  all 
terms  vanish  on  integration  except  those  containing  a  sine  squared, 
and  we  get 

/r=  J{P,„„/i^,  cos  <^,  +  Psm^xJ'im^  COS  <^  +  ...} 

=  P,/lCOS<^l  +  P8/8C08<^8  + (11») 

We  thus  see  that,  with  regard  to  power,  all  the  harmonics  are  inde- 
pendent of  one  another, — each  produces  power  for  itself,  whilst  the 
current  of  one  harmonic  produces  no  effect  with  the  pressure  of  another. 
The  cwreni  of  any  haimmiic  is  vxUtless  imth  respect  to  the  pressures  of 
other  harmonics. 

We  have  now  seen  that  all  harmonics  are  in  every  respect  inde- 
pendent of  one  another,  and  the  total  power  is  obtained  by  the 
summation  of  the  powers  of  the  several  harmonics. 

Thus,  each  harmonic  can  be  treated  separately  by  itself,  and  can 
have  all  the  laws  and  graphic  constructions  which  have  already  been 
deduced  applied  to  it. 

If  we  have  a  problem  for  a  pressure  curve  of  given  shape,  we 
analyse  this  curve  into  its  harmonics,  and  treat  each  harmonic  hy 
itself  as  in  the  previous  examples.  In  this  way  we  find  the  current 
and  power  of  the  harmonics,  whence  we  get  the  effective  current,  the 
total  power  and  the  efficiency.  In  many  problems  where  graphic 
methods  are  used,  it  is  possible  to  use  with  advantage  separate  parts 
of  the  figure  for  each  harmonic. 

65.  Effect  of  Waye-Shape  on  Measurements. 

I.  Measurement  of  Induction  Coefficients.  In  practice  it  is  often 
required  to  find  the  coefficient  of  self-induction  of  a  circuit  of  compara- 
tively negligible  resistance.  This  is  usually  done  by  sending  an 
alternating-current  through  the  circuit  and  measuring  the  effective 
pressure  and  current.  Since,  however,  we  have  not  always  a  sinusoidal 
pressure  at  our  disposal,  it  is  of  interest  to  investigate  whether  the 
coefficient  of  self-induction  can  be  determined  from  these  two  mea- 
surements with  sufficient  accuracy  when  the  pressure  curve  contains 
harmonics. 


Digitized  by 


Google 


EFFECT  OF  WAVE-SHAPE  ON  MEASUREMENTS        211 
If  P  =  Pi^  sin  (<•>(  +  h)  +  A.n»x  sin  (3(o<  +  f,)  +  ... , 

then      i  =  ^8in(orf  +  f,-0  +  ^^8in(3«-<+^.-^)  +  .... 
The  effective  values  are  then 


By  di\'ision,  we  get 


..!3.Ad^. 


From  this  formula  we  see  that  the  pressure  harmonics  P3,  P5,  etc., 
must  be  very  large  in  proportion  to  the  fundamental  P^  for  the  root 
to  differ  appreciaoly  from  unity.  Hence,  for  practical  purposes,  it  is 
generally  sufficiently  exact  if  we  calculate  the  coefficient  of  self- 
induction  L  from  the  effective  pressure  and  current  as  measured,  thus : 

neglecting  the  shape  of  the  pressure  curve.  If,  for  example,  this  curve 
has  a  third  harmonic,  whose  amplitude  equals  a  third  of  that  of  the 
fundamental  wave,  then  the  quantity  under  the  root  is  0-96.  Thus 
the  error  introduced  by  neglecting  the  correcting  factor  is  but  4  %. 

If  the  ohmic  resistance  of  the  circuit  is  not  negligible,  for  the  above 
formula  (119)  we  must  substitute  formula  (124),  given  on  p.  221. 

II.  Measurement  of  Capacity,  (a)  An  analogous  problem,  namely  the 
determination  of  the  capacity  of  a  circuit  of  low  ohmic  resistance  by 
measurement  of  the  effective  pressure  and  current,  may,  on  the  other 
hand,  give  results  which  are  far  from  exact,  when  the  pressure  curve 
deviates  greatly  from  a  sine  wave. 

K  p  =  P,„„  sin  {uU  +  ^1)  +  Psma.  sin  (SW  +  ^3)  +  . . . , 

then  i  =  CtaP^,^  sin  ((ot  +  ^1  +  ^  j 

+  3CaiP,^  sin  (SU  +  ^3  +  0  +  . . . 


^Sni  I  50)^+^3  4 

The  effective  values  are 


P  =  M  +  n+,., 


and  /=a>C>//^  +  9/1  +  25i1+..., 
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whence,  by  division, 


1  + 


C= 


<^P . 


1^9(^).25(^)^... 


.(120) 


Instead  of.  the  factors  — ,  — ,  ^  we  have  now  the  factors  3^,  5*, 

72,  ...  under  the  root,  which  strongly  affect  the  influence  of  the  higher 
harmonics  on  the  readings. 
For  example,  if  P^  =  \P^ ,  then 

a=-4>/0^555  =  ^  0-76  and  not  ^. 
o>P  ioP  iaP 

In  this  case  therefore  it  is  not  sufficient  to  merely  know  the  effective 
values  of  the  pressure  and '  current,  but  the  curve  shape  must  also  be 
taken  into  account. 

{h)  This,  however,  can  be  easily  avoided  in  the  following  manner. 

In  series  with  the  capacity  we 
C 


L 


p 


<z> 


R 


Pio.  177.— ConnecUoiw  for  mciwuring  C^pfvcity. 


connect  an  induction  coil  L 
and  a  large  resistance  R^  as  in 
Fig.  177.  The  induction  coil 
must  be  free  from  iron  and 
have  sufficient  stops  to  enable 
us  to  regulate  its  self-induction, 
so  that  its  reactance  x,  =  toL 
approximately  equals  the  capa- 
city reactance  iPe  =  -p.    We  now 

vary  the  number  of  turns  in  the  induction  coil  until  the  pressure  P  is 
practically  zero.  When  minimum  pressure  occurs,  then  we  know  that 
resonance  is  present,  whence 

1         J 

Of  course,  care  must  be  taken  that  the  resonance  is  due  to  the  funda- 
mental and  not  to  a  higher  harmonic.  We  then  measure  the  coefficient 
of  self-induction  L  for  this  number  of  turns  without  the  resistance  and 
the  capacity  in  circuit,  and  we  get,  with  fair  exactitude, 


L  = 


P. 


and  from  this 


By  this  means  we  eliminate  all  the  disturbing  influences  of  higher 
harmonics  in  capacity  measurements. 
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66.  Resonance  with  Onrrents  of  distorted  Wftve-Shape.  If  a  pressure 
wave  coutaiiiing  several  higher  harmonics  acts  on  a  circuit,  partial 
resonance  will  exist  under  several  conditions.  This  can  be  best 
illustrated  by  an  example.  Consider  the  circuit  shewn  in  Fig.  178, 
which   contains   chiefly   induc- 


tance and  capacity ;  partial 
resonance  will  be  caused  by 
the  wave  of  frequency  c,  when 
the  self-induction  is  such  that 


tL 


Fig.  178. 


Hence,  if  we  vary  L  and  plot  the 

eflfective  current  /  as  function  of 

the  coefficient  of  self-induction  L,  a  wave-shaped  curve  is  obtained,  as  in 

Fig.  179,  which  is  often  called  the  resonance  cui-ve.    The  curve  shewn  is 

drawn  for  a  pressure  curve  having  the  equation 

p^lOO  sin  (id  +  ^^i)  +  30  sin  (3ud  +  ^j) 
+ 15  sin  (biot  +  ^g)  +  20  sin  (7(d  +  ^7). 

The  frequency  of  the  fundamental  is  c  =  50,  the  resistance  7=5  ohms, 
the  capacity  (7«50  microfarads,  while  the  inductance  L  was  varied 
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Fic  179.— Reaouance  Curve. 


««  inLtienry 


from  0  to  0*3  henry.  The  maxima  of  the  effective  current  occur  at 
the  different  values  of  L  for  which  resonance  is  present.  The  last  and 
greatest  maximum  is  given  when  resonance  is  due  to  the  fundamental, 
the  next  to  the  third  harmonic,  and  so  on. 
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Fig.  180  shews  the  several  current  harmonics  plotted  as  functions  of 
the  inductance  L,  In  order  to  shew  the  effect  of  the  higher  harmonics 
more  clearly,  the  scale  has  been  made  larger  than  that  of  Fig.  179. 
We  see  that  the  maxima  of  the  several  current  harmonics,  which  occur 
at  resonance,  are  related  to  each  other  in  the  same  way  as  the  amplitude 
of  the  pressure  harmonics.  The  curve  of  resultaiU  owrrerU  is  obtained 
by  geometric  addition  of  the  harmonics.  With  a  larger  inductance  this 
curve  almost  coincides  with  the  fundamental.     With  a  low  inductance, 


Ifm 


m     m 
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Fio.  180.— RoBonance  Curvo. 
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however,  it  remains  higher  than  this  and  also  higher  than  the 
harmonics.  The  angles  ^,  by  which  the  harmonics  are  displaced  from 
the  fundamental,  clearly  have  no  effect  on  the  resonance  curve. 

It  is,  however,  also  interesting  to  see  how  one  current  curve  passes 
into  the  other  as  the  inductance  of  the  choking  coil  is  altered.  We 
shall  therefore  consider  analytically  the  case  when 


n  = 


1 


is  an  efoen  number.  This  condition  lies  directly  midway  between  two 
resotiance  conditions,  viz.  between  that  due  to  the  (n-1)***  and  that 
due  to  the  (?i  + 1  )**"  harmonic,  for  w,  being  even,  can  only  represent  a 
transient  stage  and  not  an  actual  harmonic.  The  prevailing  current 
will  therefore  be 

K-x  +  ^«+i  =  4»-i)iuax  sin  {{n  -  l)o)i  +  ^J 

+  ^(«+i),n*x  sin  {(«  + 1)  W  +  ^J. 
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KESONANCE 
Assume  /^_i  =  /„^i  =  /„,  then  the  current  i«  can  be  written 

in  =  in-i  +  Wi  =  2/,,,^,  sin  (myt  +  ^^^*)  cos  (imt  -  ^«  g— )* 


215 


This  current  is  drawn  out  in  Fig.  181,  for  ^„  =  ^^  =  0  and  w=  4. 

As  is  seen,  it  forms  a  sine  curve  whose  frequency  is  a  mean  of  those 
of  the  two  currents  and  whose  amplitude  varies  after  a  sine  wave. 
The  higher  the  periodicity  of  the  harmonic,  the  more  periods  we  get 


Fio.  181. 

for  every  period  of  the  main  current.  Hence,  by  the  interference  of 
two  neighbouring  harmonics,  a  current  is  produced,  which  possesses  the 
same  character  as  currents  caused  by  surging. 

If  the  amplitudes  /„_i  and  /„+i  are  not  equal,  we  still  get  a  current 
whose  mean  periodicity  is  ii.  The  amplitude  of  this  current,  however, 
does  not  vary  between  zero  and  a  maximum,  but  only  between  a 
minimum  and  a  maximum  value,  as  seen  from  Fig.  181. 

From  the  foregoing  it  is  obvious  that  we  cannot  regard  all  pulsations, 
such  as  those  represented  in  Fig.  181,  as  surging  between  free  and 
forced  oscillations. 

B,  Strasser  and  /.  ZemiecTc*  who  were  the  first  to  draw  attention  to 

*A7maleti  der  Phy«ik,  Bd.  20,  p.  759. 
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these  even  harmonics,  suggest  that  the  same  should  be  treated  as 
individual  currents.  They  substitute  for  a  large  number  of  the  uneven 
harmonics,  even  harmonies  which  change  their  direction  at  every  half 
period  of  the  fundamental.  Such  harmonics  are  shewn  in  Fig.  182. 
by  considering  the  field  curve  (Figs.   167a  and  b)  of  a  generator  on 

no-load  and  on  non-inductive  load,  it 
is  easy  to  see  that  the  distorted  part 
of  this  Held— due  to  armature  reaction 
— induces  even  harmonics  in  the  stator 
winding.  The  armature  reaction  is 
obtained  by  subtracting  the  two  curves 
(Fig.  167a  and  h),  and  the  curve  thus 
found  is  very  similar  to  the  second 
harmonic  in  P^ig.  182,  while  the  field 
curve  in  Fig.  161  b  is  itself  very  like 
the  curve  in  P'ig,  182  printed  with 
a  heavy  line.  B.  Strasser  and  J. 
Zenneck  will  these  harmonics  phoife- 
chaugimj,  since  they  alter  their  phase  by  180**  every  half  period  of  the 
fundamental.  Since,  however,  it  is  not  easy  to  treat  phase-changing 
currents  and  pressures  analytically,  we  shall  not  pursue  this  mbthod 
of  representation  further.  All  such  phenomena  can  be  quite  well 
explained  by  means  of  odd  higher  harmonics. 

67.  Form  Factor,  Great  Factor  and  Curve  Factor  of  aa  Altemating- 
Ourrent.      Since  the  effective  value  of  a  periodic  current  or  pressure 


Pio.  182. 


Fia.  IbS.— CoiiHtruction  fur  ilndiug  Effective  Value  of  Periodic  Curve  (Fleming). 

is  often  required,  and  it  is  a  round-about  way  to  first  analyse  the 
given  curve  into  its  harmonics,  we  shall  now  give  a  method  (due  to 
Fleminff)  hy  means  of  which  the  effective  value  of  a  periodic  function 
can  ])e  determined  directly. 

For  example,  find  the  effective  value  of  the  curve  given  in  Fig.  183. 
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Take  some  point  on  the  abscissa  axis  as  origin  for  the  polar  diagram  of 
this  curve.     The  area  of  the  polar  curve  is  then 


T 


where  y  is  the  ordinate  of  the  periodic  curve. 

Now  draw  a  circle  whose  area  equals  that  of  the  polar  diagram,  aud 
by  i?j    - 


denote  the  radius  of  this  circle  by  B ;  then 

JPir 


or  V2A'=.x/;Py»rf< 


=  eft'ective  value  of  the  curve. 

The  polar  diagram  of  a  sine  wave  is  a  circle ;  other  periodic  curves 
give  other  polar  curves,  which  are  more  or  less  similar  to  circles.  The 
circle- of  the  same  area  as  the  polar  curve  can  easily  be  estimated  by 
the  eye,  when  a  planimeter  is  not  available.  By  this  means  we  have 
a  simple  method  for  approximately  finding  the  effective  value  of  any 
periodic  curve. 

The  ratio  between  the  effective  value  of  a  periodic  curve  and  the 
mean  value  is  often  needed,  and  is  known  as  the  fofTti  factor,  since  it 
depends  on  the  form  of  the  curve.  The  more  peaked  the  curve  is,  the 
larger  is  the  form  factor.     For  a  pressure  curve,  the  form  factor  is 

/.--^ ('21) 

For  the  pressure  curves  (Figs.  169, 170  and  172a)  the  form  factors  are 
1-0,  M5  and  111.     The  form  factor  of  a  sine  curve  is 

Another  characteristic  factor  which  is  met  witR  now  and  again  in 
technical  literature  is  the  crest  factor  /,,♦  which  denotes  the  ratio 
of  the  maximum  to  the  effective  value.  This  is  only  of  interest  for 
pressure  curves — serving  as  a  measure  for  the  strain  put  on  the 
insulation.  The  maximum  value  of  currents  and  pressures  of  given 
curve-shape,  on  the  other  hand,  has  no  direct  relation  to  the  iron  and 

*A8  suggested  by  Prof.  G.  Kapp. 
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copper  losses  in  electromagnetic  apparatus,  and   has  therefore  only 
limited  importance  in  practice. 

-  _  maximum  value  _       P,„^ 
*'*"'  effective  value 


M 


jMt 


and  equals  sj2  for  sine  waves. 

A  third  factor,  which  is  of  especial  impoi-tance  for  motors,  is  the 

curve  fador  a-    x-  i  n 

•'  effective  value  P 


<r„  = 


"    amplitude  of  fundamental     P^ 


-MPHP) 


2 


Since  only  the  fundamental  of  the  pressure  wave  causes  the  effective 
transmission  of  power  from  the  stator  to  the  rotary  field,  the  load 
capacity  of  a  knotor  -depends  chiefly  on  the  fundamental  pressure 

Hence  the  importance  of  this  factor. 
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CHAPTER  XII. 

aSAPHIC  BEPBE8ENTATI0N  OF  ALTEBNATTNG-CUBBENTS 
OF  DI8T0ETED  WAVESHAPE. 

68.  The  Equivalent  Sine  Wave  and  the  Power  Factor.  69.  The  Induction  Vaotor. 
70.  Graphic  Summation  of  Equivalent  Sine- Wave  Vectors.  71.  Effect 
of  Wave-Shape  on  the  Working  of  Electric  Machines  and  Apparatus. 

68.  The  Eanivalent  Sine  Wave  and  the  Power  Factor.  It  would 
be  possible,  as  already  shewn,  to  represent  graphically  each  one  of  the 
harmonics  by  itself.  Since,  however,  such  a  representation  is  not 
very  convenient,  it  is  simpler  to  proceed  as  with  the  pow^er  diagrams 
and  set  off  the  apparent  power  PI  at  angle  <^  to  the  ordinate  axis,  so 
that  the  ordinate  equals  the  power  PI  cob  <f>.  coB<f>  is  called  the  power 
factor.  This  diagram  can  be  drawn  to  any  desired  accuracy  when  the 
pressure,  current  and  power  are  known. 

In  the  previous  load  diagram  (Ch.  I.  Sect.  12)  the  current  and 
pressure  waves  were  sinusoidal ;  in  this  case,  however,  the  waves  may 
have  any  shape  whatever ;  thus  <t>  is  not  the  actual  phase  displacement, 
but  only  imaginary,  being  the  angle  between  the  sinusoidal  pressure 
and  current,  which  are  equivalent  to  the  actual  pressure  and  the 
actual  current  with  respect  to  effective  values,  and  yielding,  therefore, 
the  same  power.  This  imaginary  sinusoidal  wave  is  called  the  equi- 
valent sine  wave;  and  it  is  with  this  that  we  usually  have  to  deal  in 
practice.  For  most  practical  purposes  this  is  sufficiently  exact,  but 
in  exceptional  cases,  e.g.  with  condensers  or  with  strongly-distorted 
pressure  waves  (i.e.  pressure  waves  which  deviate  strongly  from  a  sine 
wave),  this  method  of  calculation  is  inexact. 

We  will  first  examine  what  the  actual  significance  of  the  power 
factor  cos  <f>  is.     The  power  is 

;r=P/cos</>  =  /2r, 

where  r  is  the  effective  resistance  of  the  circuit ;  hence 

cos<^  =  -p 


/■*+ 


i'^^-M  ^^■^(^'-^-iy 


Digitized  by  VjOOQ IC 


220  THEORY  OF  ALTERNATING-CURRENTS 


where  </>i,  </>8,  </>5,  etc.,  as  above,  are  the  phase-displacement  angles  of 
the  several  harmonics. 

Siuce  '      r^liS^, 

PI 

we  can  also  write  cos  <^  =  cos  <^i»  ^y (122a) 

•  Both  formulae  (122)  and  (r22a)  have  been  deduced  on  the 
assumption  that  the  effective  resistance  r  is  independent  of  the  fre- 
quency ;  this  is  generally  true,  but  not  always. 

Let  the  effective  resistance  for  the  fundamental  be  r^,  for  the  third 
harmonic  r^,  for  the  fifth  r^,  and  so  on ;  then,  in  this  case,  we  get 

cos  0  = -jq 

Further,  from  formula  (122),  we  have 

sin<^  =  N/l  -cos'^<^ 

/  /F  \^ 

/sin«</>i  +  (^jr^jsin2<^3+... 

and  P  sin  </>  =  ^IP\  sin^<^i  +  P\  Hin^^  +  P\  nm^,  +  . . . , 

or,  siuce  Pjsin<^i=  a:/j, 

P8sin<^s-3fl:/8, 


.(123) 


then  sin  </>  =  sin  ^^  -p^  >//?  +  9Il  +  25if  +  . . . . 

This  formula  is  deduced  on  the  assumption  that  r  remains  constant 
for  all  harmonics,  and  that  the  reactance  rises  proportionally  with 
the  frequency. 

It  now  remains  to  be  seen  how  great  is  the  error  introduced  in 
the  experimental  determination  of  the  effective  resistance  and  effective 
reactance  of  an  inductive  circuit  by  using  a  distorted  pressure  curve, 
when  we  calculate  with  the  equivalent  sine  waves. 

The  power  supplied  to  the  circuit  through  which  the  effective 
current  /  flows  is  always  jfr^  j^. 

when  the  effective  resistance  r  is  independent  of  the  frequency ;  in  this 
case,  therefore,  the  determination  of  r  is  independent  of  the  curve- 
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shape.    This,  however,  is  not  the  case  with  the  effective  reactance  x, ; 
for  each  harmonic  of  the  terminal  pressure 

produces  a  current  with  its  own  frequency.    Thus : 
P  P 

if  the  reactance  x,  is  proportional  to  the  frequency. 

=   - VP?  sin*<^,  +  iPi  sin^^a  +  . . . . 

But,  P sin  <^  =  \/pf  sin*</>i  +  /^sin*<^+  ... . 

Combining  these  two  last  expressions,  we  get 

P^<l>     M  8in^</>i  +  jPl  8in^<^  +  -j^Pj  sin'^,  +  . . .  .^^^. 

I     V     P?sinVi  +  il8in«<^  +  Pj8in«<^,+  ... 

Generally  the  harmonics  of  the  pressure  curve  are  not  known,  neither 

are  the  constants  r  and  x,  of  the  circuit  in  question ;  consequently  we 

disregard  the  shape  of  the  curve  and  calculate  with,  the  equivalent 

values.     We  then  nave  »  *    j. 

-r  sm  <p 
x,  =  — j--^, 

and  introduce  a  small  error  by  assuming  the  root  equals  unity.  This 
root  is  always  somewhat  less  than  unity,  so  that  the  approximate 
formula  already  gives  x  somewhat  too  large.  The  error,  however,  is 
not  large;    for  example,  for  the  strongly  distorted  pressure  curve 

Pi  =  100,  F^=-10y  ^5  =  31-65,  the  root  equals  0*943  when  -=1-5,  and 

0-948  when  -  =  2*5,  i.e.  the  error  in  this  case  is  but  5  %. 

If  the  circuit  has  no  inductance,  but  only  resistance  and  capacity, 
then  the  capacity  reactance  will  be 

Psin<^     /P?  sin'</>^  +  9P^  sin"<^+  25P;  3in^<^5  + . . .  ^25) 

""'^      I     V     P;sinV,  +  Pj8in«</>,  +  Pi;sin«^,+  ...    '  

so  that  the  root  is  not  approximately  unity  in  this  case. 

•  69.  The  Indaction  Factor.  In  the  previous  load  diagrams 
(Chap.  I.),  the  abscissa  Plaimf)  represented  the  so-called  imaginary 
power.    When  harmonics  are  present,  however,  the  matter  is  somewhat 


Digitized  by 


Google 


222  THEORY  OF  ALTERNATING-CURRENTS 

different,  for  if  we  take  the  sum  of  the  imaginary  powers  of  all  the 

harmonics,  i.e.  ;r,=  P,/, sin <^  +  P,/,8in *,+  ..., 

this  is  not  equal  to  P/sin^,  but  is  always  smaller,  as  will  now  be 

•  Since  tan<f>,= tt-— > 

r       ntaCr     r 

where  a*,  is  the  reactance  of  the  n*^  harmonic,  then 

cos  <^,  =  f —  «  ; =  -—, 

Vl  +  tanV«    V^'^  +  i^«     ^" 

so  that  ^r,=  -(Pjsinf^co8i^,  +  Pj8in<^cos<^+...). 

From  the  formula  for  sin  </>,  we  get 

P/sin^  =  V/>j8in«<^  +  il8in«^+...  .  >/p;co8*<^  +  P^co8«i^s+... , 
Hence  /=— ^ 


P/8in</) 


s=  -PiM"  </>!  ^icos  <^i  +  -Pgain  <^  Pgcos  <^  +  .  ■ . /  ^  <)gv 

>/pfsh^<^,-Hitsin«</>,+  ...  .  V/^co8^^<^,  +  i^co8«^4-..."    "" 
Again,  since       P^sin  <^  =  Sx/j,     Pssin  <^  =  bxl^ ... , 

then  /8i„.^=5^=^>/L«n<^+|^(»?ill^+--. 

_,:„.  f. /;+3/;+5/;+... 

-sin^jj^ 7 • 

=  sin< 
then  /  will  also  equal 


and  since  sin  ^  =  sin  <^  ^^  >//«  +  9/^  +  25/?  +  . . . , 


If  the  circuit  is  non-inductive  and  contains  only  resistance  and 
capacity,  the  reactances  of  the  several  harmonics  will  1x5 

SC  X 

X,       g,       -,  etc., 
and  we  shall  get  in  this  case 


This  factor /is  always  less  than  unity. 
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Consider  the  sum  of  the  real  powers  of  all  the  harmonics,  then,  by 
the  definition  of  power  factor,  this  must  equal  the  actual  power 
PI  cos  <f>,  which  is  idso  the  case  when  we  work  the  same  out.  We  thus 
see  that  the  pow&r  fadar  is 

co8^=^,  .(127) 


and  that 


^=fsin<f><sin<f> (128) 

ffdn<f>  is  a  characteristic  of  an  electric  circuity  and  is  called  the 
induction  fador. 

This  factor,  however,  has  only  significance  with  sinusoidal  currents 
in  graphical  representation,  beciEiuse  in  this  case  it  equals  sin<^,  since 

70.  Qraphic  Summation  of  Equivalent  Sine  Waves.  If  we  have 
several  circuits  acted  on  by  the  terminal  pressures  P,,  Pu  and  Pm 
producing  the  effective  currents  /j,  In  and  /m,  the  apparent  powers 
P,/,,  Piiln  and  Pin/m  can  be  set  off  in  the  power  diagram  at  angles 
4*1  y  ^11)  <^ii  to  the  ordinate  axis,  so  that  the  ordinates  of  these  vectors 
represent  the  true  powers  Wj,  Wu  and  JVm,  Now  arises  the  question: 
Is  U  always  (dhvxwU  to  mm  up  these  power  vectors  graphically  ?  It  will  be 
found  that  it  is  only  permissible  in  certain  cases,  as  we  shall  now 
proceed  to  shew. 

The  ordinate  of  each  vector  represents  the  true  power  in  its  re- 
spective circuit,  hence  the  algebraic  sum  fr  of  the  three  ordinates 

}Fj  =  PJ,cob4>u 

;r„  =  Pn/„C08<^i, 
^111  =  An /ill  COS  <^„ 

must  represent  the  true  power  in  the  three  circuits.     The  same  result 
is   obtained   by   calculation,   based   on   the   fact  that  the  imaginary 
power  ^  in  the  three  circuits  equals  the  algebraic  sum  of  the  several 
imaginary  powers  JFu,  W^j  and  ^^111^. 
We  thus  have 

=  PJi  cos  <^  +  Pxi/„  COS  4>u  +  PuJm  cos  <^i„ 
and  /P/sin <^=  Wj=^  Wy+  ^nj+  W^n 

^fiPJi  sin  4>i  +fnPnIu  sin  <^„  +/i,iP„i/rii  sin  <^ni. 

If  the  geometric  summation  of  power  vectors  is  allowable,  the 
following  two  relations  must  hold : 

/r=  P/COS  <f>  =  PJj  cos  <^i  +  P„/n  cos  4>ii  +  Piii/in  COS  4>in 

and     j^j^  P/sin  <^  =  Pj/i  sin  <^i  +  Pji/n  sin  <^„  +  PuJin  sin  <^in. 
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It  is  at  once  seen,  that  the  first  of  these  equations  is  identical  with 
the  first  of  the  two  previous  equations  and  is  thus  satisfied;  on  the  other 
hand,  the  other  two  equations — viz.  that  for  the  imaginary  powers  and 
that  for  the  abscissae  of  the  power  vectors — do  not  always  agree, 
and  we  thus  see  that  it  is  only  allowable  to  add  the  power  vectors 
graphically  when 

Pi/,  sin  4^  +  P„7n  sin  <^i  +  P,n/ni  sin  inn 

=  P/sin  0  =  -^  PJ, sin  <^  +-^ P„7„ sin  <^n  +-y  Piuliu  sin «^xii. 

Thus  the  general  condition  for  which  it  is  allowable  to  add  power 
vectors  graphically  is 

(f-fjjPJi  sin  <^x  +  (/-/ii)  PiJu  sin  ^x 

+  (/-/iii)Aii/iiisin<^xii  =  0 (129) 

The  general  solution  of  this  problem  has,  however,  less  interest  than 
the  treatment  of  the  two  cases  for  which  all  the  P's  are  equal  when  the 
three  circuits  are  joined  in  parallel  and  all  the  /'s  are  equal  when 
the  three  circuits  are  joined  in  series.  We  then  get,  on  the  one  hand, 
the  condition  for  which  it  is  allowable  to  geometrically  add  effective 
currents  without  considering  the  wave-shape,  and  on  the  other  hand 
the  condition  for  which  it  is  allowable  to  geometrically  add  effective 
pressures,  likewise  neglecting  the  wave-shape.  That  which  holds  for  the 
first  case,  however,  does  not  equally  well  apply  to  the  second ;  con- 
sequently the  two  cases  must  be  treated  separately. 

First  consider  the  case  of  circuits  of  any  kind  connected  in  series. 
If  the  current  /  is  constant  throughout  the  whole  circuit,  we  can  write 
the  condition  for  the  geometric  addition  of  power  vectors  as  follows : 

(/-/i)Pi  sin  4>i  +  (f-'fu)Pn  sin  <t>u  +  (/-/in)Piii  sin  0xn  =  0. 

This  equation  at  the  same  time  gives  the  condition  for  which  it  is 

permissible  to  graphically  add  pressure  vectors,  when  the  circuits  on 

which  these  pressures  act  are  in  series.     We  shall  not  enter  further 

into  this  general  problem,  but  merely  consider  the  case  for  which  it 

can  be  directly  seen  that  the  above  condition  is  satisfied.     This  i» 

the  case  when  /    /     /      / 

/  — yi  — /ii  =/ii 


/iii> 


and  this  is  first  the  case  when  the  ratio  between  r,  L  and  C  are  the 
same  for  the  three  circuits. 

Three  such  circuits  can  be  called  similar,  since  their  diagrams  are 
always  similar.  That  it  is  allowable  to  geometrically  add  the  vectors 
in  this  case,  which  make  the  same  angle  <^  with  the  ordinate  axis,  can 
be  seen  without  further  demonstration. 

•The  second  case  when  f—fi^fn=fin  (Form.  126a),  when  the  same 
current  /  flows  through  the  whole  circuit,  occurs  when  r  is  independent 
of  the  frequency  and  the  reactance  x  is  the  same  function  of  the 
frequency  for  all  the  circuits.     This  is  the  case,  for  example,  when 
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Fio.  184.— Diagnni  of  the  Effec- 
tiTO  Pressures  of  a  Generator  for 

COS^sl. 


all  the  aj's  are  proportional  to  the  frequency  or  when  they  all  vary 
inversely  as  the  frequency. 

A  special  instance  of  this  second  case,  in  which  geometrical  addition  is 
also  possible,  is  that  for  which  the  reactance  of  all  parts  of  the  circuit 
except  one  is  zero ;  we  then  have,  obviously, 
/=/„  so  that 

/sin<^  =  /,sin<^„ 

where  /,  and  4>^  relate  to  the  z^  circuit. 

As  an  example  of  this  special  case,  we  can 
take  the  diagram  of  a  generator  working  on 
a  non-inductive  circuit.  Here  we  have  two 
pressures  which  are  to  be  geometrically 
added,  of  which  the  one — the  terminal  pres- 
sure— is  in  phase  with  the  current,  wnilst 
the  pressure  drop  in  the  armature  may  have 
any  desired  phase.  We  thus  get  the  diagram 
shewn  in  Fig.  184,  where  Pjr  is  the  terminal 
pressure  and  E^  the  E.M.F.  induced  in  the 
generator;  P<  is  then  the  pressure  drop  in 
the  armature. 

For  circuits  connected  in  parallel  the  terminal  pressure  will  be  the 
same  for  each  branch. 

In  Equation  129,  P,,  Pn  and  Fm  cancel  out,  and  the  condition  for 
the  graphic  summation  of  current  vectors  is  then 

{f-fi)Iiam  4>i  +  (/-/ii)/iisin  <^„  +  (/-/nO/msin  (f>iu  =  0. 

This  equation  is  satisfied  when 

/— /i=/n=/in'  \ 

This  is  the  case,  Jirstlyy  when  the  circuits  in  parallel  are  similar, 
i.e.  when  all  the  circuits  have  the  sam§  ratio  between  r,  L  and  C;  and, 
secondly,  when  the  conductance  g  of  each  of  the  parallel  branches  is 
independent  of  the  frequency  and  also  the  susceptance  of  each  path 
is  the  same  function  of  the  frequency.  This  second  case  is  only  of 
mathematical  interest,  and  has  no  practical  importance,  since  g  is  nearly 
always  a  function  of  the  frequency;  consequently  the  proof  will  be 
omitted  here. 

A  further  case,  where  the  graphical  addition  of  the  currents  in 
parallel  circuits  is  likcMrise  allowable,  is  that  in  which  the  reactance  of 
every  circuit  except  one  is  zero ;  it  is  then  easy  to  see  that  /=/,,  and 

*^^«  /sin<^  =  /.sin<^„ 

where  7„  <^„/,  refer  to  the  z^  circuit,  which  may  possess  both  in- 
ductance and  capacity.  The  proof  for  this  is  given  on  p.  311  in  the 
description  of  the  "  three-ammeter  method,"  which  is  more  convenient 
tor  this  purpose. 

To  shew  the  effect  of  the  higher  harmonics  on  the  magnitude  of  the 
enx)r  introduced  by  graphically  adding  the  currents  in  parallel  circuits, 
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P,  =  22-4. 
7^5-31-65. 


the  values  of  /,  cos  <^  and  cos  <f>^  as  functions  of  —  are  given  in  the 
following  tables  for  the  three  pressure  curves :  ^ 

(1)  Pi  =  100;     Pj^  31-65;     Pg^lO. 

(2)  Pi  =  100;     ^3  =  22-4; 

(3)  i>,«100;     P3=.10; 

x,i  is  the  inductive  reactance  of  the  circuit  with  respect  to  the 
fundamental.  When  this  ratio  is  given,  the  corresponding  sin<^j, 
cos<^i,  sin<^3,  cos<^3  and  so  on  can  be  easily  calculated,  and  from 
them  the  factor  /,  on  the  assumption  that  x,  is  proportional  to  the 
frequency. 

Table  (a). 


r 


:0. 


r 

0 

01 

0-2 

0-5 

1 

0-960 
0-956 
0-945 

10 

-     1 

/    2 

3 

0-874 
0-815 
0-766 

0-878 
0-823 
0-776 

0-896 
0-854 
0-802 

0-934 
0-921 
0-898 

0-909 
0-918 
0-909 

1 

0060      2 

3 

1 

1 
1 

0-992 
0-989 
0-985 

0-970 
0-967 
0-958 

0-865 
0-865 
0-868 

0-679 
0-679 
0-676 

0-100 
0-100 
0-100 

OOB01 

1 

0-995 

0-981 

0-894 

0-707 

0-100 

Table  (a)  refers  to  a  circuit  whose  capacity  is  zero,  whilst  Table  (b) 
is  drawn  up  for  a  circuit  whose  ratio  of  capacity  x^  to  resistance  r  is 
0-2 ;  thus  in  this  case. 


r 


:0-2;    ^?=  0-066 
'      r 


and     -^-"  =  004. 
r 


1-0 


0-8 


0-6  - 


0-4 


0-2 


^ 

=5J 

^ 

^ 

1 

■■- 

r 

"■; 

■ 

"^ 

r^ 

k 

?^ 

c«8 

^-^ 

*== 

S:^ 

. 

0      0-2     0-4     0-6     0-8     1-0     1*2     14     I'G     18      2 

r 
Fio.  185.— Assumption,  ^=0. 
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Table  (b). 


^  =  0-2. 


r 

0 

0-945 
0-948 
0-946 

0-1 

0-521 
0-434 
0-322 

0-992 
0-989 
0-985 

0-995 

0^ 

0-5 

1 

10 

f 

1 

2 
3 

0-235 
0-237 
0-273 

0-988 
0-985 
0-978 

6661666 

0-943 
0-938 
0-922 

0-909 
0-918 
0-909 

CO8  0 

1 
2 
3 

0-984 
0-984 
0-984 

0-982 

0-748 
0-748 
0-745 

0-101 
0-101 
0-101 

COS  01 

I 

0-958 

0-782 

0-1015 

In  Figs.  185  and  186  the  ratios  /  (curve  I),  cos  <^  (curve  II)  and  cos  <^, 
(curve  III)  are  plotted  as  functions  of  -^  for  the  pressure  curve  (3). 

From  the  values  for  /  in  Table  (h)  and  in  curve  I,  Fig.  186,  it  is 
clear  that  there  are  several  circuits,  which  are  not  similar,  but  whose 


0-8 
0-6 

0-4 

0-2 
0 


y 

^ 

^^1 ' 

-r- 

/ 

Y 

===^ 

t 

/ 

==^ 

"== 

J 

0      0-2     0-4     q-6     0-8    1-0     1-2     1*4     IB      1-8     2 

r 


Fio.  186.— Assumption,  --*=0-2. 


currents  can  nevertheless  be  geometrically  added  without  eiTor,  since 
the  circuits  have  the  same  ratio  /  for  the  given  terminal  pressure. 

When  currents  in  parallel  circuits  are  graphically  added,  the  watt 
component  of  the  resultant  of  all  the  currents  always  equals  the  sum 
of  the  watt  components  of  the  several  currents ;  this  is  not  the  case, 
however,  with  the  wattless  components,  and  the  diflference  between  the 
wattless  component  of  the  resultant  current  and  the  sum  of  the  several 
wattless  components  is 

^wL  =  (/i  -/) A  sin  <^  +  (/u  -/)/n  sin  </>u  +  (/i„  -f)In\  sin  <^in. 
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Example,     Let  pressure  (3)  act  on  three  parallel  circuits  with  the 

ratio  -'^^O  and  --  =  01,  02  and  05,  of  which  the  first  takes  the 
r  r 

current  /i=100  amps.,  and  each  of  the  other  two  50  amps.,  then 

/i  =  0-776,  /„  =  0-802  and  /i„  =  0*898,  whilst  by  calculation  /=  0-805. 

Hence,  in  this  case, 

A7,,^  =  (0-776-0-805)100.0-l73  +  (0-802- 0-805)50.0-286 

+  (0-898 -0-805)50.0-526  =  1-9  amps. 

The  wattless  component  of  the  resultant  current  is  59-8  amps.;  the 
percentage  error  in  this  extreme  case  is  therefore, 


100 


1-9 
59 


^3  =  3-17%. 


From  this  example  and  from  curve  I,  Fig.  185,  it  is  seen  that  for  all 
inductive  draiits,  whose  reactnncea  are  practically  proportional  to  the  frequency, 
it  is  allowahle  to  add  the  equivalent  sine  currents  graphically.  The  addition 
of  equivalent  currents  of  other  parallel  branches,  where  the  reactances 
do  not  bear  the  same  relation  to  the  frequency,  or  whose  resistances 
vary  with  the  instantaneous  value  of  the  current,  can  lead  to  con- 
siderable errors.  Examples  of  such  circuits  are  arc  lamps,  condensers, 
polarisation  cells  (above  the  pressure  for  which  dissociation  occurs)  and 
m  high  pressure  mains  (in  which  the  maximum  difference  of  pressure 
exceeds  that  for  which  dark  discharge  occurs). 

In  curves  II  and  III,  Figs  185  and  186,  we  see  the  effect  of  the 
shape  of  the  pressure  curve  on  the  povoer  fador  cos  <^,  and  it  is  seen  that 
this  curve  lies  considerably  lower  for  a  distorted  curve  than  for  a  sine 
curve.  It  is,  therefore,  not  allowable  to  replace  a  terminal  pressure  of 
distorted  wave-shape  by  its  equivalent  sinusoidal  pressure,  and  with 
this  calculate  the  current  and  power  factor.     In  practice,  however,  this 

method  is  often  adopted,  which,  in  the  above  example  for  —  =  0-5, 

gives  cos  <^^  =  0*894  instead  of  cos  <^  =  0*858.  This  error,  however,  is 
too  large  to  be  neglected — and  still  larger  errors  may  be  introduced 
when  we  apply  this  method  in  the  calculation  of  circuits  containing 
capacity  or  apparatus  with  similar  reactances. 

71.  Effect  of  Wave-Shape  on  the  Working  of  Electric  Machines  and 
Apparatus.  In  the  introduction  to  the  previous  chapter  attention  was 
drawn  to  the  injurious  effects  of  higher  harmonics.  We  shall  now 
illustrate  this  by  means  of  examples  and  curves. 

(a)  Lighting.  As  already  observed,  the  flat-shaped  curve  is  the  most 
suitiible  for  this  purpose,  because  in  this  case  the  current  remains 
longest  in  the  neighbourhood  of  its  maximum  value.  Consequently 
we  can  work  at  a  lower  frequency  with  a  flat  curve,  such  as  in  Fig.  187, 
than  with  a  peaked  curve,  like  that  shewn  in  Fig.  188,  before  variations 
in  the  intensity  of  the  light  become  noticeable.     The  Authors  found 
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from  experiments  carried  out  in  the  dark  room,  that  the  light  of  a 
16  C.P,  carbon-filament  lamp  for  110  volts  began  to  fluctuate  when  the 
frequency  of  the  current  fell  below  23  3,  whilst  this  only  occurred  with 


Pio.  187. 


Pio.  188. 


the  flat-shaped  curve  (Fig.  187)  when  the  periodicity  fell  below  20  cycles 
per  second. 

With  a  25  C.P.  115  volt  metal-filament  lamp,  the  pulsations  were 
already  noticeable  with  the  above  pressure  waves  when  the  frequency 
fell  to  28-3  and  23*7  respectively.  This  limit  also  depends  on  the 
lamp  pressure — the  lower  the  pressure,  the  lower  the  frequency  at 
which  flickering  becomes  noticeable. 

It  bas  often  been. noticed  in  practice  that  arc  lamps  are  inclined 
to    be    somewhat   noisy   when    the   pressure   curve   is   very   peaked. 


Fio.  mu. 

This  humming  noise,  which  is  due  to  the  pulsations  set  up  in  the  arc 
and  the  surrounding  air,  can  be  sufficiently  damped,  at  a  frequency  of 
50  cycles,  by  connecting  a  choking  coil  in  series  to  suppress  the 
harmonics.  Fig.  189  represents  the  pressure  curve  of  a  large  three- 
phase  central  station,  where— according  to  a  report  by  Herr  C.  Zorawski 
\E,T,Z.  1906,  S.  607) — the  humming  became  so  considerable  that 
choking  coils  had  to  be  connected  in  series.  Choking  coils,  however, 
tend  to  lower  the  total  power  factor  of  the  svsteni. 

(6)  Transfamiers,  Prof.  G.  Kossler  {E.J\Z.  1895,  S.  488)  has  ex- 
perimentally investigated  the  effect  of  the  shape  of  the  pressure  curve 
on  the  drop  of  pressure  in  a  small  transformer  of  some  J  K.W.,  which 
had  comparatively  high  resistance  and  reactance.  The  results  of  his 
research  are  shewn  by  the  curves  in  Fig.  190.  Curve  I  represents 
the   secondary   pressure   with    non-inductive   load   when   the   peaked 
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pressure   curve  Bq  (Fig.    191)   was   applied   at  the   primary,   whilst 
curve  II  was  taken  when  the  approximately  sinusoidal  pressure  wave 
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Fio.  190. 


Coi    was  applied.     For  a  non-inductive  load  of  i  K.w.  the  peaked 
pressure  curve  gave  a  pressure  drop  of  7*65%,  whilst  the  sinusoidal 
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curve  gave  but  6*65%  drop;  thus  about  13%  less  than  the  other. 
These  experiments  agree  also  with  the  calculations,  which  shew  that 
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the  sinusoidal  pi^essure  ivave  is  the  best  with  regard  to  the  pressure  dr(^  in 
transformers^  and  also  in  mains.  With  non-  or  nearly  non-inductive  loads 
a  pressure  curve  causes  a  relatively  larger  drop  of  pressure,  the  greater 
the  largest  of  the  harmonics  is  and  the  higher  its  frequency.  This  is 
also  to  be  expected,  as  any  electromagnetic  apparatus,  such  as  a  trans- 
former for  example,  is  designed  for  a  certain  definite  frequency,  and 
the  more  any  other  frequency  deviates  from  that  for  which  the 
transformer  is  designed  (i.e.  from  the  fundamental)  the  more  un- 
favourable should  be  the  result. 

To  find  the  influence  of  the  wave-shape  on  the  losses  in  a  trans- 
former, the  Authors  measured  the  no-load  losses  in  a  transformer  for 


Fio.  lU2a. 


Fig.  1926. 


Fia  I9ie. 


Fia.  luSJ. 


Fio.  192e. 


Fio.  19^. 


the  three  pressure  curves  (Fig.  192rt-c)  and  the  shortKiircuit  losses 
for  the  three  current  curves  (Fig.  192^-/).  The  results  obtained  are 
shewn  in  the  following  table,  which  shews  that  the  more  peaked  the 
curve  the  smaller  the  no-load  losses,  whilst  the  shortKiircuit  losses 
increase  the  more  the  curve  deviates  from  a  sine  wave. 


1  K.v.A.  Single  PHASE  Transformer. 
(a)  No-load. 

Pressure  Curve. 

Fig.  192a. 

Fig.  1926. 

Fig.  192c. 

Po= volts,      -     -     . 
/o=amp8.,    -     -     - 
^0  =  watts,     -     -     - 

110 
0-423 
31-4 

110 
0-447 
33-6 

110 
0-452 
34-9 
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(b)  ShorlHjircuit. 


Current  Curve. 

Fig.  192d. 

Fig.  ia2«. 

Fig.  192/. 

/ir=amp8.,   -     -     - 
P£= volts,     -     .     . 
Ifir  =  watts,    -     -     - 

10 
7-44 
46-4 

10 
7-36 
44-0 

10 
805 
45*4 

(c)  Indudion  Motors.  As  in  the  case  of  a  transformer,  the  Authors 
have  also  measured  the  no-load  losses  for  the  curve  shapes  in 
Figs.  193a  and  b  and  shortH5ircuit  losses  for  those  in  Figs.  193c  and  d 
in  a  2  H.P.  three-phase  motor.     The  results  are  shewn  in  the  following 


Fid.  lOSa. 


Fia.  1986l 


Fig.  198c 


Fio.  198d. 


table.  The  no-load  losses  remain  practically  the  same,  whilst  the 
short-circuit  losses,  and  still  more  the  short-circuit  reactance,  for 
the  same  effective  current  are  larger  the  greater  the  harmonics  which 
are  present. 

2  H.P.  Threm-phasb  Motor. 


(a) 

No-load. 

Pressure  Curve. 

Fig.  193a. 

Fig.  193/^ 

/^o  =  volts,    -     -     - 
/o  =  aHip8.,  -     .     - 
>ro  =  watts,  -     -     - 

112 
3-7 
156 

112 
3-65 
152 
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(b)  Short-circuit 


Currant  Curve. 

Fig.  103c. 

Fig.  103d. 

/^=amp8.,  -    .    - 
Pjr= volte,     -    -    - 
>rjr=watt8,    -     -    - 

10 
25-8 

204 

10 
25-0 
108 

Thus,  the  efficiency  of  a  motor  is  also  a  maximum  when  the  pressure 
curve  is  a  sine  function.  The  same  holds  for  the  power  factor  and  the 
maximum  power,  for  with  a  given  applied  pressure  the  short-circuit 
current  is  smaller,  when  measured  whilst  the  rotor  is  just  set  moving. 
This  is  due  to  the  fact  that  only  the  pressure  of  the  fundamental 

p 
Pi  =  —  transmits  power  from  the  stator  primary  to  the  rotor  secondary. 

We  thus  get  the  same  result  as  for  a  transformer,  namely,  the  asyn- 
chronous motor  works  best  with  a  sinusoidal  pressure  curve.  This  is 
also  true  for  commutator  motors;  for  the  flat-shaped  pressure  curve 
is  bad  for  commutation,  whilst  the  peaked  pressure  curve  reduces  the 
load  capacity  of  such  a  motor. 

(d)  Synchrorums  Machines.  If  several  synchronous  machines  having 
different  pressure  curves  work  in  parallel,   large  currents  of   high 
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Fio.  195. 


frequency  will  flow  between  them,  since  the  pressure  harmonics  need 
not  be  in  phase  when  the  fundamental  pressures  are.  If  the  reactances 
of  the  synchronous  machines  are  very  low,  the  currents  due  to  the 
higher  harmonics  can  attain  such  dimensions  that  the  working  may  be 
sufficiently  affected  to  cause  the  machines  to  fall  out  of  step.  The 
shape  and  magnitude  of  these  currents  are  best  illustrated  by  the 
curves  in   Figs.   194  to   197,  taken  at  the   Electrotechnic   Institute, 
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Karlsruhe,  by  Dr.  Bloch.     Figs.  194  and  195  give  the  pressure  curves 
of  the  central  station  and  of  a  5  H.P.  single-phase  motor,  whilst  the 
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curves  in  Fig.  196  shew  the  currents  in  the  motor.     By  connecting  a 
large  reactance  in  series,  the  current  curves  in  Fig.  197  were  obtained. 
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Here  again  the  damping  effect  of   the   choking   coil  on  the   higher 

harmonics  is  clearly  seen.    The  presence  of  currents  of  high  frequencies 

in  synchronous  machines  can  be  limited 
by  taking  care  that  all  the  synchronous 
machines  working  on  the  network  have 
the  same  wave-shape  at  no-load.  Since, 
however,  the  wave-shape  varies  with  the 
load,  it  is  not  possible  to  completely  avoid 
these  internal  currents.  The  best  means 
for  keeping  them  small  is  of  course  to 
have  the  pressure  curves  of  all  the  machines 
as  nearly  sinusoidal  as  possible  and  to  give 
the  machines  a  suitable  reactance. 

(e)  Cables  and  C&nduciors.  The  flat-shaped 
pressure  curve  should  of  course  place  less 
strain  on  the  insulators  and  cable-insulation, 

since  for  a  given  effective  pressure  the  maximum  pressure  is  then  least. 

On  the  other  hanci,  this  requires  higher  harmonics,  which  may  give  rise 
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to  resonance,  under  certain  conditions.  Since  such  wave  forms  have  a 
disturbing  effect  on  the  pressure  regulation  of  a  system,  and  are  more 
difficult  to  deal  with  analytically  than  pure  sine  waves,  it  is  also 
a>lways  desirable  to  use  sinusoidal  pressures  for  transmission  plants. 
The  two  pressure  curves,  Figs.  194  and  198,  are  for  a  large  electricity 
Tvorks.  The  latter  represents  the  day  pressure,  the  former  the  night 
pressure.  As  is  seen,  the  higher  harmonics  are  more  pronounced  in 
the  day  curve  than  in  the  night  curve,  since  the  day  load  is  more 
inductive  although  small. 
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72.  Polvphaae  Systems.  73.  Symmetrical  Polyphase  Systems.  74.  Interoonnected 
Polyphase  Systems.  75.  Balanced  and  Unbalanced  Systems.  76.  Com- 
panson  of  tne  Amount  of  Copper  in  Alternating-current  Systems  with 
that  in  Continuous-current  Systems. 

72.  Polyphase  SyBtems.  If  three  coils  are  arranged  on  the  armature 
of  a  generator  (Fig.  199),  so  that  they  are  all  displaced  from  one 
another  in  space,  the  e.m.f.'8  induced  in  these  coils  will  be 

i'l^AmAxSinW, 

;>iii  =  Aii«u«sin(a)/-/?). 

These  all  have  the  same  frequency  c,  because  all  the  coils  rotate  with 
the  same  velocity.     But  they  are  £dl  displaced  from  one  another  in 

phase  by  the  angle  which  the 
coils  make  with  one  another 
in  space.  If  each  of  the  three 
coils  acts  on  its  own  circuit, 
a  current  will  flow  in  each 
coil  independent  of  that  in 
the  other  coils.  The  three 
currents  together  form  a 
three-phase  current  and  sud. 
a  system  of  altemating-curreiUSy 
in  which  several  £.M,F.*s  of 
the  same  frequency  and  displaced 
from  one  anotlier  in  phase  pro- 
duce cuirerUs  which  are  also  displaced  from  one  anothei',  is  known  in  general 
as  a  polyphase  system. 

Externally,  a  polyphase  generator  appears  the  same  as  a  single-phase 
generator— only  the  stator  winding  is  diflferent.  In  Fig.  163  the  stator 
winding  of  a  single-phase  generator  is  represented,  and  in  Fig.  165 
that  of  a  three  phaser. 


Pio,  199.— Pniduction  of  a  Polypbase  Current. 
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Generally  speaking,  a  polyphase  system  can  be  investigated  by 
splitting  up  the  same  into  its  several  current  branches,  or  phases ; 
the  E.M.F.  acting  in  each  of  these  current  paths  produces  a  current  in 
the  system,  which  can  be  calculated  independently  of  the  b.m.f/s  of  the 
other  phases.  The  currents  produced  by  all  the  £.M.F.'s  must  then  be 
superposed,  when  the  phases  are  electrically  connected.  The  several 
systems  can  be  classified  thus : 

(1)  Into  symmetrical  and  un^ymmetrieal  systems. 

(2)  Into  dependent  or  interconnected  and  independent  systems. 

(3)  Into  balanced  and  wnbalanced  systems. 

The  dependent  or  interlinked  systems  can  be  again  split  up  into 
star-connected  systems,  ring-connected  systems  and  systems  comprising 
both  of  these  two. 

73.  Symmetrical  PoIyphaBe  Systems.  If  a  polyphase  system  is 
formed  by  n  pressures,  whose  amplitudes  are  equal  and  displaced  from 

one  another  in  phase  by  -  period,  the  system  is  said  to  be  symmetrical, — 
n 

otherwise  it  is  unsymmetrical.  Such  a  system  can  also  be  called  a 
symmetrical  9i-phase  system,  since  it  has  n  phases.  In  the  case  where 
the  pressures  are  sine  functions  of  the  time,  the  n  pressures  are  repre- 
sented by  the  following  expressions : 

Pi-P  sin  iotf 
Pn  =  Psm(^(^-'=^y 

Pni=-P&m(<ot-2-^y 

p^=^PBinLd-{n^l)''^y 

If  we  sum  up  the  momentary  values  of  these  n  pressures  we  obtain 
the  well-known  result  that  the  sum  of  the  momentary  values  of  the 
pressures  of  a  symmetrical  polyphase  system  always  equals  zero. 

We  can  now  deduce  the  various  symmetrical  polyphase  .systems  by 
substituting  various  values  for  n. 


Pio.  200.— Sitigle*phaM  Two- wire  HyBtem. 


Example  1.     When  n=l,  pi^^PsinU,  and  we  get  the  single-phase 
two-wire  system  of  Fig.  200. 
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When  71  =  2,  pi^^Peindtt, 

Pu  =  P sin  (w/  -  180*^)  =  -pi. 

This  gives  the  single-phase  three- wire  system  (Fig.  201),  where  the 
pressures  are  reckoned  from  the  middle  point  0.    When  the  two  halves 


T~\ — I — r 

^  !    M 


Fio.  201.— SlDgle-phaso  Three- wire  System. 


of  the  generator  are  equally  loaded,  no  current  flows  in  the  middle 
wire — consequently  this  wire  can  be  made  very  light. 

Example  2.     When  n  =  3, 

Pi  =  P  sin  fotf 


;)n  =  Psin^(u/-yj, 
Pui  =  PBin(^ud-'~y 


This  is  the  symmetrical  three-phase  system,  where  the  three  pressures 
are  displaced  in  phase  from  one  another  by  120",  which  accordingly 
represents  the  symmetrical  polyphase  system  having  the  least  number 
of  phases. 

Example  3.     When  ?i  =  4,  we  get  the  symmetrical  four-phase  system. 

Pi  =  P  sin  w/, 


;?„  =  i'sin^<u<-.0, 
j?i„=Psin(w^-7r)=  -^„ 
;?iv  =  Psin  (^<ot  -  -^j  =  'Pu. 


Thus  pi  and  pm  occur  in  the  same  circuit,  and  similarly  pu  and  piy. 
Consequently  there  are  only  two  pressures,  and  these  are  displaced  90* 
from  each  other. 

74.  Intercoimected  Polyphase  Systems.  In  polyphase  systems,  each 
of  the  phases  may  be  made  to  form  a  closed  system  for  itself — such 
a  polyphase  system  then  consists  of  n  entirely  independent  single- 
phase  systems,  which  have  only  to  satisfy  the  one  condition  that  the 
frequency  and  the  mutual  phase-displacement  of  the  E.M.F.'s  of  the 
several  phases  are  always  the  same.    The  generators  of  t^e  single-phase 
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currents  must  therefore  run  in  perfect  synchronism  with  one  another — 
which  is  most  easily  attained  by  placing  the  several  windings,  in  which 
the  e.m.f/8  are  to  be  induced,  on  the  same  armature.  We  can  now  go 
a  step  further,  and  electrically  connect  the  windings  of  the  several 
phases  with  one  another,  i.e.  interconnect  the  phases.  In  this  case, 
however,  the  several  phases  will  mutually  affect  one  another,  if  the 
system  is  not  symmetrical  both  in  respect  to  the  induced  E.M.F.'s 
and  the  load. 

In  the  representation  of  polyphase  systems  it  is  usual  to  draw  the 
windings  of  the  several  phases  displaced  from  one  another  by  the  angle 
of  the  mutual  phase-displacement. 

The  phases  can  be  connected  in  various  ways  with  each  other ;  only 
care  must  be  taken  to  have  no  closed  circuits  where  the  sum  of  the 
induced  e.m.f.'s  is  not  zero ;  for  such  a  circuit  would  act  as  a  short- 
circuit  in  which  an  K.M.F.  is  induced;  consequently  a  heavy  current 
would  flow  in  the  same. 

The  systems  generally  met  with  in  practice  are  the  star-connected  and 
ring-connected  (or  mesh-connccted)  systems. 

The  star  system  is  formed  by  joining  the  starting  points  of  all  the 
phases  to  a  common  point.  This  point  is  then  termed  the  neutral 
point,  because  in  a  symmetrical  star-connected  system  it  generally 
attains  the  mean  potential  of  the  surroundings.  This  point  can  be 
connected  to  earth,  or  to  another  neutral  point,  or  insulated;  it  is 
usual  to  regard  the  neutral  point  as  having  zero  potential.  Between 
the  terminals  of  any  phase,  e.g.  the  a;***,  we  measure  the  phase  pressure 

F  Bin  ltd  -  {x  -  l)  —  [,  whilst  between  the  terminals  of  two  neighbouring 

phases  we  have  the  line  pressure,  whose  momentary  value  equals  the 
difference  of  the  momentary  values  of  the  pressures  of  the  two  phases 
in  question.  The  momentary  value  of  the  line  pressure  between  the 
terminals  of  the  x^  and  (x -\- 1)^  phases  is  thus 

Pi  =  PsmLt-(x-'l)—\-FsmLt-x—\ 

=  2P  sin  -  cos /a>^  -  (2a;  -  1 )  - 1, 
n        [  'nj 

whence  it  follows  that  the  effective  line  pressure  is 

P,  =  2Bin-F^, (130) 

where  F^  is  the  effective  phase  pressure. 

In  the  star-connected  system,  the  line  pressure  equals  the  resultant  pressure 
of  two  adjacent  phases  and  the  Urn  current  the  phase  current. 

The  ring-connected  system  is  formed  by  connecting  the  start  of  one 
phase  to  the  finish  of  the  next,  so  that  all  the  phases  are  joined  in 
series.  Accordingly,  this  connection  can  only  be  used  when  the  sum  of 
the  E.M.F.'s  of  all  the  phases  equals  zero  at  every  instant,  which  is  the 
case  with  symmetrical  polyphase  systems  having  sinusoidal  e.m.f.'s. 
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Current  is  taken  off  at  the  junction  of  each  two  adjacent  phases, 

whence  the  number  of  lines  equals  the  number  of  phases.     Then,  in 

accordance  with  KirchhofTs  First  Law,  the  current  in  each  line  equals 

the  difference  of  the  currents  in  the  two  neighbouring  phases.     In  this 

case,  therefore,  the  line  current  does  not  equal  the  phase  current,  but, 

since  the  currents  in  two  adjacent  phases  are  displaced  from  one 

2ir 
another  by  — ,  equals 

i,  =  7sin|a)<-(a;-l)— I  -78in|W-a;— | 


=  2/sin^co8|w-(2a;-l)^|; 


hence,  for  effective  values, 


7,  =  2  8in^/,. 
n  ' 


.(131) 


The  line  pressure  is  here  the  same  as  the  phase  pressure. 

Hence,  in  the  ring-connected  system,  the  line  pressure  equals  the  phase 
pressure  and  the  line  current  the  resultant  current  of  two  adjacent  phases. 

In  the  following,  all  ma^itudes  referring  to  the  lines  are  denoted 
by  the  suffix  I  and  to  the  phases  by  the  suffix^. 

The  most  usual  connections  for  a  symmetrical  three-phase  system 
are  as  follows ; 

(a)  Three-phase  Star  System,  Fig.  202  is  an  independent  three-phase 
system,  where  the  phase  current  equals  the  line  current  and  the  phase 


r'^WM^ 
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Fia.  202.— Non-interlinked  Three-phaso 
Syatem. 


Fig.  208.— Three-phase  Star  System. 


pressure  the  line  pressure.  By  coupling  the  three  starting  points 
«i>  <*2>  ^8  together  (Fig.  203),  we  get  the  three-phase  star-conn«cted 
system  with  four  wires,  which  can  be  converted  into  a  three-wire 
system  by  omitting  the  middle-  or  neutral-wire  a,  which  carries  no 
current  so  long  as  the  load  is  symmetrical.  The  line  pressure  in 
this  system  is 

P,  =  2sin60°P,  =  N/3P^ (132) 

and  /,  =  /, (133) 
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(b)  Three-phase  Ring  System,  Fig.  204  represents  the  three-phase 
ring  system,  or,  as  it  is  also  termed,  the  tnangle-  or  delfa-  (A)  or  wiwA- 
conneetion.     Here  we  have 

Pt^P,  (134) 

and  /,=:2sin60V^  =  v/3/p (135) 


Fin.  204.— Thrue-pham  Mesh  System. 


Fig.  205.— Combined  System  for  Tlir«>o.phiuio 
Current  (Dolivo  von  DobrovoUky). 


Fig.  205  represents  a  combination  due  to  DoHvo  von  Dobrovjolsky, 
Wlen  n  =  4,  we  can  have  the  following  schemes : 
(c)  Independent   Four-phase   System   or    Two-phase   System,     This    is 
represented  in  Fig.  206.     We  have 

7,  =  /^    and    P.  =  P^. 


Fio.  206.— Nou-lnterlinked  Four-phase  System.        Fio.  207.— Four-phase  Star  System.. 

{d)  Four-phase  Star  System.    Fig.  207  represents  the  connections  for 
this  system,  in  which 

/.  =  /p (136) 

and  P,  =  2  8in45'P^  =  v2P, (137) 


Fki.  208.— Pour-phase  Mesh  System. 


Fio.  20P.— Two-phnse  Tliree-wirc  or  fntcrliiikod 
Two-phaso  Syntein. 


(e)  F&iLV-phase  Ring  System,     This  is  shewn  by  Fig.  208. 

/i  =  V2/.,  (138) 

and  P,  =  Pp (139) 
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(/)  Interamnected  Two-phase  System.  The  scheme  shewn  in  Fig.  207 
is  seldom  used,  but  rather  that  shewn  in  Fig.  209,  which  is  developed 
from  the  former  and  represents  one  half  of  an  interconnected  four-phase 
system  with  middle  wire.  This  system,  which  is  not  symmetrical,  is 
usually  termed  ibh^  interconnected  two-phase  system  or  the  two-phnse 
three-wire  system.     For  this  we  have 

P,  =  n/2P, (140) 

and  /o  =  ^/p (141) 

(g)  Scott's  System,    To  the  interconnected  polyphase  systems  belongs 
also  Scott's  System,  shewn  in  Fig.  210.    This  senses  for  producing  a  three- 
phase  current  by  means  of  a 


0  -'V^^AMM^'UM^f^UMMM^ 


two-phase   winding.      If    one- 
phase  has  v/f  as  many  turns 
as  the  other  and  the  start  of 
this  phase  is  connected  to  the 
middle  of  the  second,  we  get  a 
symmetrical  three-phase  pres- 
sure between  the  terminals  A^ 
B  and  C,     Then  the  pressure 
between  the  terminals  A  and 
B  and  between  A  and  C  (Fig. 
210)  is  J(\f  +  5  =  1  times  the 
pressure  between  B  and  C.     It  is  thus  possible  to  produce  a  symmetrical 
three-phase  current  by  means  of  an  unsymmetrical  two-phase  system. 
The  phase  pressures  are 


Fio.  210.— Scott'a  System. 


and 


P,^OA=^,,BC=Jl.P,, 
P^=Pc=OB^OC=iBC=^lP,, 


whilst  the  phase  currents  equal  the  line  currents. 

{h)  Imperfect  Polyphase  Systems,  These  also  belong  to  the  inter- 
connected polyphase  systems,  and  consist  of  a  main  phase,  together  with 
an  interconnected  auxiliary  phase.  These  were  all  introduced  in  the 
early  nineties,  when  it  was  desired  to  retain  the  simplicity  of  the  single- 
phase  system,  and  avoid  its  deficiencies  by  the  use  of  auxiliary  phases. 

The  simplest  of  the  systems  is  the  imperfect  three-pha^e  system 
(Fig.  211),  which  consists  of  two  phases  at  120''  to  one  another.  The 
auxiliary  phase,  which  is  chiefly  used  for  starting  asynchronous  motors, 
has  a  phase  pressure  equal  to  the  distance  of  the  point  0  from  the  line 
BC,     The  starting  torque  is  proportional  to  this  auxiliary  pressure  /\, 

When  the  two  phases  are  symmetrically  loaded,  the  currents  in  all 
three  lines  are  equal,  but  displaced  60"  in  phase  from  one  another. 
Since  this  system  does  not  produce  a  large  starting  torque  for  motors, 
as  just  shewn,  Steinmetz  proposed  a  system,  similar  to  Scott*s  system. 
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which  is  known  by  the  unsuitable  name  of  "monocyclic  system." 
This  is  a  three-phase  system,  and  serves  to  produce  an  unsymmetrical 
three-phase  current.  Steinmetz  chose  the  auxiliary  pressure  OA 
at  the  motors  equal  to  J^  of 
the  main  pressure  BC^  whereby 
the  motors  receive  a  symmetri- 
cal three-phase  pressure.  The 
auxiliary  pressure  OA  of  the 
generators,  however,  was  only 
chosen  about  a  fourth  of  the 
pressure  of  the  main  phase. 
The  ratio  of  conversion  of  the 
transfoimers  for  the  main  phase 

4 
is  therefore  -7=  of  that  of  the 

transformers  for  the  auxiliary        pio.  211.— incompiote  Throe-phiwe  system, 
phase. 

None  of  these  imperfect  polyphase  systems,  however,  have  justified 
their  existence,  since  they  all  need  three  wires,  as  in  symmetrical  three- 
phase  system,  and  there  is  no  reason  why  this  latter  should  not  be 
adopted  and  so  completely  utilise  the  material  of  both  generators  and 
motors. 

75.  Balanced  and  Unbalanced  Systems.  In  Section  II,  we  have 
seen  that  the  current 

i  =  IsJ'i  sin  {(at  -  <^), 

produced  by  the  pressure     jt  =  /V2  sin  w^, 
yields  the  momentary  power 

}F=  PI  {cos  <^  -  cos  (2iot  -</))}. 
Since  the  mean  power  is  W=PI  cos  <^, 

we  have  r= /r(l -''"^^^'-'/iH. 

\  .  cos  0       j 

Although  this  pulsation  of  the  power  of  a  single-phase  current,  which  is 
shewn  in  Figs.  4."5  and  44  for  any  angle  <\>  aiyi  for  <^  =  90',  does  not 
prevent  its  application  for  many  purposes,  e.g.  lighting  by  means  of 
glow  lamps,  provided  the  frequency  is  chosen  sufficiently  high,  it  is 
just  this  property  of  the  single-phase  current  which  makes  it  un- 
suitable for  power  purposes.  On  the  other  hand,  a  symmetrical 
polyphase  system  — as  will  be  shewn  later  on — possesses  the  character- 
istic that  the  momentary  power  of  the  whole  system  is  always  constant; 
consequently  such  systems  are  used  a  great  deal  for  motor  purposes. 
Not  only  symmetrical  systems,  however,  but  also  other  polyphase 
systems  can  develop  a  constant  power  under  certain  conditions ;  thus 
all  systems  possessing  this  characteristic  are  said  to  be  balanced,  and  all 
others,  unbalanced. 
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The  power  in  a  polyphase  system  equals  the  sum  of  the  powers  in 
the  several  phases.  If  the  pressures  pi,  pu,  pm  ...  of  the  several  phases 
produce  the  phase  currents  fj,  in>  *in  ••■,  the  momentaiy  power  will  be 

jr^p^i,  +puiii  +Pmhii  +  ... 
and  the  mean  power    /r=  P,  /,  cos  <^,  +  Pu  In  cos  <^n  +  . . . . 

If  now  the  w-phase  system  is  symmetrical  with  equally-loaded  phases, 
we  have,  e.g.,  for  the  «"'  phase, 

p,,^  =  Psf2sin(i^t-2ir^ 

and  4^.1  =  Is/2  sin  (  o*/  -  ^  -  2v  ~\ 

where  </>  is  the  phase  displacement  of  the  current  in  a  phase  behind  its 
pressure.  From  this  it  follows  that  the  momentary  power  of  the 
symmetrical  7i-phase  system  is 

^=  2  Pzh  =  2P/  i:  sin  (tot  -  27r  ^  sin  (w/  -  </>  -  2ir  |^ 

=  Flincoa<l>-  2  cos ^2(a^ - <^ -  iir - U  =  P/« cos <^. 

/r=wP/cos<^.    (142) 

Thus  the  momentary  power  ^Fis  constant  for  every  symmetrical  n-phase 
system  and  equals  n  times  the  mean  power  of  a  phase. 

For  the  three-wire  two-phase  system  (Fig.  209)  the  pressures  are 

Pi  =  Pps/2B\n(at 

and  pn  =  P,n/2  sin  ((ot  -  ^  Y 

If  both  phases  are  equally  loaded  in  regard  to  current  and  phase 
displacement,  then 

ii  =  /^\/2  sin  {(ot  -  <!>) 

and  tii  =  Ij,\/2  sin  (  w^  -  <^  -  -  V 

Hence, 

;r=  2PpIp  I  sin  u)t  sin  {(at  -  <^)  +  sin  (tat  -  '^j  sin  (<«»<-  <^  -  ^)  [ 

=  2P,/p  cos  tf>  -  P^I^  {cos(2a>/  -<f>)  +  cos  (2o)/  -  ^  -  r)} 
=  2P^Ij,  cos  </)  =  const, 
and  the  mean  power  }f^=  2PpIp  cos  </>,  (143) 

or,  since  P^  =  ^^^     and     /,=  -^, 

then  ;r=P,/oCos^ (143o) 
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We  thus  see  that  the  three-wire  two-phase  system  belongs  to  the 
balanced  unsymmetrical  polyphase  systems. 

The  power  of  a  symmetrical  three-phase  system  is,  from  Eq.  (142), 

/r=3P/^cos^, 

or,  since  in  a  star  system 

i>,  =  ^    and    /,  =  /., 
and  in  a  mesh  system    Pp  =  P,    and    7^  =  -^, 

the  power  in  any  symmetrical  and  interconnected  three-phase  system  is 

Jr=>/3Mcos^. (144) 

From  formulae  (136)  and  (139)  it  follows  similarly  that  the  power  in 
a  symmetrical  interconnected  four-phase  system  is  always 

;r=4P/pCos^  =  2N/2P,7|Cos</) (145) 

Scott's  system  also  belongs  to  the  balanced  unsymmetrical  polyphase 
systems. 

76.  Comparison  of  the  Amount  of  Copper  in  Alternating-current 
Systems  with  that  in  Continuous-current  Systems.  To  transmit  a 
definite  power  over  a  fixed  distance  electrically  at  a  given  maximum 
pressure  and  efficiency,  a  definite  amount  of  copper  is  essential.  The 
higher  the  pressure  and  the  lower  the  efficiency,  the  less  the  amount  of 
copper  that  will  be  required.  Since  the  pressure  must  not  exceed  a 
certain  limit  on  account  of  the  danger  to  the  insulation  or  the 
employees,  the  pressure  which  enters  into  question  here  is  the 
maximum  pressure  which  exists  between  any  part  of  the  installation 
and  earth.  If  the  neutral  point  of  the  system  is  earthed,  the  limit  is 
fixed  by  the  maximum  pressure  between  a  terminal  and  this  point. 
If  the  neutral  point  is  not  earthed,  and  the  whole  system  insulated, 
the  severity  of  the  electric  shock  caused  by  touching  a  terminal  depends 
on  the  pressure  and  the  capacity  of  the  system.  If  the  pressures  are 
high  and  the  capacity  considerable,  as  is  usually  the  case  in  transmission 
lines,*  the  person  touching  the  terminal  may  have  to  pay  the  death 
penalty  for  his  carelessness.  For  this  reason,  "live"  machines  and 
apparatus  ought  never  to  be  touched  unless  the  person  has  previously 
insulated  himself  against  the  pressure.  The  insulation  of  a  non-earthed 
system,  however,  must  be  kept  stronger  than  that  of  an  earthed  system, 
since  in  the  former  case  the  insulation  must  prevent  the  passage  to 
earth,  of  all  the  energy  stored  in  the  system.  For  this  reason, 
earthed  and  non-earthed  systems  cannot  well  be  compared,  since  the 
insulation  of  the  latter  must  be  calculated  with  regard  to  quite  diffbrent 
pressures. 
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Hence,  we  shall  only  consider  earthed  systems  for  the  present,  and 
shall  put  the  amount  of  copper  required  for  a  symmetrical  polyphase 
system  with  earthed  neutral  point  equal  to 

100 


cos2</> 

Further,  we  assume  that  the  effective  current  density  is  constant  in  all 
the  conductors  and  that  the  pressure  curve  is  sinusoidal.  The  section 
of  the  currenffess  middle  wire  is  chosen  equal  to  half  that  of  one  of  the 
outers.     We  then  get  the  following  results : 

(a)  Sfimmtrical  Polypliase  Systems  with  Earthed  Neutral  Point.  Con- 
sider first  the  symmetrical  three-phase  system.  We  see  that  each  of 
the  three  phases  carries  the  same  current  /  at  the  same  maximum 
pressure  P„^  over  the  same  distance  /.  Let  the  section  of  a  conductor 
be  q ;  then  the  copper  losses  per  phase  are 

i.e.  with  a  given  current  density  s  they  are  proportional  to  the  power 
transmitted  per  phase, 

-y^^mRx/COS0 

and  the  tofcvl  copper  volume  is  3/^, 

By  means  of  a  single-phase  two-wire  system  or  any  symmetrical 

polyphase   system   with  n  phases,   the   same  power   3 -j- P^^I  cos  <}> 

could  be  transmitted  with  the  same  percentage  losses  with  the  same 

3 
amount  of  copper.     For  in  each  conductor  the  current  is     /  and  the 

section  of  the  conductor  is  reduced  in  this  proportion.  Thereby  the 
cun-ent  density  s  and  also  the  percentage  copper  losses  pg  remain 
constant,  whilst  the  weight  of  copper  also  remains  unchanged. 

Hence,  all  symmetrical  polyphase  systems  with  earthed  neutral  point  and 
tlie  .single  phase  two-wire  system  are  alike  with  resped  to  the  amownt  of 
cojyper  required. 

In  practice,  however,  only  the  three-phase  system  has  made  headway, 
because  this  requires  the  fewest  conductors,  and  consequently  the 
least  insulation  of  all  the  symmetrical  polyphase  systems. 

(h)  Symmefi-ical  Polyphase  Systems  with  Earthed  Neutral  IFire.  Con- 
sider first  the  single-phase  three-wire  system  with  earthed  middle  wire, 
which  is  theoretically  a  symmetrical  two-phase  system.  Since  no 
current  flows  in  the  middle  wire  when  the  load  is  symmetrical,,  then, 
for  the  same  section  of  outer  wire  as  previously,  the  copper  losses 
remain  the  same  as  in  a  single-phase  two-wire  system.  The  copper 
required  for  this  system,  therefore,  will  exceed  that  required  for  the 
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two-wire  system  by  the  amount  required  for  the  middle  wire.  If  we 
therefore  choose  the  cross-section  of  the  middle  wire  half  that  of  one 
of  the  outers,  as  mentioned  above,  this  system  will  need  25  %  more 
copper  than  the  single-phase  two-wire  system,  in  order  to  transmit  the 
same  power  at  the  same  losses.  The  copper  needed  for  the  single- 
phase  three-wire  system  is  accordingly 

100  /       1     1\      125 
cos2<^V       2^2;     C08^<t>'  9 

In  a  similar  manner  we  find  the  copper  required  for  a  three-phase 
four-wire  system  is 


100/       1     1\     116-7 
cos-^^V       3^2>'     cos2</>' 


and  for  a  four-phase  five-wire  system, 

100   /       1     1\     112-5 
cos2<^V      4^2y     cos2^' 

(c)  Singl&fhase  Two-wire  Systems  with  Earthed  Outer  Wire,  This  system 
can  be  regarded  as  one  phase  of  a  polyphase  system  with  a  neutral 
wire  of  the  same  section  as  the  outer  wire.  Consequently,  this  system 
needs  the  same  copper .  and  has  the  same  losses  in  the  earthed  wire  as 
in  the  outer  wire.  With  the  same  section  for  the  outer  wire  as  the 
total  section  of  all  the  outer  wires  of  a  polyphase  system  with  earthed 
neutral  point,  we  ^et  double  the  losses  in  a  single-phase  two-wire 
system  with  earthed  outer  wire,  when  the  same  power  is  transmitted 
at  a  given  maximum  pressure.  To  reduce  these  losses  to  those  in  a 
polyphase  system,  we  must  double  the  section  of  the  outer  wire,  and 
consequently  also  of  the  earthed  wire.  Hence,  the  copper  required  in 
a  single-phase  system  with  earthed  outer  wire  is 

or,  in  other  words,  four  times  as  much  as  that  of  a  polyphase  system 
with  earthed  neutral  point. 

(d)  Two^hase  Three-wire  System  with  Earthed  Middle  Wire,  This 
system  can  also  be  regarded  as  two  phases  of  a  polyphase  system  with 
a  middle  wire  of  >/2  times  the  section  of  one  of  the  outers.  Conse- 
quently, this  system  requires  for  the  middle  wire 

^-± 

2-V2 

times  the  copper  of  the  two  outer  wires,  and  similarly,  as  in  a  single- 
phase  two-wire  system,  the  section  of  each  outer  wire  must  also  be 
increased  in  this  case  in  order  to  transmit  the  same  power  with  the 
same  losses.  The  increase  of  section  of  the  outer  wires  is,  of  course, 
equal  to  the  percentage  increase  of  copper  due  to  the  presence  of  the 
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middle  wire,  i.e.  proportional  to  (l  +  -^\     The  copper  required 
two-phase  three-wire  system  with  earthed  middle  wire  is  thus 

^^^  f^       1  V     291-4 
cos2^\   ■^'V^y  "cos^i/)' 

or  about  three  times  that  of  a  polyphase  system  with  earthed  neutral 
point. 

.(6)  Imperfecf  Three-phase  System  with  Earthed  Middle  Wire.  In  this, 
the  current  in  the  middle  wire  equals  that  in  each  of  the  two  outers. 
Then,  in  a  similar  manner  to  that  of  a  two-phase  three-wire  system,  we 
get  the  amount  of  copper  equal  to 

—  ^Ti  (1  +  0-5)2  = 5-T, 

cos^</>^  '      cos2</) 

i.e.  two  and  a  quarter  times  as  much  as  in  a  polyphase  system  with 

earthed  neutral  point. 

(J)  ContimumS'Cun'ent  Three-wire  System  with  Earthed  Middle  Wire,    In 

respect  to  the  amount  of  copper  required,  this  system  is  similar  to  the 

single-phase    three-wire    system.     But   in    this   case   the   maximum 

pressure  P„„  equals  the  working  pressure  P  and  not  sj2  as  much,  as 

in  an  alternating-current  system.     Further,  in  this  case  there  is  no 

ihase  displacement  between  current  and  pressure,  thus  the  percentage 

OSS  is  «7^ 

J'x= 1^100, 


f 

lo 


i.e.  with  effective  current  density  —3  times  that  of  a  single-phase 

three-wire  system.     Since,  however,  in  a  continuous-current  system, 
the  current  is  — ~  times  smaller,  and  since  we  can  moreover  choose 

the  current  density     ^"'    times  greater  than  in  a  single-phase  system, 

C0S</) 

in  order  to  obtain  the  same  losses,  we  must  make  the  copper  cross- 
section  in  a  continuous  current  system 

/cos<^\2_cos-</> 

v"7ry  ""2" 

of  that  of  a  single-phase  system,  to  obtain  the  same  losses  and  to 
transmit  the  same  power  at  the  same  maximum  pressure.     Hence  the 

copper  used  in  a  continuous-current  three-wire  system  is  — — -  times 
that  in  a  single-phase  three-wire  system,  i.e. 

^25     008^  =  62-5 


cos'^<^       2 

as  compared  with        .^-  in  a  polyphase  system  with  earthed  neutral 
point  ^^®  "^ 
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(jg)  Contmuaus-cwrreni  Two-wire  System  vnlh  Earthed  Outer  Wire,    This 

bears  the  same  relation  to  the  single-phase  two- wire  system  as  the 

continuous-current  three-wire  system  to  the  single-phase  three-wire 

system.     We  thus  need 

400     cos2<^_ 
^^.-2 200, 

or  twice  as  much  copper  as  a  polyphase  system  with  earthed  neutral 
point 

Summarising  the  above  results,  we  get  the  following  table : 
Continuous-current  two-wire  system  with  earthed  middle 

pointy 50 

Continuous-current  three-wire  system  with  earthed  middle 

wire, 62*5 

Continuous-current  two-wire  system  with  earthed  outer 

wire, -      200 

Symmetrical  polyphase  systems  and  single-phase  two-wire 

system  with  earthed  neutral  pointy 


100 


cos2<^ 

125 
cos2<^ 
116-7 
cos2</» 
112'5 
cos^^ 

400 
cos2<^ 

300 
cos'^^ 
291-4 
cos*^ 

225 
cos**^ 

It  is  thus  obvious  that  the  systems  with  an  earthed  neutral  point 
are  the  most  economical ;  then  follow  the  systems  with  earthed  middle 
wire,  which  only  need  more  copper  on  account  of  the  partly  ineffective 
middle  wire;  and  finally,  the  systems  with  an  earthed  outer  wire, 
which  are  very  uneconomical.  To  this  class  belong  the  distributing 
systems  of  most  modem  railway  installations.  The  advantage  of  a 
three-wire  system,  however,  is  much  reduced  in  this  case,  since  the 
rails,  which  serve  as  return,  remain  unused  in  the  three-wire  system. 
Since,  moreover,  the  losses  in  the  rails  are  very  small  in  proportion 
to  the  losses  in  the  overhead  wire,  the  total  losses  in  the  line  in  a 
two-wire  system  are  not  much  greater  than  in  a  three-wire  system 
when  the  rails  can  be  used  as  return. 


Single-phase  three-wire  system  with  earthed  middle  wire,  - 
Three-phase  four-wire  system  with  earthed  middle  wire,     - 
Four-phase  five-wire  system  with  earthed  middle  wire. 
Single-phase  two-wire  system  with  earthed  outer  wire. 
Symmetrical  three-phase  system  with  earthed  outer  wire,  - 
Two-phase  three- wire  system  with  earthed  middle  wire. 
Imperfect  three-phase  system  with  earthed  middle  wire,     - 
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FBESSUBES  AND  CUBBENTS  IN  A  FOLTPHABE  SYSTEM. 

77.  Topographio  Representation  of  Pressures.  78.  Graphic  Calculation  of  Current 
in  a  Star  System.  79.  Analytic  Calculation  of  Current  in  a  Star  System. 
80.  Graphic  Calculation  of  Current  in  a  Polyphase  System.  81.  Cbnver- 
sion  of  a  Mesh  Connection  into  a  Star  Connection.  82.  Conversion  of 
Star  and  Mesh  Connections  when  e.m.f.'s  are  Induced  in  the  Phases. 
83.  Symbolic  Calculation  of  Current  in  Polyphase  Systems.  84.  Graphic 
Representation  of  the  Momentary  Power  in  a  Polyphase  System. 


77.  The  Topographic  Bepresentation  of  Pressures.  Whilst  con- 
sidering star  systems,  we  saw  that  they  possessed  a  junction — 
known  as  the  neutral  point.  We  make  the  assumption  that  this 
point  possesses  zero  potential  quite  arbitrarily,  for  it  is  not  potentials 

but  only  potential  differences  that  we 
measure. 

In  Fig.  212  let  the  three  vectors  OPj, 
OPii  and  OFjii  represent  the  three  equal 
phase  pressures  of  a  symmetrical  three- 
phase  star  system.  Since  the  direction 
of  rotation  of  the  time-line  has  been 
chosen  counter-clockwise,  OPu  must  be 
displaced  120**  from  OPi  in  a  counter- 
clockwise direction,  for  the  K.M.F.  of 
phase  II  lags  120**  behind  that  of  phase 
I.  As  shewn  in  Sect.  6,  p.  17,  a  vector 
is  determined  in  magnitude  and  direction  by  its  two  components,  that 
is,  by  its  extremity,  and  a  point  in  the  plane  represents  the  pressure 
between  a  point  in  the  system  and  the  neutral  point  in  magnitude 
and  direction.  Moreover,  we  have  seen  that  the  line  pressure 
equals  the  difference  of  the  two  phase  pressures.  This  difference  P, 
is  determined  by  the  geometrical  subtraction  of  the  two  vectors  OP, 
and  OPiu  and  we  get 

P.^OP,  -  OPn-PiJ)  +  OP,  =  PnPu 

whence  it  follows  that  the  distance  between   the  ends  of  the  two 
vectors  gives  the  line  pressure  P^  in  magnitude  and  direction.      In 


Fifj.  212.-  Pressure  Diagram  of  Sym- 
mutrical  Three-phase  Star  System. 
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general,  we  have  the  following  method  of  representation,  as  given  by 
Steinmetz  and  Berg  and  also  by  //.  Gorges  in  the  E.T.Z.  1898,  p.  164. 

If  we  take  the  potential  at  any  point  in  a  system  as  zero,  the 
potential  of  a  second  point  (i.e.  the  pressure  between  this  point  and 
the  point  at  zero  potential)  is  represented  in  magnitude  and  direction 
by  a  point  in  the  plane.  In  this  manner,  each  point  of  the  system 
is  represented  by  a  corresponding  point  in  the  plane,  and  since  the 
potential  of  a  conductor  varies  from  point  to  point  along  its  length, 
the  same  will  be  represented  in  the  plane  by  a  curve ;  this  has  already 
been  explained  on  p.  89,  Sect.  29.  The  shape  of  the  curve,  of  course, 
depends  solely  on  the  e.m.f.'s  in  the  conductor.  The  curve  may  be  a 
straight  line  or  other  curve  either  continuous  or  broken.  If  there  is 
no  current  in  the  conductor,  the  potential  at  a  point  equals  the  sum  of 
all  the  E.M.F.'s  from  the  point  where  the  potential  is  zero  to  the  point 
considered.  When  no  current  flows  in  the  conductor  and  no  km.f.'s 
are  present,  the  conductor  has  the  same  potential  everywhere,  and  will 
be  represented  in  the  plane  by  a  single  point.     On  the  other  hand,  if 


A. 


Fia.  218. — Symmetrical  Thrcc-pliase  System  with  Unbalanced  Load. 

the  conductor  carries  the  current  /,  the  potential  will  be  displaced 
by  the  distance  /r,  owing  to  the  ohmic  resistance  r,  in  the  direction 
opposing  the  current,  and  by  the  distance  /x,  owing  to  the  total 
reactance  x=^x,-x^,  in  the  direction  lagging  90'  behind  the  current. 
The  curve  of  potential  along  the  conductor  can  be  drawn  point  by 
point  in  this  way,  when  we  thus  start  at  a  point  with  given  potential. 

This  method  of  representation  is  well  adapted  for  showing  clearly 
the  pressure  relations  in  a  polyphase  system,  whilst  the  distance 
between  two  points  in  the  plane  of  the  co-ordinates  gives  directly 
the  effective  pressure  between  the  two  con-esponding  points  in  the 
system.  From  Fig.  212  we  see  at  once  that  the  line  pressure  of  a 
three-phase  system  equals  J^  times  the  phase  pressure;  similarly, 
from  Fig.  215,  it  is  obvious  that,  in  an  interconnected  two-phase 
system,  the  line  pressure  at  no-load  equals  \/2  times  the  pressure  of  a 
phase,  and  so  on. 

For  the  first  example  of  this  method  of  representation,  we  shall 
consider  a  three-phase  system  in  which  the  current  producer  is  star 
connected  and  the  current  consumer  mesh  connected.  Let  only  two 
phases  of  the  A  system  be  loaded,  the  third  being  left  open  (Fig.  213). 
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If  the  system  is  unloaded,  the  three  equidistant  points  Pjo,  Piio>  ^uio 


Fig.  214.— Symmetrical  Threo-phase  System  with  Unbalancod  Load. 

(Fig.  214)  represent  the  three  potentials  at  the  terminals  of  a  sym- 
metrical star  system,  provided  that  the  potential  of  the  neutral  point 


\ 


Fig.  215.— UDsymmetrical  TwO'phase  Three-wiro  System  with  Balanced  Load. 

falls  in  the  centre  of  the  circle  0,     Now  let  the  phases  I  and  II  be 
equally  loaded ;  the  currents  /j  and  In  =  Ii  are  then  represented  by  two 
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equal  vectors  making  the  same  angle  <t>  with  their  inducing  KM.F.'s 
AoAno  and  PiTo^iiio-  The  current  Im  flowing  in  the  third  phase  is 
the  geometrical  sum  of  -/i  and  -In.  On  account  of  the  currents 
flowing  in  the  phases,  the  no  load  potentials  at  the  terminals  Pio,  i^no 
and  Pjno  are  shifted  to  Pj,  Pn  and  Pm,  where  e.g.  Pi^Fi^I^r  is  in  the 
opposite  direction  to  /j  and  FiPi  =  IiX  lags  90"*  behind  the  current; 
thus  PiQpi  equals  IiZy  and  so  on.  From  this  we  see  that  a  symmetrical 
three-phase  system  with  unsymmetrical  load  has  no  longer  an  equi- 
lateral pressure  triangle,  as  Pio^no^mo  on  no-load,  but  in  this  case 
an  isosceles  (unbalanced)  triangle  PiPuPm. 

As  a  second  example,  consider  an  unsymmetrical  two-phase  three- 
wire  system  with  symmetrical  load  (Fig.  215).  Pio,  Pno  and  0  give 
the  terminal  potentials  at  no-load,  /j  and  In  are  the  phase  currents, 
whilst  /o  (the  current  in  the  middle  wire)  is  the  geometrical  sum  of 
-Ii  and  -In-  On  account  of  these  currents,  the  potentials  Pio,  Pno 
and  0  are  displaced  to  the  points  Pi,  P^  and  Oj.  Since  the  pressure 
triangle  PiPuOi  is  not  rectangular,  we  see  that  even  with  symmetrical 
loading,  the  interconnected  two-phase  system  is  not  exactly  balanced. 

78.   Graphic  Calculation  oi  Oturent  in  a  Star  System. 

Method  L  In  the  previous  section,  for  the  sake  of  simplicity,  we 
assumed  that  the  load  current  of  the  several  phases  was  known  both  in 
magnitude  and  direction.  Strictly  speaking,  this  is  seldom  the  case. 
In  practice,  however,  it  is  often  possible  to  estimate  the  currents  in 
the  several  phases  with  close  approximation,  and  from  these  determine . 
the  pressure  drops  in  the  different  phases  by  the  above  method. 

If,  however,  we  have  to  treat  an  unsymmetrically  loaded  system 
with  large  pressure  drops  in  generators,  mains  and  transformers,  it  is 
necessary,  under  certain  conditions,  to  calculate  these  more  exactly 
than  is  possible  by  using  the  above  method.  For  this  purpose  we  turn 
to  the  following  problem  : 

To  calculate  the  currents  and  pressures  in  a  star  system,  whose 
generators  and  load  admittances  are  all  star  connected.  The  e.m.f.'s  in 
the  several  phases  are  known,  also  the  resistances,  reactances  and  load 
admittances. 

We  assume  as  before  that  the  neutral  point  of  the  generator  possesses 
zero  potential.  Then  at  no-load  the  terminals  of  the  various  phases 
have  a  potential  corresponding  to  the  e.m.f.'s  induced  in  these  phases. 
These  E.M.F.'s  may  have  any  desired  shape  and  strength.  Assume,  for 
the  present,  that  the  potential  of  the  neutral  point  of  the  load  is 
known ;  the  potential  difference  consumed  in  each  phase  is  then  also 
known.  This  is,  namely,  equal  to  the  potentials  at  the  terminals  of  the 
phases  at  no-load,  less  the  potential  of  the  neutral  point  of  the  load. 
The  current  in  any  phase  then  equals  the  potential  difference  consumed 
in  that  phase  divided  by  its  total  impedance.  If  the  current  is 
thus  found  in  magnitude  and  direction,  the  potential  at  any  point  of 
the  system  can  be  easily  deduced  by  the  above  method.    Thus  the 
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pressure  drop  from  no-load  to  load  can  be  simply  detennined  for  each 
phase. 

Th^  knmvledge  of  the  potential  of  the  star  point  of  the  load  will  thm 
simplify  the  whole  problem,  for  each  phase  can  t/mi  be  treated  independently 
of  the  red. 

The  determihation  of  the  potential  of  this  neutral  point,  however, 
offers  some  difficulties,  which  can  be  best  overcome  as  follows.     As 


U 


• 

r     \ 

Fio.  216.— Polyphase  Star-connectod  Generator. 

example,  consider  the  star  system  shewn  in  Fig.  216;  the  e.m.f.'s 
induced  per  phase  can  be  represented  by  OPjo,  OPuq,  ^Aiioi  ^7^vo 
and  OPyo  (Fig.  217).  The  points  P,o,  ^^lo,  •  •  A-o  give  the  no-load 
potentials  at  the  terminals  of  the  generator.  The  total  admittances  of 
the  five  phases  can  be  represented  by  g^bi,  gnb^^  and  so  on.  In  these, 
the  resistances  and  reactances  of  the  windings  of  the  several  phases  are 
also  considered.  At  the  ends  of  the  pressure  vectors,  set  off  the  con- 
ductances g...  of  the  several  phases  parallel  to  the  ordinate  axis,  and 
from  the  ends  of  these  the  suscept^nces  b  in  the  horizontal  direction. 
In  this,  way  the  admittances  ;/  appear  as  lines  which  are  displaced  from 
the  ordinate  axis  by  the  phase-displacement  angle  <^  of  the  several 
phase  currents.  We  suppose  the  problem  to  be  solved,  and  0^  the 
neutral  point  of  the  load  circuit  to  be  found ;  the  effective  KM.F.'s  of 
the  several  phases  are  then  represented  by  the  vectors  OjPjo,  OiPhq, 
and  so  on,  whilst  the  phase  currents  are  displaced  from  their  respective 
E.M.F.'s  by  the  angle  (f>.  From  Kirchhoff's  First  Law,  the  sum  of  the 
currents  in  all  the  phases  at  any  instant  must  equal  zero,  if  all  in 
the  same  sense  with  respect  to  the  neutral  point  are  taken  as  positive. 
Consider  now,  for  example,  the  effective  e.m.f.  Aii  =  C^hto  in 
phase  III  with  the  current  7i„  lagging  4>,n  behind  it.  We  then  know 
that  /iii  =  Piii.yiii.  Choose  the  time-line  parallel  to  the  abscissa  axis; 
the  momentary  value  is  then 

*in  =  V2  An  cos  am  =  \/2yui Pm  cos  a^i . 
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From  Oi  draw  a  normal  on  to  ^ni;  this  then  makes  an  angle  am 
with  OjPino*  and  the  shortest  distance  of  the  point  Oj  from  yi„  is 
OiPiiioCOsan,.  Imagine  ym  to  be  a  force;  then,  neglecting  the  factor 
\/2,  the  moment  of  this  force  with  regard  to  the  pole  Oi  is  represented 
by  the  momentary  value  im  of  the  current  /m.  The  condition  that 
the  sum  of  the  currents  in  all  the  phases  equals  zero  at  any  instant  is, 
therefore,  the  sum  of  the  moments  of  all  the  forces  y  with  respect  to 
the  point  Oi  must  equal  zero,  or  Oi  must  lie  on  the  resultant  of  all  the 


Fia.  217.— Deterroination  of  Potentinl  of  Load  Star  Point. 

forces  y.  If  the  time-line  rotates  with  the  angular  velocity  w,  the  forces 
y  must  also  rotate  with  the  same  velocity,  so  that  the  lines  g  always 
remain  normal  to  the  time-line  and  the  momentary  values  of  the 
currents  proportional  to  the  moments  of  the  forces  y  with  respect  to  Oi . 
Imagine  now  that  the  whole  diagram  OxPioPno  Ano  Avo^vo  as  a  rigid 
system  at  the  terminals  of  which  the  corresponding  forces  y  act ;  we 
know  then,  that  if  the  forces  be  turned  through  equal  angles  about  the 
points  of  application,  the  resultant  of  these  forces  will  likewise  turn 
through  the  same  angle  about  a  fixed  point.  This  centre  of  the  system 
of  forces  must  coincide  with  Oi  in  order  that  the  condition  "  the  sum 
of  all  the  moments  is  zero"  is  satisfied.     From  this*the  construction 
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for  the  point  Oi  follows  at  once  by  finding^  the  resultant  of  the  forces  y 
in  two  directions  (e.g.  at  90'  apart).  The  point  of  intersection  of 
these  then  gives  the  poteniial  Oi  of  the  load  star  point. 

In  Fig.  217  the  momentary  viJue  of  the  current  /m  is  positive,  and 
the  moment  of  the  force  Vm  with  respect  to  the  middle  point  Oi  of  the 
pressure  must  therefore  be  also  positive.  The  moment  of  the  admit- 
tance, which  represents  a  current,  will  be  also  called  a  current  moment 
in  what  follows.  The  momentary  value  of  the  current  /i  in  Fig.  217 
is  negative,  and  equals 

tx  =  >/2/i  cos  a,  =  -  ^/2/I  cos  (180  -  ai) 

=  -^/2yJP|COs(180-aI). 

N/2yxi'iCos(180-ai)  equals  the  moment  of  the  force  yi  with  regard 
to  Oi,  This  moment,  which  acts  in  a  clockwise  direction  when  taken 
negative,  gives  the  momentary  value  of  the  current  /i  with  its  corre- 
sponding sign  (disregarding  the  factor  ^2).  From  this  it  follows  that 
all  current  moments  acting  in  a  counter-clockwise  direction  are  to  be 
taken  as  positive,  and  all  acting  in  a  clockwise  direction  as  negative. 
This  positive  sense  of  the  current  moments  is  due  to  the  direction  of 
rotation  assumed  for  the  time-line,  with  which  the  former  agrees. 

In  Fig.  217  the  currents  /j  and  Im  lag  behind  their  respective 
pressures  Pj  and  Pni  in  phase ;  nevertheless  the  susceptances  &i  and  hm 
must  be  set  off  along  the  positive  direction  of  the  abscissa  axis,  when 
the  conductances  are  set  off  along  the  positive  direction  of  the  ordinate 
axis,  for  the  whole  construction  to  be  correct.  The  current  I^  leads  its 
pressure  Ph,  so  that  bu  must  be  set  off  in  the  negative  direction  of  the 
abscissa  axis.  This  definite  direction  for  the  admittance  forces  y  arises 
from  the  chosen  direction  of  rotation  of  the  time-line. 

After  we  have  thus  determined  the  potential  of  the  neutral  point  of 
the  load  system  and  knowing  the  effective  E.M.F.'s  and  pressures  in 
each  phase,  we  can  find  the  current  in  each  phase.  The  currents  cause 
a  drop  of  potential  in  the  windings  of  the  generator  and  in  the  line, 
which  causes  a  displacement  of  the  potential  at  the  receiver  terminals. 
This  displacement  equals  It  in  the  direction  of  the  current  and  Ir 
normal  to  it,  as  already  explained.  If  the  E.M.F.'s  and  loads  in  the 
phases  are  not  all  the  same,  the  pressures  at  the  receiver  circuit  may 
differ  considerably. 

The  above  method  for  finding  the  neutral  point  was  first  suggested 
by  Kennelly,  Elec.  World  and  Engiiieer  1899,  p.  268. 

In  the  special  case  of  a  symmetrical  star  system  whose  phases  are 
symmetrically  loaded,  the  neutral  point  Oi  of  the  load  coincides  with 
the  neutral  point  0  of  the  generator,  which  can  at  once  be  seen  from 
symmetry.  The  same  current  flows  in  each  phase,  and  the  no-load 
potentials,  Pio,  Pno,  Pino>  and  so  on,  at  the  receiver  terminals  are 
displaced  by  the  same  amount ;  the  system  remains  symmetrical  and 
balanced. 

If  we  have  a  star  system  with  neutral  wire,  the  neutral  point  Oj  can 
also  be  determined  by  the  above  method.     For  this  purpose  it  is  only 
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necessary  to  introduce  a  force  ^o  ^^  ^^e  point  0  corresponding  to  the 
admittance  of  the  neutral  line,  in  order  to  consider  the  influence  of  the 
neutral  wire  on  the  potential  of  the  point  Oj.  When  y©  is  equal  to 
zero  we  have  the  system  in  which  no  neutral  wire  is  present, — while 
for  the  case  y^  equal  to  infinity,  0,  and  0  have  the  same  potential. 
The  points  are  then  short-circuited,  so  that  the  current  and  drop  of 
pressure  in  any  one  phase  has  no  effect  on  the  loads  in  the  other  phases. 
The  conversion  problem  treated  by  Kennelly  in  the  above-mentioned 
paper  is  of  interest,  for  it  also  shews  how,  by  suitably  choosing  the 
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Fio.  218a. 


Fio.  218c. 


Fio.  218(»-«.— Dia^fram  of  Symmetrical  Three-phase  System  supplying  Two-phase 

Current. 


Fia.  219a. 


Fio.  219e. 


Fio.  219a-r.— Diagram  of  an  Interlinked  Two-phase  System  supplying  a  Balanced 
Three-phase  Current. 

three  load  resistances  of  a  symmetrical  three-phase  system,  the  same 
can  be  made  to  deliver  a  two-phase  current.  The  conductances  of  the 
three  load  resistances  (Fig.  218a)  must  bear  the  ratio  1:1:  2*73. 
Fig.  218^  shews  the  pressures  of  the  various  phases,  of  which  0/^jo  and 
OPino  are  perpendicular  to  one  another.  Fig.  218c  is  the  diagram  of 
the  currents. 

Conversely,  a  symmetrical  three-phase  current  can  be  taken  from  an 
interlinked  two-phase  system,  by  making  the  load  resistances  of  the  two 
phases  equal  and  in  the  ratio  1  :  (1  +n/3)  to  the  resistance  of  the  neutral 
wire  (see  Fig.  219a).  Figs.  219ft  and  c  shew  respectively  the  pressure 
and  current  diagrams  for  this  arrangement.  ' 

A.C.  R 
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79.  Analytic  Calculation  of  Chirrent  in  a  Star  System.  The  graphic 
method  described  in  Section  78  for  the  determination  of  the  middle 
point  Oi  of  the  pressure  is  not  always  convenient,  especially  in  the  case 
of  a  star  system  with  a  neutral  wire  ;  for  the  latter  has  usually  a  much 
greater  conductance  than  one  of  the  loaded  phases. 

Further,  the  admittances  are  often  nearly  parallel,  so  that  graphic 
summation  is  inconvenient  and  inexact^  unless  the  resultants  of  the 
forces  y  are  found  by  means  of  the  force  and  vector  polygon,  as  is 
customary  in  graphic  statics. 

We  shall,  therefore,  first  shew  how  the  currents  and  the  middle' point 
Oj  of  the  pressure  5f  a  star  system,  with  and  without  neutral  point,  can 
be  analytically  determined. 

Method  L  The  no-load  pressures  Pio,  Aio,  etc.,  of  the  several 
phases,  which  equal  the  induced  b.m.f.'s,  will  be  denoted  in  general 
by  Pjro  for  a  phase  and  the  admittances  of  the  phases  by  y.    Then 

2(Pxo-A)y=/o=Ayo, 

where  P^  is  the  potential  of  the  middle  point  Oj  of  the  pressure,  I^  the 
current  in  and  y^  the  admittance  of  the  neutral  wire.     From  this 

2(Pxoy)=A2(y)+Poyo, 

where  ^{PjoV)  =  Uk  =  /i  +  Ju  +  /m,  etc. 

/ojr  is  the  current  which  would  flow  in  the  neutral  wire  if  the  two 
neutral  points  were  connected  by  a  wire  Avith  zero  resistance,  whilst 
/i,  /n,  etc.,  denote  the  currents  in  the  phases  under  this  assumption. 
If  these  currents  are  calculated,  we  have 

If  Fq  is  known,  we  calculate 

/iio  =  Ayii,  and  so  on. 
Finally,  /o  =  Pok, 

where  /10  +  /110  +  /1110+... +/o  =  /oj.. 

The  phase  currents  are  also  easy  to  find,  for 

/i=Aoyi-^oyi=/i-/io. 

Similarly,  In  =  I^  -  fu^,  etc. 

Let  us  take  any  given  star  system,  and  supposing  first  that  the  two 
neutrals  are  connected,  as  in  Fig.  220,  calculate  the  current  distribution 
— for  instance,  for  Pq  =  0.     We  have  then 

/J  +  /,',+  ...=/ox. 

Secondly,  we  will  suppose  the  current  /o^  distributed  over  all  the 
parallel  conductors  in  the  ^stems  in  proportion  to  their  admittances. 
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by  putting  the  phase  pressures  Pjo,  Aio>  etc.,  equal  to  -zero  and 
calculating  the  currents  /jo,  /no  •••  /q  ^  ^^  ^"^7  ^o  w®*"®  present  (see 
Fi^.  221). 

We  have  here,  therefore, 

/10  +  /110+  •••  +/o  =  /oir- 

The  phase  currents  are  then  obtained  by  superposing  the  two  current 
distributions  in  Figs.  220  and  221. 


-^iMW0^ 


,.xx: 


^V 


FiQ.  220. 


JLf 


Fio.  221. 


To  take  a  practical  example,  we  will  go  through  the  calculations  for 
a  star  system.     Let  us  take  a  three-phase  generator,  star  connected, 


0*02  ohm 


0*06  ohm 


r-0'08ohm 

-F  ft.ftQ  ».    r^^X-0-2ohm 
T -0-Q3  ohm  ^*fff4  0-02  ohm 

.  X-0'2  ohm  \  ^ 


0*02  ohm 
Fio.  222. 


:::  >iLoftd 


Load 


feeding  a  lighting  network  with  a  phase  pressure  of  100  volts.  The 
lamps  are  connected  in  star,  as  shewn  in  Fig.  222.  With  full  balanced 
load  in  the  network,  the  current  per  phase  is  100  amps.    The  armature 
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winding  of  the  generator  has  an  effective  resistance  of  0'03  ohm  and 
a  reactance  of  0*2  ohm  per  phase.  The  mains  between  generator 
and  receiver  have  a  resistance  of  0*02  ohm  per  phase,  vmilst  the 
neutral  line  possesses  a  resistance  of  0  08  ohm ;  the  self-induction  of 
the  mains  and  incandescent  lamps  is  negligibly  small. 


FiQ.  228. 

We  shall  determine  the  distribution  of  current  and  pressure  in  the 
system,  assuming  that  the  first  phase  is  fully  loaded,  the  second 
working  on  ^  full-load  and  the  third  on  half-load.  In  all  the  three 
phases  of  the  generator,  the  same  effective  E.M.F.  of  100  volts  is  induced; 
hence  the  no-load  potentials  of  the  four  terminals  of  the  generator  are 
represented  by  the  points  0,  Pjo,  Pn©  and  Pnio  (Fig.  223).  The  first 
phase  of  the  load  network  has  a  conductance  of  I  mho  or  a  resistance 
of  1  ohm,  the  second  phase  f  mho  or  1  '333  ohms,  and  the  third  phase 


Digitized  by 


Google 


CALCULATION  OF  CURRENT  IN  A  STAR  SYSTEM      261 

^  mho  or  2  ohms.     To  these  resistances  must  be  added  the  resistances 
of  the  three  lines  and  the  phases  of  the  generator,  so  that  we  have 

r,=  105,      Xi  =  0-2    or     </i  =  0*922,       fc,  =  0-1755; 

7„=l-38,      2x1  =  0-2    or    gn  =  0'7lO,     Z>„  =  0-103; 

7„,  =  2-05,    x„x  =  0-2    or  5r„j  =  0'484,     &„i  =  0-0473; 

and  Tq  =  0*08  ohm     or     ^q  =  1 2-5  mhos. 

The  impedance  between  the  neutral  points  is 

r.jx=:  .^0  +  ^i  +  9u -H gill -jih  +  ^i  +  ^11 4- bui) 
(f7o  +  ^i  +  5^11  +  9iii)^  +  {K  +  *i  +  ^11  +  ^ii)^ 
=  00684-10-00152  ohm. 

We  calculate  now 

/;  =  P,,y,  =  100(0-922+;  0-1 755) 
=  92-2 +y  17-55  amps., 

/n  =  Aio/ii  =  ( -  50  +y86-6)(0-710  +i0-013) 
=  -  44-4  +y56-4  amps., 

/I'li  =  Pmoyiu  =  (  -  50  -  >86-6)(0-484  +;0-0473) 
=  -  20-1 -;  44-3  amps. 
From  this  we  find 

/ojr  =  27-7+^29-7  amps., 

Po  =  (0-0684 -y0-00152)(27-7+y  29-7) 
'  =  1-94 +y  1-99  volts. 

This  difference  of  potential  produces  the  following  currents : 

/io  =  Ayi  =  l*44+y2-18  amps., 

/iio=^oyii=l'l7+il-61  amps., 

/mo  =  Poym  =  0-85  +y  1  06  amps., 

/,  =  />,yo  =  24-22  +y 24-85  amps. 

Finally,  we  get 

/i  =  /i-/io=  -  90-76 +>  15-37  amps,, 

/n  =  /ii-/iio=  - 45-57 +/54-79  amps., 

Jill  =  /in  -  /mo  =  -  20-95  -;  45-36  amps. 

The  absolute  values  of  the  phase  currents  are 

/i  =  92  amps.,      In  =  71-5  amps.,      /m  =  49*8  amps. 

The  current  /i  causes  an  ohmic  drop  in  the  armature  winding  and 
line  /jr  =  /i0-05  opposing  the  current,  and  an  inductive  drop  /j^;  =  /i0-2, 
perpendicular  to  the  current^  as  shewn  in  Fig.  223.     Due  to  these  two 
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pressure  drops,  the  potential  across  the  lamps  in  phase  I  is  displaced 
from  Pi 0  to  Pi,  and  the  lamp  pressure  is  now  O^Fi  instead  of  the  no-load 
pressure  OPiq.     From  Fig.  223  the  lamp  pressure  of  the  three  pha«ses 

*^®  0;Pj  =  /iX  1=92  volts, 

^^ii  =  -^iix  1-33  =  95  volts, 

5^111  =  /ill  X  2  =  99-6  volts, 

thus  shewing  the  effect  of  the  out-of-balance  load. 

If  all  phases  had  been  equally  loaded  with  100  amperes,  the  lamp 
pressure  would  have  fallen  to  93  volts  in  each  phase. 

80.  Graphic  Oalcnlation  of  Current  in  a  Polyphase  System. 

Method  II,  As  well  as  the  analytic  metffod  in  the  previous  section, 
the  following  simple  graphic  method  can  also  be  used.  We  will 
describe  it  in  connection  with  a  symmetrical  three-phase  star  system 
with  phases  loaded  unsymmetrically  and  without  neutral  wire. 


Fi(i.  224. 


Fia.  225. 


In  Fig.  224,  the  no-load  pressures  Pj^o  of  all  the  phases  are  dra>vn 
in  the  same  direction,  viz.  along  the  ordinate  axis,  /i.  In  and  Ilu  are 
the  currents  which  these  pressures  would  produce  if  the  neutrals  of  the 
generator  and  the  load  were  directly  connected.  Since  all  the  no-load 
pressures  are  equal  in  magnitude  in  a  symmetrical  system,  the  currents 
/i.  III  and  /in  in  such  a  system  will  be  proportional  to  the  admittances 
tfi,  yii  and  j^ni  oi  the  three  phases.  To  the  same  scale,  the  vector 
OA  =  /i  +  /ii  +  /in  represents  the  total  admittance  y  =  yi  f  yu  +  Viu  be- 
tween the  neutral  points. 

In  Fig.  225,  the  currents  /i,  lu  and  /in  are  drawn  at  their  correct 
phase  angles  ^,,  rpu  and  ^m  to  the  no-load  pressures  P,o,  Pno  and  Pnio- 

Finally,  we  draw  Fig.  226,  in  which  the  currents  /i,  /u  and  fm 
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Fio.  22e. 


are  geometrically  added,  giving  the  current  /ojr  =  /i  +  /ii  +  /iii,  which 
must  flow  between  the  neutral  points,  from  the  load  to  the  generator. 
The  current  /ojr  is  now  distributed  among  the  several 
phases  in  proportion  to  their  admittances  by  drawing 
on  /ojr  a  polygon  similar  to  that  formed  by  the 
currents  /j,  Ju  and  I'm  on  OA  in  Fig.  224.  /,o, 
/no  and  /„io  are  the  components  of  log  in  the 
different  phases.  By  drawing  parallel  lines,  we  add 
/i'  and  -/oi  together  in  Fig.  225,  and  thus  ob- 
tain the  resultant  current  /i  in  phase  I.  Similarly 
for  the  other  phases. 

We  have  determined  the  phase  currents  without 
finding  the  potential  of  the  neutral  point  0^  of  the 
load.     This  can  now  be  fouf  d  at  once,  for  the  potential  differences  must 
be  proportional  to  the  currents  they  produce.     Thus,  for  phase  I, 

^1-^10  =  77  ^10* 

Similarly  for  the  other  phases, 

^i-*  no—  Tf  -^^iio) 

^1^1110  =  7'"'' mo* 
-'ill 

If  we  strike  off  arcs  about  the  points  P,o,  Pno  and  /^i„o  with  these 
radii  in  Fig.  225,  they  will  all  cut  in  the  point  Oj.     This  is  the  middle 

point  of  pressure  in  the 
load.  For  each  phase  we 
get  a  pressure  triangle 
simijar  to  the  current 
triangle  for  the  same 
phase. 

The  direct  determina- 
tion of  the  point  Oj  is 
most  easily  done  by  the 
construction  in  Fig.  227. 
Here  again 

Ao(?^i  +  ?^ii+...) 

is  represented  by  the 
vector  OA.     Further, 

=/;+/n+...=/o^. 
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On  the  other  hand, 

■Tio  -To      #10 

i.e.  if  we  rotate  the  co-ordinate  system  of  the  pressures  so  that  the 
direction  of  Pjo  coincides  with  that  of  /,  then  P©  li^s  i"  *^®  direction 
of  Iqxj  and  it  is  only  necessary  to  construct  the  fourth  proportional  in 
Fig.  227  to  find  the  point  0^. 

81.  OonYorsion  of  a  Mesh  Oonnection  into  a  Star  Ooxmection.    Of 

the  different  ring-connected  systems,  mesh  connection  is  almost  the 
only  one  which  has  found  favour  in  practice ;  consequently  we  njust 
study  this  connection  more  especially. 

In  the  previous  section  was  shewn  how  the  neutral  point  of  a  star 
connection  can  be  easily  determined,  and  the  calculation  of  the 
currents  in  a  star  system  thus  reduced  to  the  treatment  of  simple 
conductors.  In  order  to  obtain  the  same  simplicity  for  a  mesh 
connection,  the  following  method  due  to  Kennelly  {Elediical  Wmld, 
vol.  34,  p.  413)  for  converting  a  mesh  connection  into  an  equivalent 
star  connection — with  respect  to  the  outside  circuit — may  be  used. 


Fia.  228a.  Fig.  2286. 

Fio.  228.— Mesh  Byittem  and  its  Bquivalent  Star  SyBtem. 

Fig.  228a  represents  a  mesh  system  with  the  impedances 


i>  --ii*  -III 


in  the  several  branches.  Let  the  equivalent  star  connection  (Fig.  228/>) 
have  the  impedances  z„y  z^  and  z^.  Now,  in  order  that  the  mesh  can  be 
replaced  by  the  star  without  altering  the  conditions  in  the  external 
circuit,  the  impedances  between  the  three  terminals  A^  B  and  C  of  the 
star  must  equal  the  impedances  between  the  angles  A^  B  and  C  of 
the  mesh.  We  have  thus  the  following  symbolic  expressions  for  the 
impedances : 

^    .  ^      ?iii(?i  +  ?ii) 
?i  +  ?n  +  ?iii 

?i  +  ?ii  +  ?ni 

^    .  ^        rii(?in  +  ?i) 
?o  +  ?a  =  - 


?i  +  ?ii  +  ?i 
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Multiplying  each  of  these  equations  in  turn  by  - 1  and  adding, 
we  obtain 


?1I?III       "j 

?i  +  ?ii  +  ?in 

?in?i 

?i  +  ?ii  +  ?in 

?i?ii 

?i  +  ?ii  +  ?in  J 

.(146) 


Substituting  the  complex  quantities  for  Sj,  z^  and  »„,  in  these 
symbolic  formulae  and  splitting  up  the  expressions  ?;„,  z^  and  ?,  into 
their  real  and  imaginary  components,  we  get  the  resistances  and 
reactances  of  the  equivalent  star  connection  expressed  in  terms  of 
those  in  the  mesh  connection. 


ra  -J^. 


('n-y«ii)(ri,i-;j-iii) 


"     r,  +  r„  +  rill  -j  (^i  +  a^n  +  ^m) 
r  -jx 

r{hirui  -  XuXin)  +  «(r„at„i  +  r,„a;„) 


_  .■•  r{ruXiii  +  rnia^i)  -  xjrurui  -  a^iia;„i) 

In  a  similar  manner,  we  get  also 

,.      ,v     r(rti,ri-Xnix{)-\-x(rniXt  +  rjXiii) 

;r{riuXi-\-rjXin)  -  J-Ouih  -  a;„,a;,) 


^'c-JJ-c- 


/•(/•,r„  - ;r,a-„) +a;(r,a;„  4-r„a;,) 


Conversely,  if  a  star  connection  ig  given,  we  can  substitute  for  this  a 
mesh  connection. 

In  this  case  we  assume  that  the  admittances  of  the  star  are  known, 
whilst  the  admittances  of  the  mesh  are  to  be  determined. 

If  the  two  systems  in  Figs.  228a  and  b  are  equivalent,  they  will  still 
be  equivalent  if  we  connect  like  circuits  between  two  like  terminals  in 
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both.  They  will  therefore  be  equivalent  when  we  connect  a  circuit  of 
impedance  z  =  0  between  A  and  B  in  both,  i.e.  if  we  short-circuit  A 
and  B,     In  this  case  we  have 


If  we  connect  B,  C  and  C,  A  in  turn  in  the  same  way,  we  also  get 

'ya-^yt-^yJ 

jAyc-^ya) 
^ya+yi+yc 

From  these  three  equations,  we  then  get 


yii  +  yiii' 
yiii  +  yi  = 


yi  = 


y«+y6+ye' 


.(147) 


y  ^_M-_ 
^"   y«+y»+yc' 

*^"'   ya+y»+yc' 

From  the  last  three  expressions,  which  can  also  be  expressed  as 
complex  quantities,  the  equivalent  mesh  connection  of  any  star  connec- 
tion can  be  calculated. 


Fio.  229.— Graphical  TraoBformation. 


This  problem  of  conversion  can  also  be  solved  graphically.  In 
Fig.  229,  OZiy  UZii  and  OZm  represent  the  impedances  z^^  z^  and  ?,„ 
of  a  mesh  connection  in  magnitude  and  direction. 

To  determine  now  the  impedances  ?;„,  Zi,  and  z^  of  the  equivalent 
star  connection,  we  first  draw  the  vector  OZ  to  represent  the  resultant 
impedance  ?  =  ?i  +  ?ii  +  ?iii,  and  then  construct  the  triangle   OZ^Zn 


Digitized  by 


Google 


MESH  CONNECTION  INTO  STAR  CONNECTION 


267 


similar  to  OZmZ,    Then  0Z„  is  the  required  impedance  z^  in  magni- 
tude and  direction,  for  the  following  geometric  relation  is  fulfilled  : 

?a ?III 

?ii    ?i + ?ii + ?iii 

thus  satisfying  Eq.  146.     The  construction  for  z^  and  z^  is  exactly 
similar. 

The  graphic  determination  of  the  admittances  of  the  equivalent 
mesh  from  the  admittances  of  the  star  is  quite  similar  to  the  con- 
struction of  Fig.  229,  as  shewn  by  Eq.  147. 

Example,  Let  5^1=1,  ^ii  =  f  and  gm-^  mho,  or  ri=l,  ?•„=  1*333 
and  rin  =  2  ohms. 

Find  r^  =  Za,  U  =  z^  and  i\  =  z^. 

133.2        2-66    ^.,,    , 


r„  =  - 


r,Tr, 


II 'HI 


or 


or 


and 


n +  ^11  +  ^11 
^„=r63  mhos; 

nii^i 


r»  =  - 


2 


^i+»n  +  nii 
^4  =  2-16  mhos; 


-=T^  =  0-462  ohm, 


4-33 


1-33 
U-33 


=  0-308  ohm. 


»-i  +  ni  +  nii 
or  gr^  =  3-28  mhos. 

Thus  a  mesh  connection  whose  phase  loads  r/i,  ^,i  and  gm  are  in  the 
ratio  of  *4 : 3 : 2  is  equivalent  to  a  star  connection  whose  phase  loads 
/^j,  g^  and  g^  bear  the  ratio  of  4:3:2,  whence  it  follows  that  the 
influence  of  unsymmetrical  loading  is  no  greater  in  a  star  system 
than  in  a  mesh  system. 

82.  OonYersion  of  Star  and  Mesh  Connections  when  E.M.F.'8  are 
Induced  in  the  Phases.  Until  now  it  has  been  assumed  that  no  £.m.f.'s 
are  induced  in  the  phases  which  have  to  be 
transformed  from  mesh  to  star  and  vice 
versa.  If  such  KM.F.'s  are  present,  we 
have  to  proceed  precisely  the  same  i\& 
before;  considering,  e.g.,  Fig.  230,  where 
the  paths  of  the  mesh  connection  possess 
both  KM.F.'s  and  the  impedances  Zi,  z^i  and 
Ziii,  we  can  first  imagine  a  condition 
where  no  current  at  all  flows,  on  account 
of  the  E.M.F.*s  in  the  star  system  main- 
taining equilibrium  in  the  former— as 
can  actually  occur  with  generators  working 
in  parallel. 

If  the  S.M.F.  in  one  or  more  of  the  phases 
of   the   star  connection   is  now  altered,  currents  at  once   begin  to 
flow,  and  these  currents  will  depend  only  on  the  impedance  of  the 


Fio.  280.— Transformation  of  a 
Mosh  System  where  K.ii.r.'s  are 
induced  in  the  Phases. 
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whole  system  and  on  the  amount  by  which  the  £.M.F.'6  in  the  star 
system  are  varied,  since  it  is  quite  immaterial  which  clm.f.'s  maintain 
the  equilibrium.  Hence  it  follows  that  the  impedances  of  the  star 
system   which   is  equivalent  to  the  mesh  system  remain  the  same 


/. 


Fio.  231. 


whether  km.f.'s  are  present  in  the  branches  or  not.  As  regards 
the  conversion  of  star  connections  it  is  therefore  immaterial  whether 
E.M.F.*s  are  present  or  not. 

As  an  example  illustrating  the  complete  procedure,  we  can  take 
a  system  in  which  both  the  generator  and  the  load  are  mesh  con- 


Fio.  232. 

nected,  as  shewn  in  Fig.  231.  We  first  calculate  the  impedances 
of  the  equivalent  star  connections,  and  then  find  the  sum  of  the 
admittances  in  each  phase  and  draw  the  pressure  triangle  for  the 
generator  on  no-load  (Fig.  232).  At  each  corner  of  this  triangle, 
we  then  set  off  the  admittance  of  the  corresponding  phase  as  a  force. 
The  centre  of  these  forces  is  then  the  neutral  point  0^  of  the  load,  and 
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the  distances  of  this  point  from  the  angles  of  the  pressure  triangle  give 
the  E.M.F/S  of  the  phases.  These,  multiplied  by  the  respective  phase 
admittances,  give  the  line  currents  (equal  to  the  phase  currents),  which 

make  angles  tan"^-  with  O^Pq.     These  currents  cause  a  displacement 

of  the  potentials  from  the  angles  of  the  pressure  triangle  which  is 
drawn  for  the  terminal  pressures  at  the  generator  on  no-load.     The 


Fio.  2S8. 

displacement  of  each  angle  is  equal  to  the  corresponding  phase  imped- 
ance of  the  equivalent  star  connection  for  the  generator  multiplied  by 
the  line  current.  The  displacement  Ir  opposes  the  current  in  direction, 
whilst  Ix  lags  behind  the  same  by  90'.  By  this  means,  we  get  the 
three  rifew  angular  points  P,,  P„,  Pm,  giving  the  pressure  triangle  of 
the  generator  on  load  (see  Fig.  232). 

In  Fig.  233  the  three  lines  /«,  /^  and  I^  represent  the  three  line 
currents.  It  is  often  useful,  however,  to  know  the  currents  in  the  net- 
work, i.e.  in  the  branches  of  the  mesh.  These  can 
be  found  for  the  generator  by  taking  the  geometrical 
difference  PiqPio  oi  PiFui  and  PioPmo*  and  divid- 
ing this  difference  by  the  impedance  Zu  of  the 
branch  connecting  them  (Fig.  234).  If  the  currents 
of  the  load  triangle  are  required,  we  must  first 
construct  the  pressure  triangle  for  the  pressures 
at  the  terminals  of  the  receiver.  The  sides  of 
this  triangle  are  the  phase  pressures,  and  each 
such  side  divided  by  the  impedance  of  the 
respective  branch  gives  the  current  in  that  part  of  the  load  triangle. 

We  have  thus  completely  solved  the  given  problem  without  knowing 
the  potential  of  the  neutral  point  of  the  equivalent  star  system  for  the 
generator — this  point  is  unnecessary  for  the  construction. 


Fio.  234. 
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Example  I.  The  load  admittances  of  the  mesh  system  are  all  alike 
ill  every  respect. 

Then,  since  ;r„=       •'"■" 

-I  +  m  +  nil 

and  zi==zji  =  ziu=z, 

we  have  z„  =  z^  =  z^-=^z, 

i.e.  a  mesh  connection  with  equal  impedances  in  all  the  branches  can 
be  replaced  by  a  star  connection  whose  phase  impedance  equals  mie-ikityi 
of  the  phase  impedance  of  the  mesh  connection.  That  this  is  so  is  clear, 
for  with  star  connection,  the  pressure  per  phase  is  \/3  times  smaller 
and  the  current  >/3  times  greater  than  in  the  equivalent  mesh  con- 
nection ;  consequently  the  star  impedance  must  be  ^  ■  =  «  that  of  the 
mesh  impedance.  W^) 

Example  II.  In  three-phase  systems  several  star  connections  are 
often  joined  in  parallel.  Since  the  admittances  of  the  several  branches 
of  the  stars  cannot  be  directly  added  when  the  load  is  unsym- 
metrical,  each  star  must  first  be  replaced  by  its  equivalent  mesh.  The 
admittances  of  the  various  meshes  are  simply  added  for  each  branch, 
which  is  allowable,  since  these  admittances  are  all  iii  parallel  between 
the  same  two  terminals.  Consequently  we  get  one  resultant  admittance 
for  every  path,  and  the  resultant  admittances  of  the  three  paths  form 
a  single  triangle,  which  is  equivalent  to  all  the  equivalent  parallel 
connected  stars.  This  triangle  can  further  be  replaced  by  an  equivalent 
star,  whereby  it  is  seen  that  several  different  star  connections  have 
been  reduced  to  a  jingle  equivalent  star.  In  a  similar  manner  it  is 
possible  to  treat  any  desired  load  on  a  three-phase  system. 

83.  Symbolic  Oalcnlation  of  Ourrent  in  Polyphase  Systems.    In  a 

symmetrical  polyphase  system  with  n  phases,  the  E.M.F.  Pj^  induced  in 
the  x^  phase  is 

p^  =  'J2P  sin  |ai#  -  (ic  -  1)  — I 

=  <J2F  I  sin  b)tco8{x-l)- —  cos  o)t  sin  ('*■  -  1 )  —  /> 
or,  symbolically, 

P,  =  i'{cos(^-l)^+yBin(a:-l)^} 

Since  j!?i  =  \/2P  sin  0)/,  i.e.  symbolically  P^^P^  and  since  also 
€  «=cos-    +ysin  —  =  >71=e, 
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we  can  write  for  the  E.m.f/s  induced  in  the  several  phases, 

Consider  first  the  interconnected  four-phase  system  (Fig.  235),  whose 
generator  is  star  connected,  whilst  the  load  admittances  form  a  quadri- 
lateral. In  this  case  it  is  best  to  start  with  Kirchhoff 's  Laws,  which 
state  that  the  sum  of  all  the  currents  at  any  junction  is  zero,  and  that 


■^^^^ 


Fia  285. 

the  sum  of  all  the  e.m.f.'s  in  a  closed  circuit  must  be  zero.  Up  to 
the  present  there  is  no  graphical  solution  for  such  a  system; 
consequently  the  symbolic  method  is  used  for  treating  this  particular 
case — which  seldom  finds  practical  application.  Applying  lurchhofF's 
First  Law  for  the  five  junctions  in  the  system,  we  have : 

/i  +  /.-/„  =0, 

/ll  +  /a-/»  =0, 

/lII+/»-/c  =0, 


/iy  +  /c-/. 


=  0, 


and 


Since  the  last  equation  can  also  be  obtained  by  addition  of  the  other 
four,  we  need  not  consider  it  further.' 

Similarly,  applying  KirchhofF's  Second  Law  for  the  five  closed 
circuits  in  the  system,  we  have : 

Pl-Pll-hZl-Ia^a  +  hlZll  =0, 

Pn  "  Pui  ~  ■*  ii^ii  ■"  ■*  i^*  "**  ■*  ni^iii    ~  ^> 

An  ~  Piy  "  -* iii^ni ""  -'cfc  +  -'iv^iv  =  ^> 

Piv  -Pi-  /ivfiv  -  Id^i  +  /i/i        =  0, 

and  lafa-^h^b  +  L^c-^Id^d  =0. 

The  last  equation  can  likewise  be  obtained  by  adding  the  other 
four,  and  can  therefore  be  omitted. 
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If,  in  the  pressure  equations,  we  now  replace  the  phase  currents 
/i,  /n,  /in  and  /jy  by  the  line  currents  /,,  ij,  I„  and  /,,  we  get  the 
following  four  linear  equations  with  the  four  unknown  currents  /„,  /a, 
/,  and  /rf. 

f  I  ~  Al  -  /a(?I  +  ?a  +  ?n)  +  ^fll  +  ^fl  =  0, 

Ai  -  An  -  fh{^i  +  ?»  +  ?iii)  +  ^cf III  +  ^5ii    =  0, 
An  -  Av  -  /o(?in  +  ?o  +  ?iv)  +  /dfiv  +  hZui  =  0, 
Pvr-Pi-  M^y  +  ?4  +  ?i)  +  ^fi  +  ^cf  IV        =  0. 
From  these  we  find  the  currents, 

/-A      r-^      j-^s    .„.     j_Oi 

where 

*(ri  +  ?«  +  ?ii),  ?n,  0,  ?i 

?ii  >  -  (?n  +  ?6  +  ?ni)>  ?iH  >  0 

0,  ?iii,  -  (?ni  +  ?c  +  ?iv)i  ?iv 

?!,  0,  ?iv,  -(?iv  +  ?d  +  ?i) 

0,  ?1II ,  -  (?iii  +  ?c  +  ?iv)»  ?1V 

?!,  0,  ?^v,  -(?IV  +  ?d  +  ?l) 

-(?I+?„+?ii),  ?ii,  0,  ?i 

?ii»  -  (?ii  +  ?» +  ?ni)>  ?in»  0  , 

is  the  determinant  of  the  above  four  equations,  whilst  D^y  D^,  D^  and 
D^  can  be  found  from  D  when  the  coefficients  of  the  unknowns  /,,  7^, 
/e  and  fi  are  respectively  interchanged  with  regard  to  the  constant 
terms, 

A"*Ai>      Ai~An>      An  ~  Av     ^-nd     Fyif-Pi. 

When  the  four  currents  /«,  /ft,  /c  and  /^  have  thus  been  determined, 
the  four  terminal  pressures, 

^a^ai      J^bjby       ■*c5c»        ^d^dy 

and  the  four  phase  currents, 

/i>     /ii>     /ni>     /iv> 
can  be  easily  found. 

The  problem  is  accordingly  solved,  and  for  the  solution  we  have 
only  used  the  simplest  means.  This  method  of  symbolic  treatment, 
however,  yields  a  result  which  has  very  little  meaning  until  we 
work  out  the  determinants,  and  then  from  the  symbolic  expressions 
come  back  to  the  complex.  The  final  result  is  thus  always  long  and 
complicated. 

In  practice  we  usually  meet  with  the  independent  two-  or  four- 
phase  system  and  the  two-phase  three-wire  system.  The  former 
can  be  calculated  both  graphically  and  analytically  in  the  same  way 
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as  a  single-phase  system.  The  two-phase  three-wire  system  can  be 
best  analytically  and  graphically  treated  by  calculating  the  neutral 
point  of  the  pressure.  We  shall,  however,  treat  this  case  here  sym- 
bolically, and  by  means  of  an  example  explain  the  operations  with 
complex  quantities  somewhat  more  fully.  In  Fig.  215  a  two-phase 
three-wire  system,  with  equal  currents  in  the  two  phases,  was  graphi- 
cally investigated,  and  it  was  found  that  the  drop  of  pressure  in  the 
two  phases  was  unequal.  If  we  consider  the  same  system  on  the 
assumption  that  both  the  phases  have  equal  load  admittances,  we 
find  that  in  this  case  also  the  pressure  drops  are  different.  Thus  the 
two-phase  three-wire  system  is  always  unsymmetrical  with  respect  to 
pressures  and  currents,  even  with  symmetrical  loading. 
In  order  to  shew  this,  let 

PjQ  =  P  =  E.M.F.  induced  in  phase  I  of  generator, 
Aio=y^=E.M.F.  induced  in  phase  II  of  generator, 

I  =  current  in  phases  I  and  II, 

/q  =  current  in  neutral  line, 

z  =  impedance  in  phase  lines, 
'  Sq  =  impedance  in  neutral  line, 

y  =  load  admittance  of  the  two  phases. 

Fi  and  Fu  =  terminal  pressures  between  the  phase  terminals  and  the 
middle  wire. 

We  have,  then,  /,  +  /n  =  -  Iq, 

where  all  currents  leaving  the  neutral  point  are  taken  as  positive. 

/i  =  yP,     and     In  =  yPu, 

Pi  =  PiQ-IiZ  +  hZo  =  F-Ii{z-^z^)-IuZQ 

and  Pu  =  Aio  -  hi^  +  ^^o  =jP  -  fu (?  +  ?«)-  ^/o, 

or  P,  { 1  +  y (2  +  ?^)}  -h  yz^Pu  =  P, 

Ayfo  +  { 1  +  y  (?  +  ?o)}  Pu  =JPy 

whence  A  =  |i  ;.j^(^^^)j,_(y,^),^,  (US) 

^    yfo-y{l+y(?-f^)} 

■"~ri+y(?+?^)P-(y5or ^   ^ 

Take,  for  example,  z  =  ?o\/2,  then 

1 +(1-707 -0-707y)y^ 


Pi- 


i  +  3'iUyz-{-2'iUy^z^ 


I +{\'101 +  0-707 j)yz 
^"^  •  "  ~  i  +W'iUyz+2-iUy^f^ 

For  further  similar  calculations,  see  Steinmetz  and  Berg, 

A.C.  8 
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The  dissymmetry  of  currents  and  pressures  is  due  to  the  fact  that 
the  reaction  of  first  leading  phase  in  such  a  system  on  the  second 
lagging  phase  differs  from  that  of  the  second  upon  the  first  Hence, 
such  a  system  is  not  to  be  recommended  for  current  distribution— 
rather  it  is  preferable  to  use  the  independent  two-phase  system,  whose 
pressure  regulation  is  just  as  simple  as  that  of  an  ordinary  single-phase 
system.  For  power  transmission,  however,  the  interconnected  two- 
phase  system  is  often  used,  since  it  necessitates  only  three  wires,  one 
of  \^hich  can  be  earthed.  In  this  case  it  is  customary  to  use  two 
concentric  cables  with  uninsulated  outers. 

84.  Graphic  Bepresentatioii  of  the  Momentaiy  Power  in  a  Polyphase 
System.     In  Fig.  45,  p.  36,  the  momentary  value  of  the  power, 

pi  =  PI  jcos  (</>!  -  <^2)  +  sin  ^2wi  +  ^</>i  +  <^2  -  0 j|, 

of  an  alternating  current  is  graphically  illustrated.  This  method  of 
representation,  however,  is  not  suitable  for  polyphase  currents.    We 

therefore  set  off  the  momentary  power  as  a  vector,  at  an  angle  (ud-^j 
to  the  abscissa  axis.*  ^ 

Putting  FI  cos  (</>!  -  </>2)  =  PlG08<l>-=fF 

and  |-(<^i  +  *2)  =  V^> 

then  *  «,=  ;rfi+«i«(?^V^)\ 

will  be  represented  by  a  closed  symmetrical  curve,  the  so-called  power 
curve,  whose  centre  is  a  point  of  the  fourth  degree.  Since  the  power 
of  each  phase  in  a  polyphase  system  varies  with  double  the  frequency 
of  the  current,  the  total  power  in  a  polyphase  system  can  also  be 
expressed  by  an  expression  of  the  following  form : 

w=/r{l+esin(2W-V^)}. 

c/r  is  here  the  amplitude  of  the  double-frequency  power.  Returning 
now  to  the  rectangular  co-ordinates  x  and  y  by  putting 

w  =  sjx^'\-y^    and    tan(w/-^j  =  -, 

we  get  the  following  equation  for  the  power  curve  : 

which  is  a  curve  of  the  sixth  degree. 

*See  Steinmetz  and  Berg,  A/temating-Cnn-eTU  PJienomena. 
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then 


In  this  equation,  put 

^inax  =  {l+e)fF=  maximum  power, 
^miu  =  {l  -e)^F=  minimum  power, 

2  «7_ 


JF='- 


Inserting  this  in  the  above  equation  of  the  power  curve,  we  get 

as  the  final  fonn  of  the  equation  for  this  curve,  whose  main  power  axes 
are  w^,  and  t^„,„.  The  ratio  w„^  :w„,n  is  often  referred  to  as  the 
balance  factor  of  the  system.  In  Figs.  236  to  339  the  power  curves 
of  the  most  important  alternating-current  systems  are  given. 


Pio.  230.— Single-phase  System  on 
Inductive  Load,  ^=0O^ 


Pio.  287.— Single-phase  System  on  Non-inductive 
Load,  ^=0. 


Fin.  238.— Inverted  Three-phase  System  on 
Non-inductive  Load. 


Fio.  239.- Inverted  Three-phase  System 
on  Inductive  Load,  ^=(K)*. 


The  single-phase  system  with  non-inductive  load  (i.e.  cos<^=l)  has 
the  following  power  equation  : 

w=-  JF{1  +sm{2u}t -  tp)}, 
or,  since  w,n^=2/F,  Wmin  =  0  and   e  =  l,  we  get,   in   the   rectangular 
co-ordinate  system,  •      ^^2  4.  ^2)8  ^  ;^2  (^j  +  y)4  =  0. 

The  power  curve  is  shewn  in  Fig.  237. 
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As  is  obvious  from  the  above  figures,  the  power  in  an  alternating- 
current  system  is  completely  characterised  by  the  two  main  power 
axes  w^^  and  w,„i„.  All  symmetrical  polyphase  systems  with  n  =  3 
give  circles  for  the  power  curves  when  symmetrically  loaded.  These 
systems  therefore  transmit  the  power  quite  uniformly,  and  for  this 
reason  have  almost  completely  ousted  all  other  unbalanced  alternating- 
current  systems  for  power  purposes. 
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CHAPTER  XV. 

NO-LOAD,  SHOBT-OIBGUIT  AND  LOAD  DIAGBAM  OF  A 
POLYPHASE  OUBBENT. 

85.  No-load  Diagram.     86.  Short-circuit  Diagram.     87.  Load  Diagram. 

85.  No-load  Diagram.     (Percent^e  Current  Variation.)    When  a 
symmetrical  polyphase  system  is  uniformly  loaded,  each  phase  behaves 


Fio.  240.— No-load  Diagram. 


in  the  same  way  as  in  a  single-phase  system.  Hence  the  no-load 
diagram  derived  for  the  single-phase  circuit  can  be  directly  applied  for 
the  symmetrically  loaded  polyphase  system. 
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In  practice,  polyphase  systems  are  almost  exclusively  met  with,  the 
chief  amongst  these  being  the  three-phase.  We  shall  therefore  now 
derive  the  no-load  diagram  for  a  symmetrical  three-phase  star  system 
with  unsymmetrical  load  and  with  the  no-load  currents  in  the  three 
phases  equal. 

The  no-load  diagram  enables  us  to  determine  the  percentage  change 
of  current  from  the  receiver  terminals  to  the  supply  terminals.     This 


Fio.  241. 


percentage  current  variation  is  nearly  equal  to  the  current  variation  at 
the  receiver  terminals  from  short-circuit  to  load  when  the  current  in 
the  supply  circuit  is  maintained  constant. 

If  the  system  is  unsymmetrically  loaded,  we  must  first  find  the  line 
currents  /12,  I112  and  /„i2  by  geometrically  adding  the  three -load 
currents  7^2,  Ib2  and  la-  The  pressure  triangle  (Fig.  240)  is  then 
drawn  for  the  pressures  at  the  receiver  terminals,  as  an  equilateral 

triangle — this  is  not  quite  correct — and  the  no-load  currents  y^  100, 

■*IIO 

and  so  on,  are  set  off  as  percentages  of  the  line  currents  at  an  angle  <t>Q 
to  the  phase  pressures  Pi2>  and  so  on.  With  the  no-load  currents  as 
diameters,  we  describe  circles  and  obtain  the  variations  of  the  three 
line  currents  as  we  pass  from  the  receiver  terminals  to  the  supply 
terminals,  thus, 


*Il%=±/AlIO  + 


s 
200' 

2 

vno 
200 
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and 


V       O/  —  4-  .,  _L  *'*"0 

*III  /o  ■"  3:  /Ailio  "T  2QQ* 


Fio.  242.— Three-phiue  Transformer. 


In  Fig.  241,  in  the  same  way,  the  no-load  diagram  is  represented  for 
a  three-phase  network,  to  which  several  unsymmetrical  transformers 
are  connected  of  the  kind  shewn  in 
Fig.  242.  The  load  is  symmetrical 
and  inductive,  with  a  power  factor  of 
0-9.  Since  the  no-load  currents  in  the 
several  phases  of  the  unsymmetrical 
transformers  vary  considerably,  we 
get  large  differences  in  the  diameters 
of  the  circles  (see  Fig.  241). 

86.  Short-circuit  Diagrun.  (Per- 
centage Pressure  Variation.)  The 
short-circuit  diagram  enables  us  to 
determine  the  percentage  change  of  the 
supply  pressures  when  the  pressures 
at  the  receiver  terminals  are  kept  constant  from  no-load  to  full  load. 
This  percentage  variation  nearly  equals  the  change  of  pressure  which 
takes  place  at  the  receiver  terminals  when  the  pressures  at  the  supply 
terminals  are  maintained  constant. 

When  a  symmetrical  polyphase  system  is  uniformly  loaded,  each 
phase  behaves  as  in  a  single-phase  system.  Hence  the  short-circuit 
diagram  of  a  symmetrical  three-phase  system  can  be  found  directly 
from  that  of  a  single-phase. 

We  have  here,  however,  three  pressures  at  the  receiver  terminals, 
whose  directions  are  represented  by  the  three  sides  P^g,  P^g,  P^a  of  an 
equilateral  triangle.  When  the  load  is  uniform,  the  line  currents  /jg, 
/ii2  and  /ni2  will  all  be  equal  and  make  the  same  angle  4>i  ^ith  the 
phase  pressures  Pig,  Pug  and  Pmg.  Each  of  these  line  currents  causes 
a  displacement  of  the  potential  at  the  supply  terminals  by  the  amount 
hzg  in  passing  from  no-load  to  full  load.  Hence  we  set  off  the 
impedance  pressures  r  ^ 

at  angle  <^^  to  the  line  currents,  as  a  percentage  of  the  pressure  Pj 
at  the  receiver  terminals.  On  this,  as  diameter,  we  describe  a  circle 
and  find  the  distances  fi^  and  Vj^ ,  given  by  the  three  terminal  pressures 
in  these  circles.  I^Zx  is  here  the  short-circuit  pressure  per  phase,  and 
consequently  equals  P^j^  when  the  load  is  uniform,  where  P^^r  denotes 
the  terminal  pressure  at  short-circuit  The  direction  of  each  terminal 
pressure  cuts  out  lengths  /x^  and  Vg  from  two  circles.  We  thus  get 
the  percentage  change  of  pressure  at  the  supply  terminals,  on  passing 
from  no-load  to  load : 

«.  %  =  «-%=«.%  =  ±/*x±/*i  +  ^^. 
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If  the  three-pKase  system  is  unsymmetrically  loaded,  we  first  deter- 
mine the  line  currents  /12,  /na  and  /uia,  as  shewn  in  Fig.  243,  by 
geometrically  adding  the  load  currents  /^g,  /^g  and  Ic%- 

The  short-circuit  diagram,  Fig.  243,  is  drawn  for  an  unsymmetrical 
non-inductive  load.  In  this  figure,  therefore,  the  load  currents  coincide 
in  direction  with  their  respective  terminal  pressures  P^g,  P«g  and  Pes- 


Pig.  248.— Short-circuit  Dia^niun  of  a  Three-phaae  System. 
/    ^ 

The  impedance  pressures  -— ^  100  are  then  set  off  at  an  angle  </>a-  to 

the  line  currents,  as  a  percentage  of  the  pressure  at  the  receiver  terminals. 
On  this  as  diameter,  we  describe  a  circle,  and  so  obtain  the  percentage 
variation  of  the  pressure  at  the  supply  terminals.  For  phase  B  this 
variation  is  (v      ^v       \^ 

^a  /o^F'BlK       f'BUlK+  ~200  ' 

and  similarly  for  the  other  two  phases. 

87.  Load  Diagram.  With  uniform  loading,  each  phase  of  a  poly- 
phase system  acts  just  as  a  single-phase  system.  Hence  we  can  apply 
the  load  diagram  for  single-phase  currents  directly  for  polyphase 
currents,  if  we  carry  out  the  calculations  for  each  phase  and  afterwards 
multiply  the  power  per  phase  by  the  number  of  phases. 
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The  relations,  however,  are  not  so  simple  when  we  come  to  deal  with 
unsymmetrical  systems  or  systems  unsymmetrieally  loaded,  since  the 
currents  in  the  different  phases  mutually  affect  one  another,  but  not  all 
in  the  same  way.  Since  systems  with  a  considerable  want  of  symmetry, 
or  with  very  unsymmetrical  loading,  seldom  occur  in  practice,  we  shall 
not  treat  such  systems  exhaustively,  but  rather  satisfy  ourselves  by 
shewing  how  the  load  diagrams  for  such  systems  can  be  constructed. 

(a)  In  star  systems,  it  is  best  to  find  the  neutral  point  of  the  pressure 
for  different  loads.  If  this  point  does  not  alter  much  with  the  load, 
the  pressures  between  the  terminals  and  the  neutral  point  can  be 
regarded  as  constant;  and  the  load  diagram  for  each  phase  is  con- 
structed in  the  usual  manner  and  the  several  powers  summed  up.  If 
"all  the  diagrams  have  the  same  conductance,  they  can  be  replaced  by 
an  equivalent  diagram,  whose  pressure  P  equals  the  root  of  the  sum  of 
the  squares  of  all  the  phase  pressures  Pj,  P„,  Pm,  and  so  on,  i.e. 

p=Vii+ivrp?,r+..:. 

and  the  cuiTent  /  in  the  equivalent  diagram  bears  the  same  relation  to 
the  phase  currents : 

An  interlinked  four-phase  system,  where  one  double-phase  is  dis- 
placed 90'  in  phase  from  the  other  double-phase,  but  is  of  different 
magnitude,  yields  an  equivalent  diagram,  for  example,  if  both  phases 
feed  circuits  of  equal  conductance  y.     The  equivalent  pressure  is  then 

P  =  N/P?  +  Pf, 

and  the  equivalent  current 

If  the  two  phases  supply  circuits,  however,  whose  conductances  are 
different,  but  with  similar  diagrams,  the  equivalent  diagram  can  also  be 
found  for  this  case,  if  we  take  the  pressure 


'-^n 


y        y 


and  the  current  /  =  a//J  —  + 1\^  — » 

^    yi       yii 

where  the  conductance  y  of  the  equivalent  diagram  equals  the  root  of 
the  product  of  the  two  .phase  admittances  y^  and  y,i,  i.e. 

y='>ffiyn' 

The  same  also  holds  for  an  i/i-phase  system,  if  we  write  for  the 
equivalent  admittance  „, 

y=vyiyii...ym. 
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The  equivalent  pressure  is  then 


•V^>^^'-7- 


.+n-^. 


and  the  equivalent  current, 


>  'vi     "yii 


Since  these  ratios  of  conductances  are  the  same  for  all  loads,  we 
can  calculate  them  for  any  desired  load — e.g.  no-load — and  substitute 
them  in  the  formulae 

•  (b)  In  ring  systeiiiSy  the  phase  pressures  generally  remain  constant  for 
all  loads,  and  on  this  account  the  formulae  that  have  been  deduced  for 
star  systems  may  also  be  applied  for  ring  systems. 


Fio.  244.— Load  Diagram  of  a  Tbreo-phase  Induction  Motor. 

(c)  As  an  example  of  a  symmetrically  loaded  three-phase  system,  we 
will  consider  the  load  diagram  for  a  75  H.P.  three-phase  asynchronous 
motor  at  580  r.p.m.  and  50  cycles.  Measurements  were  taken  at 
no-load  and  short-circuit,  and  the  following  mean  values  were  obtained 
for  each  of  the  three  phases : 

No-load: 

Pi  =  289  volts,     /o  ==  2 1  amps.,     JF^  =  1  -0  K. w. 

Short-circuit : 

Pjr  =  61  volts,     /ijr  =  80  amps.,     JFk-=\'12,  K.W. 
From  this  we  get 


cos  <^o  =  p  0  =  0-165,     4>^  =  80"  30'. 
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The  shoi't-circuit  current  at  full  phase-pressure  is 

p 
^ir  =  Airp^  =  379amps., 

W 
and  cos  «^jt  =  p   f-  =  0-352,     i^^  =  69''  20'. 

From  these  the  load  diagram  per  phase  is  drawn  in  Fig.  244  to  a 
scale  of  1  cm  =  75  amps.,  together  with  the  power  and  loss-lines,  in 
accordance  with  the  constructions  given  in  Sect.  58. 

For  the  maximum  power  (P,»),  the  diagram  gives : 

Supplied  power  W^  =  53-3  K.W., 

Efficiency  ^  =  72%, 

from  which  ^^ uu«  =  072 . 3 . 533  =  115 K.W. 

for  all  three  phases,  or         ^IQ 

^:^g  =  l54H.P. 

With  this  scale,  we  find  for  the  full-load  power  of  75  H.P.  (point  F) 
/=  80  amps.,  ^  =  89  %,  cos <f>  =  0*9,  s  =  3*9. 

The  maximum  power  for  <t>2  =  0,  Aj/^^lO  is,  from  Formula  104, 

iir A  {^K  -  /qCOS  (<^o  -  ^k)} 

_  3  289(379 -21. 0-981) 
2(1-1- 0*352)      ' 

=«115  K.W.  or  154  H.P. 
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CHAPTER  XVI. 

POLYPHASE  GUBBEKTS  OF  ANY  WAVE-SHAPE. 

88.  Higher    Harmonios    of    Current    and    Pressure    in    Polyphase    Systems. 
89.  Polycyolic  Systems. 

88.  Higher  Harmonics  of  Current  and  Pressure  in  Polyphase 
Systems.  As  with  a  single-phase  current,  so  also  with  polyphase 
currents,  each  harmonic  (fundamental  and  higher  harmonics)  can  be 
treated  separately,  and  just  as  the  resultant  B.M.F.  of  the  fundamental 
waves  of  two  phases  is  found  by  geometric  addition,  so  also  harmonics 
of  the  same  frequency  can  be  summed  up,  only  the  angle  at  which  they 
act  is  different  for  the  several  harmonics.  The  harmonics  of  the  same 
frequency  in  an  n-phase  system  form  a  pressure  polygon  of  n  sides,  and 
the  laws  deduced  for  this  will  apply  quite  generafly.  The  effective 
pressure  between  two  points  and  the  effective  current  in  a  conductor 
are  likewise  found,  as  before,  by  taking  the  square  root  of  the  sum  of 
the  squares  of  the  effective  pressures  or  currents  of  the  several  fre- 
quencies. The  total  power  of  the  system  is  the  algebraic  sum  of 
powers  of  the  several  harmonics. 

In  an  unsymmetrical  system,  there  are  such  manifold  variations  that 
it  is  preferable  to  treiit  the  harmonics  of  symmetrical  systems  only. 
Particular  unsymmetrical  cases  can  then  be  studied  for  themselves. 

As  an  example  of  a  symmetrical  «r-phase  system,  we  shall  examine 
that  which  most  frequently  occurs  in  practice,  viz.  the  three-phase 
system. 

The  phase  pressures  in  the  three  phases  are  as  follows : 

|?i  =  P^iN/2sin((o<  +  fi) 
+  /',3>/2sin(3a>/  +  i/'3) 
+  P,,5\/2sin(5o><  +  ^5)+..., 

Pn  =  ^pi  \/2  sin  (a>/  + 1/-!  -  1 20**) 
+  P^3 -v/2  sin  (3w^  +  ^3  -  3 . 1 20") 
+  P^3N/2sihr5a>/  +  i/'5-5.120'*)+..., 
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Pin  =  Ppi  V2  sin  {id  4-  \^i  -  M(f) 
+  P,,  >/2  sin  (3w<  +  \^8  -  3 .  240') 
+  P^v/2  8in(5a><  +  ^5-5.240")  +  ...; 
or,  working  these  out : 

;?i  =  P^i\/2sin((i>^  +  ^i) 
+  P^8x/2  8in(3a>/  +  ^3) 
+  Ppfl\/2sin(5W  +  ^5)  +  ..., 

i>ii  = -Ppi  V2  sin  (W  + ^1-120'*) 
+  P^3N/2  8in(3a>^+f3) 
+  i^pflN/2sin(5a>/  +  f5-240*')+..., 

i?in  =  Ppi  n/2  sin  (w^  +  ^^  -  240'*) 
+  P^3v/2  8in(3a>^  +  ^8) 
+  P,8  v/2  sin  (5a>^  4- iZ-s  -  120')  +  . . . . 

From  this  it  is  seen  that  every  harmonic  whose  frequency  is  a 
multiple  of  the  third  harmonic  is  equal  in  all  the  phases,  i.e.  at  any 
instant  these  km.f.'s  have  the  same  magnitude  and  the  same  direction 
with  regard  to  the  neutral  point,  whilst  all  the  other  harmonics  of  the 
three  phases  are  displaced  at  120*"  to  one  another,  and  can  therefore 
be  treated  as  ordinary  symmetrical  three-phase  currents.  It  must 
be  observed,  however,  that  the  order  in  which  the  phases  follow  one 
another  is  not  always  the  same  as  that  of  the  fundamental;  e.g.  for 
the  fifth  harmonic  the  order  is  1,  3,  2,  where  1,  2,  3  is  the  order 
of  the  fundamental. 

From  the  momentary  values  ^^,  pn  and  jPm  of  the  e.m.f.'8  induced  in 
the  three  phases,  the  momentary  values  j3^,  p^,  and  p^  o^  ^^e  line 
pressures  of  a  star  system  can  be  found.     Thus 

=  v/3P^,  >/2  sin  (<o/  + ^1  +  30") 

+  v/3P^8  >/2  sin  (5w/ +  i/'j  -  30**)  +  . . . , 

K=J^ii-i>iii 

=  v/3P^,N/2sin(ai/  +  i/',-90°) 

+  n/3P^,  \/5  sin  (5(0/  +  i/^j  4-  90')  +  . . . 

and  Vt=Vm-Pi 

=  v/3P^,  x/2  sin  (o)/  +  j/-!  -  210') 

+  n/3P^5>/2  sin  (5a><  +  i/'s  -  150')  +  ... . 
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If  the  time  /  is  reckoned  from  another  instant,  e.g.  wf  =  w^+  30* 
^^^^^  ^,  =  >/3P,,V2sinK-fiAi) 

-N/3P,,v/^sin(7(o/'  +  i^7)4-..., 
i?«  =  V3P,in/2  sin  (a,r  +  ^,  -  120') 

-  V3  P^5  y/2  sin  (5u»f  + 1^^  -  240') 

-  v/3P,7  n/2  sin  (7a  +  ^7  -  120')  +  . . . 

and  p,  =  s/3P^,  v/2  sin  {id'  + 1^^  -  240") 

-  v/3P^8  s/2  sin  (5W'  +  ^5  -  120'*) 

-  n/3P,7  v^  sin  (70)^  +  ^7  -  240^*)  +.-... 

This  way  of  expressing  instantaneous  values  of  the  line  pres- 
sures agrees  with  that  of  the  phase  pressures,  except  that  instead 
of  Ai  we  have  n/SP^,;  instead  of  P^s,  0;  instead  of  P^s  and  P^., 
-n/SP^b  and  VSP^t,  and  so  on.     Hence,  if  we  reckon  from  the  time  t\ 

^^®^®  W'  =  W  +  30% 

in  a  three-phase  system,  we  get  the  following  expressions  for  the 
effective  line  pressures  of  the  several  harmonics  in  the  system, 

Pn  =  sf3P,,;        P„  =  0;     P»=-x/3P,«,  1 
Pi7=-V3P,,;     P„  =  0;    P,„=+V3P,„.j  ^       ^ 

A  star  system  with  the  phase  pressures  P^,,  P^j,  P^g,  etc.,  is 
equivalent  to  a  mesh  system  with  the  phase  pressures  P,,,  P,3,  P,^, 
etc.,  if  the  star  system  is  regarded  as  lagging  30*  hehind  the  mesh 
system. 

The  harmonics  of  the  third  order  have  no  effect  on  the  pressure 
between  the  terminals  (in  a  star  system),  for  these  have  the  same 
direction  in  the  several  phases  and  neutralise  one  another  in  respect  of 
the  outeide  terminals.-     Hence,  the  effective  terminal  pressure  will  be 


p,=7i?:4-pf«+/^,+. 


=  73(/^p:  +  P:b  +  P:,+  ...), 

whilst  the  phase  pressure  is 

^P  ~  V  Ppl  +  Pp.3  +  -^  pS  +  Pp7  +  •  •  • 

whence  we  get  the  ratio 


.(151) 
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For  example,  if  P^,  =  100,  P^,  =  31  65  and  P^.,  =  10 ; 


then         ^  =  V3  Vr-+(OW?(Oir  ^•^■»5*  =  ^-«^^- 

If  Ppi,  Py3,  P^a,  etc.,  are  the  effective  values  of  the  several  harmonics 
in  the  phase  pressure  of  an  interconnected  two-  or  four-phase  system, 
we  get  the  effective  values  of  the  line  pressures  in  a  similar  way 
to  the  above  ; 

P„  =  n/2P,,;        P,3=  -V2P,3;    P,«=  -n/2P,„  | 

P„=+n/2P,,;    P,,  =  >/2P^,;        /^n,=  -^^Pp^,  J 

whence  P,  =  n/^P^ (153) 

Further,  the  momentary  value  of  one  phase  pressure  is 
^^  =  P^iN/2sinM  +  ^i) 
+  P^3v/2sin(3W  +  ^8) 
+  P^5>/2  sin  (5W  +  ^5)  +  ... , 
whence  the  momentary  value  of  one  line  pressure  is 
;?,  =  P„N/2sin(a/  +  \^i) 
+  P,sN/2sin(3W  +  ^3) 
+  P„\/2sin(5a>/'  +  ^5)+..., 
where  iat'  =  w^  +  45*. 

From  this  it  is  easy  to  find  the  momentary  values  of  the  remaining 
phase  and  line  pressures. 

To  find  the  currents  due  to  the  several  harmonics  in  a  three-phase 
star  system,  the  pressure  triangle  can  be  drawn  for  each  harmonic,  and 
the  pressure  of  the  load  star  point  found  for  each  triangle.  The 
triangles  of  the  third,  ninth,  and  so  on,  harmonics  come  together 
at  a  point  which  is  also  the  star  point  of  the  load,  and  is  displaced 
from  the  neutral  point  of  the  plane  of  the  respective  harmonics 
by  an  amount  equal  to  the  phase  pressure.  Hence,  in  a  sjnnmetrical 
three-phase  star  system,  there  is  a  difference  of  potential  between  the 
star  point  of  the  generator  and  that  of  the  load  equal  to  the  effective 
E.M.F.  of  the  harmonics  of  the  third  order.  This  potential  difterence 
can  only  produce  a  current  when  these  two  neutral  points  are 
connected,  whereby  this  p.d.  can  equalise  itself  along  the  neutral 
wire.  Consequently,  in  a  three-phase  system  without  a  neutral  wire, 
only  currents  of  the  first,  fifth,  seventh,  etc.,  order  can  flow,  and  only 
pressures  of  these  frequencies  will  exist  at  the  terminals.  On  the 
other  hand,  in  a  symmetrical  three-phase  system  with  harmonics  of 
the  third  order,  currents  of  these  frequencies  will  flow  when  the 
neutral  points  are  connected  (Fig.  245). 
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We  have  thus  the  general  rule :  A  symmetrical  n-phase  star  system 
without  a  neutral  line  acts  like  a  system  on  no-load  with  respect  to  all 
harmonics  of  the  »***  order ;  for  currents  of  these  frequencies  cannot 
flow  in  the  outer  wires  nor  can  their  corresponding  pressures  act 
between  the  same.     If  »  is  a  prime  number,  or  only  divisible  by  some 


Pio.  245. 

power  of  2,  it  will  be  found  that  all  the  other  harmonics  in  the  7i-phase 
star  system  act  like  the  fundamental,  if  we  disregard  the  order  in  which 
they  occur.  When  n  is  not  a  prime  number,  the  phase  KM.F.'s  of  the 
harmonics,  whose  order  have  a  common  factor  with  n,  will  partly 
coincide.  For  example,  with  w  =  9,  we  shall  only  get  three  different 
triple  harmonics,  since  the  nine-sided  polygon  reduces  to  a  triangle. 

if  the  three  phases  of  a  symmetrical  three-phase  system  are  mesh  con- 
nected, the  sum  of  the  three  momentary  e.m.f.'s  will  not  equal  zero,  but 

Pi  +i?ii  -^Piu  =  3P3\/2  sin  (3a><  -H  ^3)  +  SPg^/2  sin  (9o)/  +  f  g)  +  . . . . 

Such  a  system,  therefore,  with  harmonics  of  the  third  order,  does 
not  satisfy  the  above  requirement,  that  the  sum  of  the  e.m.f.'s  of  the 

phases    connected    in    a    closed    circuit 

equals  zero.     These  e.m.f.'s  of  the  third, 

ninth,  etc.,  harmonics  will  always  produce 

a  current  in  the  mesh  (i.e.  even  on  no-load) 

and   only   in  the  mesh.     Under  certain 

conditions    this    current    may    reach    a 

j^ps^pz^...  considerable  value.    The  mesh  connection 

•^    ^  acts  like  a  short-circuited  generator  with 

Fio.  246.  respect  to  these  harmonics,  and  just  as 

the  terminal  pressure  in  such  a  case  is 

zero,  so  also  these  harmonics  cannot  have  any  effect  on  the  pressure 

between  the  outside  terminals.     If  the  mesh  is  opened  at  any  point 

and  a  voltmeter  is  inserted  (Fig.  246),  the  effective  pressure 

will  be  measured,  which  may  be  denoted  as  the  int£i-nal  pressure. 

In  this  connection  an  internal  current  is  produced  which  can  be 
measured  by  inserting  an  ammeter  in  the  mesh.  With  a  star  connec- 
tion the  internal  pressure  produces  no  current.  Thus  the  harmonics 
of  the  third  order  do  not  send  any  currents  through  the  outer  wires 
and  exert  no  pressures  at  the  terminals.  This  holds  generally  for 
the  harmonics  of  the  n^  order  in  a  symmetrical  fi^phase  system. 


Digitized  by 


Google 


POLYCYCLIC  SYSTEMS  289 

89.  Polycyclic  Systems.  In  an  alternating-current  installation 
which  has  to  provide  simultaneously  light  and  power,  the  selection  of 
a  suitable  number  of  phases  and  frequency  often  presents  considerable 
difficulties.  One  condition  for  the  proper  working  of  all  known  means 
of  electric  lighting  is  a  high  frequency.  On  the  other  hand,  both  single- 
aiid  polyphase  motors,  together  with  rotary  converters,  work  better, 
and  have  a  greater  overload  capacity,  with  low  frequencies. 

For  a  pure  power  supply,  a  polyphase  system  is  preferable,  whilst  for 
lighting — on  account  of  the  better  pressure  regulation  and  simpler 
installation — single-phase  currents  are  more  suitable. 

Moreover,  with  regard  to  the  pressures,  the  conditions  for  power  are 
diflferent  from  those  for  lighting.  The  lighting  pressure,  on  which  the 
cost  of  the  network  mains  depends,  must  be  chosen  low  to  meet 
the  requirements  of  the  lamps  used  at  the  present  day ;  the  pressures 
for  motors,  however,  can  with  advantage  be  chosen  much  greater 
than  those  commonly  met  with  for  lighting. 

On  account  of  the  sensitiveness  of  electric  lamps  to  variations  in  the 
network  pressure,  it  is  advisable  to  keep  the  pressure  drop  in  the 
network  and  the  generator  much  smaller  in  installations  giving  both 
light  and  power  simultaneously,  than  is  necessary  with  one  giving 
power  only.  Consequently,  in  the  former  case  the  amount  of  copper 
used  is  greater,  and  therefore  the  cost  of  the  network  and  the  generator 
is  increased. 

The  object  of  the  polycyclic  system,  therefore,  is  to  simultaneously 
transmit  electrical  energy  by  means  of  currents  at  different  pressures 
and  frequencies  through  one  and  the  same  conductor,  and  to  distribute  the 
same  without  their  affecting  one  another.  For  this  to  be  possible,  it  is 
of  course  necessary  that  the  currents  of  different  frequencies  should 
have  no  mutual  effect  on  one  another. 

Consider  a  symmetrical  three-phase  system  (Fig.  247);  then,  assuming 
sinusoidal  currents  of  equal  amplitude,  no  pressure  will  exist  between 
the  neutral  points  0  and  0^.     Hence,  considering  such  a  star  system 


Fia.  247. 

(main  system)  as  a  whole,  we  can  use  the  same  as  one  conductor  for 
conveying  other  currents  between  its  neutral  points,  by  connecting,  for 
example,  a  source  of  supply  G,  in  the  conductor  00^,  These  currents, 
which  flow  through  the  phases  of  the  main  system  in  the  same  sense 
and  phase,  and  superpose  themselves  on  the  currents  already  existing 
in  the  main  system  (main  currents),  produce  no  detectable  motor  or 
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inductive  effects  in  the  generators,  motors  or  transformers  in  the  main 
system.  This  superposed  current  may  be  an  alternating-current  of  any 
frequency  or  a  continuous  current.  The  two  currents,  the  three-phase 
current  and  the  superposed  single-phase  current  produced  in  venerator 
G,  (Fig.  247),  are  entirely  independent  of  one  another,  and  the  super- 
posed single-phase  current  will  flow  along  the  conductors  of  the  main 
system  in  the  direction  shewn  by  the  arrows  (Fig.  247),  just  as  if  the 
three-phase  currents  were  not  present. 

Instead  of  a  three-phase  system,  a  single-phase  system  might  have 

been  used  as  the  main  system, 
as  shewn  by  Fig.  248;  for  a 
single-phase  system  can  always 
be  regarded  as  a  two-phase 
system  with  its  phases  displaced 
at  180^ 

Dr,  F,  Bedell  has  shewn  how 
currents — especially  direct  cur- 
rent— can  be  introduced  and 
drawn  out  at  points  having  the 
same  potential  in  a  power-transmission  scheme  without  affecting  the 
currents  which  already  exist. 

It  is,  however,  easy  to  see  that  the  superposed  alternating-currents — 
introduced  at  the  neutral  point — must  cause  a  large  inductive  drop  of 
pressure  in  the  generator  and  transformer  windings,  and,  for  this  reason. 
Bedell's  arrangement  for  introducing  and  withdrawing  the  superposed 
current  has  not  met  with  practical  success. 


Fio.  248. 


c  E 
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Fio.  249. 

The  Authors,  together  with  Prof.  E.  Arnold,  however,  have  overcome 
these  disadvantages  in  Bedeirs  arrangement  and  worked  out  a  poly- 
cyclic  system.  This  system  is  based  on  the  application  of  bifilarly- 
wound  choking  coils,  and  on  the  introduction  and  withdrawal  of  the 
superposed  current  by  means  of  special  transformers  and  generators. 
Owing  to  the  apparently  complicated  scheme  of  connections,  however, 
this  system  has  never  been  used  in  practice. 

As  an  illustration  of  the  complete  arrangement  of  an  installation  for 
transmitting  and  distributing  poly  cyclic  currents,  the  scheme  shewn  in 
Fig.  249  can  be  used.  In  the  double  generator  G  and  E  having 
one    annature    and    two    pole    systems    arranged    in    the    relative 
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positions  shewn  in  Fig.  250  to  one  another — the  three-phase  current  and 
the  superposed  single-phase  current  are  simultaneously  produced.  The 
single-phase  current,  which  is  the  third  harmonic  of  the  three-phase 
current,  is  superposed  on  the  main  current  in  such  a  way  that  the 
maximum  momentary  pressure  between  the  return  B  and  the  remaining 
conductors  of  the  transmission  line  is  as  small  as  possible.  At  the 
receiver  station,  the  three-phase  current  is  transformed  into  two-phase 
current  by  means  of  two  single-phase  transformers  connected  as  in 
Scott's  arrangement,  this  being  better  for  a  polycyclic  supply  network 
than  a  three-phase  current  on  account  of  symmetry. 


Fio.  250. 

The  superposed  alternating-current  produces  no  flux  in  the  two 
transformers,  and  can  therefore  be  withdrawn  at  the  point  0^  in  the 
primary  of  the  transformer  T^,  In  the  transformer  Tg,  the  superposed 
single-phase  current  is  transformed,  and  since  the  secondary  winding  is 
connected  between  the  two  conductors  a  and  b  of  the  two-phase  system, 
incandescent  lamps  can  be  connected  directly  between  the  two  wires. 

Taking  an  uninterlinked  two-phase  system  as  the  main  system,  the 
weight  of  copper  is  66-7  %  of  that  required  by  a  single-phase  system, 
when  the  same  total  power  is  transmitted  over  the  same  distance  with 
the  same  effective  pressure  between  the  conductors  and  the  same 
percentage  loss,  if  we  take  the  power  of  the  single-phase  current  as 
50  %  of  that  of  the  three-phase. 

Tjbe  polycyclic  system,  therefore,  may  become  important  in  cases 
where  power  and  light  have  to  be  distributed  by  the  same  network  and 
the  lighting  load  is  the  less  of  the  two.  We  then  combine  in  the  one 
network  all  the  advantages  of  independent  networks  with  different 
frequencies,  without  introducing  any  complications  whatever  into  the 
scheme. 
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CHAPTER  XVII. 

MEABUBEMENT  OF  ELEGTBIG  GUBBENTS. 

90.  Systems  of  Units  and  Standards.  91.  Measuring  Instruments.  92.  Electro- 
static Instruments  (the  Electrometer).  93.  Electromagnetic  Instruments. 
94.  Electrodynaraic  Instruments.  95.  Hot-wire  Instruments.  96.  Watt- 
meters. 97.  Direct  Measurement  of  the  Effective  Values  of  the  Several 
Harmonics.  98.  Measurement  of  Power  bv  Means  of  Three  Voltmeters 
or  Three  Ammeters.     99.   Measurement  of  Power  in  a  Polyphase  Circuit. 

100.  Measurement  of  the  Wattless  Component  of  an  Altematine-Currenl. 

101.  Determination  of  Wave  Shape  of  a  Pressure  or  Current  by  Means 
of  Contact  Apparatus  and  Galvanometer.  102.  The  Oscillo^ph.  103. 
Braun's  Tube.  104.  Measurement  of  Frequency  of  an  Alternating-Current. 
105.  Instrument  Transformers.  106.  Electricity  Meters.  107.  Gilibration 
of  Alternating-current  Instruments. 

90.  Systems  of  Units  and  Standards.  On  the  basis  of  the  work  of 
Gaiiss  and  JFebei'  (1833-1852),  the  Committee  of  the  British  Association 
on  Electrical  Standards  was  able,  in  1869,  to  draw  up  a  practical 
system  of  electrical  units  which  could  be  derived  from  the  absolute 
system  of  magnetic  units.  At  the  International  Congress  held  in  Paris 
in  1881,  these  units  were  designated  as  the  ohm,  the  volt,  the  ampere, 
the  coulomb  and  the  farad. 

Since  these  practical  units  can  only  be  derived  from  the  fundamental 
units  of  length,  mass  and  time  of  the  c.G.s.  system  by  means  of  very 
elaborate  and  expensive  measurements,  which  distinctly  belong  to  the 
region  of  physics,  the  need  arose  for  standards  of  the  above  electric 
units  which  would  remain  practically  constant  and  could  be  easily 
reproduced.  As  such  standards,  approximating  as  closely  as  possible 
to  the  units  derived  from  the  absolute  c.G.s.  system,  and  suitable  for 
use  both  in  practice  and  at  law,  we  have : 

T/ie  hifeniational  Ohm  equal  to  the  resistance  of  a  column  of 
mercury  1063  cm  long  and  1  sq.  mm  section  at  0**  C.  and  weighing 
14-4521  gm. 

The  Inte7mational  Ampere  equal  to  the  constant  current  which,  when 
passed  through  a  silver  voltameter,  deposits  silver  at  the  rate  of 
11 18  mg  per  second. 

The  remaining  units  can  be  then   found   from  these  two.     The 
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following  two  units  of  electric  pressure  (so-called  standard  cells)  are  also 
used,  however : 

The  Clark  Cell,  The  positive  electrode  is  mercury  and  the  negative 
amalgamated  zinc.  The  electrolyte  consists  of  a  concentrated  solution 
of  zinc  sulphate  and  mercurous  sulphate.  The  pressure  between  the 
terminals  of  this  cell,  on  open-circuit,  at  T  C,  is 

1-4292  - 0-001 23 (< -  18) - 0000007(< -  18)2  volts 

between  0"  and  30"  C. 

The  WesUm  or  Cadmium  Cell,  This  cell  differs  from  the  above 
only  in  having  cadmium  and  cadmium  sulphate  instead  of  zinc  and 
zinc  sulphate.  With  a  saturated  solution  of  CdSO^,  the  pressure 
between  10'  and  ^0"  C.  is,  at  f  C, 

1-0187  -  0-000035 (/  -  18)  - 000000065(< -  18)2  volts. 

The  Weston  Co.  make  a  cell  in  which  the  CdSO^  solution  is  saturated 
at  4*  C.  Such  a  cell  has  a  pressure  of  1*0190  volts,  almost  inde- 
pendently of  the  temperature. 

91.  Measuring  Instruments.  The  standards  described  in  the  last 
section  do  not,  as  a  rule,  admit  of  direct  use  in  practice,  the  methods 
of  measurement  being  somewhat  roundabout.  For  practical  purposes, 
therefore,  special  instruments  are  used,  which  permit  of  measurements 
being  made  directly  by  noting  the  position  taken  up  by  a  pointer 
capable  of  moving  over  a  scale.  Such  instruments  must  of  course  be 
first  calibrated  or  standardized  by  comparison  with  the  above  standards. 

Generally  speaking,  these  instruments  have  a  movable  system  which 
carries  the  pointer,  and  a  fixed  system  to  which  the  scale  is  fastened. 
The  electric  measurement,  then,  depends  on  the  mechanical  force  set  up 
between  the  two  systems.  For  the  measurement  of  continuous  currents 
and  pressures,  the  fixed  system  may  consist  of  a  permanent  magnet  and 
the  movable  system  of  a  coil  through  which  the  current  flows ;  but  for 
alternating-currents  and  pressures  both  the  fixed  and  movable  system 
must  consist  of  coils.  In  the  older  torsion  instniments  (e.g.  Siemens  and 
Halske's  Torsion  Galvanometer  and  Torsion  Dynamometer)  the  action 
of  this  force  is  always  measured  for  one  and  the  same  position  of  the 
movable  system,  the  latter  being  brought  into  its  zero  position  by 
means  of  a  spiral  spring,  the  force  then  varying  directly  as  the  angle  of 
torsion.  In  the  current  balance  also  (Kelvin  balance),  the  movable 
system  is  kept  in  its  original  position,  the  magnitude  of  the  force  being 
determined  by  weighing. 

In  general,  for  one  and  the  same  relative  position  of  the  two  systems, 
the  force  varies  either  directly  (when  the  fixed  system  consists  of  a 
magnet)  or  as  the  square  of  the  electric  magnitudes  being  measured. 
Let  a,  therefore,  denote  the  angle  through  which  the  spiral  spring  of 
the  torsion  instrument  must  be  turned,  or  the  static  moment  of  the 
counter-weight  in  the  current  balance,  the  electric  magnitude  a;  to  be 
measured  is  either  given  by 

x  =  k^a    or    x  =  k2>/a. 
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The  advantage  of  these  instruments  lies  in  the  fact  that  their  reduction 
factor  k^  or  k^  can  be  determined  once  for  all  by  a  single  measurement 
(calibration),  and  remains  constant.  A  disadvantage  of  this  arrange- 
ment is  the  necessary  hand-adjustment  of  the  torsion  spring  or  weight>, 
which  makes  it  impossible  to  take  such  measurements  rapidly,  whilst 
for  the  measurement  of  quickly  varying  currents  such  instruments  are 
out  of  the  question.  For  this  reason,  the  instruments  used  in  practice 
at  the  present  day  are  so  arranged  that  the  movable  system  with  the 
pointer  moves  away  from  the  zero  position,  and  takes  up  a  position 
corresponding  to  the  magnitude  of  the  electric  quantity  being  measured. 
In  such  instruments,  even  when  the  controlling  force  (which  tends  to 
bring  the  needle  back  into  its  zero  position)  is  proportional  to  the 
deviation  of  the  needle  from  the  zero  position  (as  can  easily  be 
obtained  by  using  springs),  the  readings  nevertheless  no  longer  follow 
the  simple  or  the  quadratic  law,  because  the  force  between  the  two 
systems  changes  with  their  relative  position.  Such  instruments,  there- 
fore, must  be  calibrated  at  as  many  points  on  the  scale  as  possible, 
whilst  intermediate  points  can  be  obtained  by  interpolation  (graduation). 
For  measuring  alternating-currents,  only  instniments  can  be  used 
which  obey  the  law  of  squares,  for  it  is  only  in  such  instruments  that 
the  direction  of  movement  does  not  alter  with  the  change  in  current 
direction.  Provided,  then,  that  the  mass  of  the  moving  parts  is 
sufficiently  large  and  the  frequency  sufficiently  great,  the  deflection  of 
the  instrument  will  remain  practically  steaidy  in  a  position  corre- 
sponding to  the  7nean  turning  moment  acting  on  the  movable  system. 

92.  Electrostatic  Instnunents  (The  Electrometer).  As  first  pointed 
out  by  Lord  Kelvin,  electrostatic  instruments  can  be  made  for  absolute 
measurements,  but  in  practice  only  those  graduated  by  comparison 
with  standards  are  used,  and  these  chiefly  for  measuring  pressures. 
In  principle  a  static  voltmeter  can  be  considered  as  a  small  air- 
condenser,  of  which  one  part  is  fixed,  and  consists  of  one  or  more 
plates,  whilst  the  other — the  needle — is  movable,  and  also  consists  of 
plates  and  carries  a  pointer.  The  fixed  part  of  the  instrument  is  made 
up  of  one  or  two  systems  of  plates  insulated  from  each  other,  called 
the  quadrants.  If  there  is  only  one  fixed  system  of  plates  in  the 
instrument,  one  terminal  is  connected  to  it  and  the  other  to  the 
needle.  The  force  exerted  between  the  plates  and  the  needle  is 
proportional  to  the  square  of  the  pressure  existing  between  the  charges, 
and  therefore  to  the  pressure  at  the  terminals,  whatever  the  wave- 
shape and  frequency.  If  the  instniment  has  two  fixed  sets  of  plates, 
one  terminal  is  connected  to  one  of  these  and  the  other  terminal  to 
the  needle  and  the  other  set  of  plates,  so  that  the  force  acting  on  the 
needle  is  approximately  double  that  in  the  former  case. 

Electrostatic  instruments  are  well  adapted  for  measuring  high 
pressures,  because  they  only  need  an  extremely  small  current.  The 
capacity  of  such  instruments  is  of  the  order  0*00001  microfarad. 

Fig.  251  shews  an  instrument  for  60  to  120  volts,  made  by  Hartmanu 
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and  Brauii.  In  order  to  obtain  sufficient  force  in  the  case  of  this  low 
pressure,  several  needles  and  pairs  of  quadrants  are  used  (multi-cellular 
instrument).  For  the  purpose  of  damping,  the  movable  axis  carries  a 
metal  disc  at  the  bottom,  which  turns  between  the  poles  of  a  horse-shoe 
magnet. 

For  pressures  of  more  than  about  10,000  volts,  the  plates  with  the 
opposite  charge  to  the  needle  are  completely  embedded  in  rubber,  to 
prevent  sparking  from  one  to  the  other.  In  instruments  for  pressures 
under  10,000  volts,  a  separate  spark-gap  is  provided,  of  which  the 


Fig.  251. — Multi-collular  Voltmeter  (Uartnmnn  and  Uraun). 

contacts  are  at  a  smaller  distance  from  each  other  than  the  smallest 
space  between  needle  and  plate,  so  that  all  sparks  are  kept  away  from 
the  needle.  In  order  that  the  quantity  of  electricity  passing  shall  not 
be  too  great,  double-pole  high  resistances  are  connected  in  series  in  the 
form  of  tubes  filled  with  liquid. 

Static  voltmeters  can  also  be  used  for  different  ranges  of  measure- 
ment by  connecting  in  series  two  or  more  condensers,  and  placing  the 
voltmeter  in  parallel  with  one  of  these.  If  the  condensers  are  similar, 
the  reading  on  the  scale  must  be  multiplied  by  the  number  of  con- 
densers. The  twdtuji  of  the  condensers,  however,  is  so  elaborate,  that 
the  scales  are  usually  calibrated  separately.  The  dielectric  of  these 
condensers  is  micanite.  This  arrangement  can  be  used  with  good 
results  up  to  40,000  volts.  Dividing  resistances  are  also  employed  in 
a  similar  manner. 
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For  laboratory  purposes  the  instrumente  are  provided  with  horizontal 
scales ;  for  switchooards,  on  the  other  hand,  vertical-scale  instruments 
are  more  generally  employed. 

Recently,  electrostatic  wattmeters  have  also  been  introduced,  which 
are  very  useful  in  the  laboratory.  The  chief  advantages  of  these  are 
as  follows : 

1.  Accurate  readings  can  be  obtained  even  with  low  power-factors. 

2.  They  are  especially  suited  to  high  pressures,  because  they  do  not 
possess  any  high  non-inductive  resistances. 

2,  There  is  not  so  much  danger  of  overloading  the  instrument  as 
with  an  ordinary  wattmeter. 

4.  The  construction  is  cheap  and  simple. 

The  arrangement  of  the  instrument  is  exactly  the  same  as  the 
quadrant  voltmeter. 

Denoting  the  potential  of  the  needle  by  P^, 

„  „  „  first  quadrant  by  Pj, 

and       „  „  „  second  quadrant  by  Poj 

the  deflection  a  of  the  needle  is  given  by 

where  A;  is  a  constant 

Putting  P,-P,  =  P.     F,-P^^P  +  AP, 

in  accordance  with  Fig.  252,  for  an  alternating  current  we  must  sul>- 
stitute  the  momentary  values   P\/2  sin  nd  and   A/V2  sin  {tat  -f  <^)  for 

P  and  AP,  where  </»  is-  the  phase 
displacement  l^etween  current  and 
pressure.  Hence  we  obtain  for  the 
mean  of  the  deflection  a,  by  inte- 
grating over  half  a  period, 

ka  =  {2PAPcos<l>  +  AF'), 

Since    AP^    fg    negligibly    small 
compared  with   the  first  term,  and 
AP   is  proportional   to  the   current 
flowing   through    the    non-inductive 
^CefMvUr  resistance  P,  a  is  clearly  proportional 

to  2PIP  cos  <f>y  that  is,  to  the  power 
P'°-252.  P/cos</>. 

93.  Electromagnetic  Instruments.  These  instruments  depend  on 
the  action  between  a  coil  carrying  an  electric  current  and  a  magnet. 

In  instruments  for  measuring  pressure  {voUimters)  the  coil  is  con- 
nected in  series  with  a  non-inductive  resistance  across  the  terminals 
of  the  pressure  to  be  measured ;  whilst  in  those  for  measuring  currents 
{ammeters)  the  current  to  be  measured,  or  a  proportional  part  of  it^ 
flows  through  the  coil.     Since  it  is  not  good  to  allow  heavy  currents  to 
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pass  through  the  moving  coil,  it  becomes  necessary  to  use  calibrated 
resistances  (shwUs)  in  parallel  with  the  ammeter. 

(a)  If  the  magnet  is  permanent  and  its  strength  is  not  appreciably 
influenced  by  the  current  in  the  conductor,  the  force  in  a  given  relative 
position  of  coil  to  magnet  will  be  directly  proportional  to  the  current. 
Consequently,  such  instruments  are  only  suitable  for  continuous  cur- 
rents. Usually  the  magnet  is  the  fixed  part  and  the  current-carrying 
coil  the  movable  (e.g.  Weston  and  Deprez-d'Arsonval  instruments). 


Via.  25S.— Hoving-coil  InAtniment  (Uartmann  and  Braun). 

Fig.  253  shews  the  internal  arrangement  of  such  a  moving  coil 
instrument  by  Hartmann  and  Braun.  M  is  a  hoi*se-shoe  magnet  with 
two  pole-shoes  P  turned  cylindrically.  A  solid  soft-iron  cylinder  E 
of  smaller  diameter  than  the  bore  of  the  shoes  is  placed  between  them 
concentrically,  and  in  the  space  between  B  and  F  the  rectangular  coil 
S  rotates,  to  which  the  current  is  brought  through  two  spiral  springs, 
which  provide  at  the  same  time  a  retarding  force.  The  iron  core  and 
coil  can  be  pulled  out  bodily,  and  they  are  shewn  in  this  position  in 
the  figure.  Since  the  field  in  the  gap  is  practically  constant,  the  scale 
divisions  are  nearly  uniform.  A  heavy  damping  effect  is  obtained  by 
making  the  frame,  on  which  the  coil  is  wound,  of  metal. 
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(b)  In  some  electromagnetic  instruments  (known  as  soft-iron  instru- 
ments) a  small  moving  soft-iron  magnet  is  employed,  magnetised  by 
the  current  in  a  fixed  coil.  In  sucn  instruments  the  quadratic  law 
only  holds  approximately,  because  the  magnetism  in  the  iron  is  not 
exactly  proportional  to  the  current  in  the  coil,  and  also  because  of  the 
screening  effect  of  the  eddy  cunents  set  up  in  the  iron,  which  vary 
with  the  frequency.  These  instruments,  therefore,  read  less  with 
alternating-currents  than  with  direct,  and  cannot  be  calibrated  directly 
by  means  of  continuous  current.  Such  an  instrument  must  be  gradu- 
ated by  comparing  it  with  another  alternating-current  instrument^ 
which  can  be  calibrated  or  graduated  with  direct  current,  the  com- 
parison being  made  when  connected  to  the  actual  system. 

In  spite  of  these  inconveniences,  such  instruments  are  nevertheless 
often  used  in  practice  on  account  of  their  cheapness  and  simplicity. 
Moreover,  they  can  be  made  very  sensitive,  that  is,  to  consume  verj- 
little  power. 

94.  Electrodsrnamic  Instruments.  The  principle  o!)  which  thesi* 
instruments  arc  based  is  the  action  l)etween  two  coils  carrying  electric 

currents.  In  electrodynamic  in- 
struments for  measiu'iiig  pressure 
and  current,  the  two  coils — the 
fixed  and  the  movable — are  gener- 
ally connected  in  series.  Fig.  254 
shews  a  Torsion  dfimmomete)-  by 
Siemens  and  Halske.  The  movable 
coil  consists  of  a  rectangular  copper 
frame  of  one  turn,  and  is  perpen- 
dicular to  the  fixed  coil.  It  is 
suspended  by  means  of  a  thread 
and  a  spiral  spring  from  the  torsion 
head  at  the  top  of  the  instnimcnt. 
One  pointer  is  carried  by  the  he^l 
and  one  by  the  coil,  and  both  of 
these  pointers  must  stand  at  zero 
when  no  current  flows  through  the 
instrument.  The  current  is  led  to 
the  movable  coil  through  mercury 
contacts.  The  instrument  shewn 
has  two  fixed  coils,  the  number 
and  section  of  the  turns  on  each 
being  different,  thus  increasing  the 
range  of  the  instrument.  When 
in  use,  the  movable  coil  is  held  in  its  zero  position  by  rotating  the 
torsion  head.  Since  in  this  constiint  position,  the  torque  is  propor 
tional  to  the  square  of  the  current,  the  angle  through  which  the  head 
is  rotated  is  a  measure  of  the  square  of  the  current.  Hence  the 
instniment  is  suitable  for  both  continuous  and  alteniating-curreiits, 


Fio.  254.— Torsion  Dynamometer  (Siemens 
and  Ualske). 
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and  in  the  latter  case  measures  effective  values  independent  of  wave- 
shape or  frequency. 

For  measuring  pressures,  the  two  coils  are  made  of  several  turns  of 
fine  wire.  A  variable  non-inductive  resistance  is  placed  in  series  with 
the  instrument,  which  can  therefore  be  used  over  a  wide  range.  If 
the  self-induction  of  such  an  instrument  is  negligible  compared  with  the 
ohmic  resistance,  the  current  will  equal  the  pressure  divided  by  the 


Fig.  255.— Direct-reading  Blectrodynamic  Voltmeter  (Weston). 

resistance.  Hence  the  instrument  can  be  used  directly  to  measure 
pressures.  If  there  is  a  self-induction  L  present,  the  resistances  for 
alternating  and  continuous  currents  will  have  the  ratio 

r        ' 

where  r  is  the  total  ohmic  resistance  in  the  circuit  (coils  +  resistances). 
Hence,  if  the  instrument  has  been  calibrated  for  direct  current,  the 
readings  must  be  multiplied  by  the  above  correcting  factor  when  alter- 
nating-current is  measured.  The  readings  in  this  case  depend  on  the 
wave-shape  and  frequency,  since  w  occurs  in  the  correcting  factor. 

(a)  The  newer  eiectrodynamic  instruments  for  measuring  pressure 
and  current  are  made  direct  reading  by  reading  off  the  position  of  the 
pointer  fixed  to  the  moving  coil.  Since  the  action  between  the  two 
coils  under  these  conditions  obeys  no  simple  law,  the  scale  must  be 
graduated  by  comparison  with  a  direct-current  instrument.  Fig.  255 
depicts  such  a  direct-reading  instrument  by  Weston  for  measuring 
pressure. 

The  rotation  of  the  moving  coil  due  to  the  action  of  the  current  is 
always  such  that  the  total  self-induction  L  of  the  two  coils  (in  series) 
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is  increased.     Hence,  in  this  ease,  the  correcting  factor is 

not  quite  constant.     For  practical  measurements,  however,  this  source 
of  eiTor  in  the  pressure  dynamometer  is  quite  negligil)le. 


Fio.  250.—  Electrodyiuirnic  Ammeter  (Siomeus  and  Ualske). 

In  Fig    256  an  electrodynamic  instrument  by  Siemens  and  Halske 
for  measuring  currents  is  shewn.      The   movable   coil  is  mounted  on 

pivots  and  controlled  by 
spiral  springs,  which  also 
serve  to  convey  the  current 
to  and  from  the  coil,  as  in 
the  pressure  dynamometer 
and  the  electromagnetic 
Weston  instrument.  Since 
only  a  very  small  current 
can  be  conducted  through 
the  springs,  the  fixed  and 
movable  coils  in  these  in- 
struments are  connected  in 
parallel.  Fig.  257  shews 
the  diagram  of  connections 
for  such  an  instrument, 
the  movable  coil.  I\  is  a  plug  for  short- 
The  two  plugs  I\  and  Pg  serve  to  vary 


Fio.  'j57. — ConiiectioiiH  of  an  Eloctro-dynaniic  Ammeter 
(Siemens  and  HalHke).* 


SS  denotes  the  fixed  and  , 
circuiting  the  instrument. 
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the  range  of  the  instrument,  thus  with  Pg  P^^gg®d>  ^^^  range  of  the 
instrument  may  be  double  that  when  P^  is  plugged.  The  current  must 
be  distributed  in  constant  ratio  between  the  two  parallel  branches, 
independently  of  the  heating.  This  is  achieved  by  making  the  resis- 
tances Bj,  li^  and  r  of  material  whose  temperature  coefficient  is  very 
small.  In  order  that  the  instrument  can  be  graduated  with  direct 
current,  the  distribution  of  the  current  between  the  two  coils  must  be 
the  same  with  alternating-current  as  with  continuous.  Consequently 
the  time  constants,  or  the  ratio 

ohmic  resistance 


apparent  self-induction 

in  the  two  branches  should  be  the  same.  The  apparent  self-induction 
of  a  coil  equals  the  pure  self-induction  of  the  same  plus  its  mutual 
induction  relative  to  the  second  coil ;  hence,  for  the  fixed  coil, 

A  =  Z  +  3/, 

and  for  the  movable  coil 

In  order  that  the  time  constants  may  be  equal,  we  must  have  therefore 
R_L,    L^-M 

where  E  and  r  are  the  ohmic  resistances  in  the  two  branches. 

In  this  case,  however,  M  is  variable,  since  the  relative  position  of 
the  coils  varies.  In  the  neighbourhood  of  the  zero  position  on  the 
scale,  M  is  negative ;  when  the  coils  are  perpendicular  to  one  another, 
M  equals  zero ;  and  for  larger  deflections  M  is  positive.  Hence  this 
condition  can  only  be  approximately  fulfilled  by  making  M  small — 
this,  however,  cannot  be  carried  too  far  for  mechanical  reasons,  for  the 
change  of  M  corresponds  to  the  energy  expended  in  the  movement  of 
the  pointer.  Another  means  is  to  make  L,  and  I,  small  in  comparison 
with  E  and  r,  in  which  case  these  magnitudes,  and  consequently  any 
change  in  the  same,  have  but  little  influence  on  the  current  distribution. 

sllfVJl},  ^  sjE'  +  io'L^  ^  E 

This  is  the  means  usually  employed,  and  although  such  ammeters 
have  comparatively  large  losses,  they  are,  nevertheless,  very  valuable 
for  accurate  laboratory  work  owing  to  their  exact  and  convenient 
readings. 

{b)  A  special  class  of  electrodynamic  instalments  is  known  by 
the  name  of  Iiuluctmi  instruments.  Currents  are  produced  in  the 
movable  system  by  the  electromagnetic  induction  of  the  fixed  system. 
Fig.  258  shews  the  arrangement  of  a  Siemens  and  Halske  induction 
instmment.     It  is  based  on  the  principle,  due  to  Ferraris,  of  producing 
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a  rotary  field  by  splitting  up  a  single-phase  current  into  two  perpen- 
dicular components.     The  laminated  iron  ring  a  carries  the  poles  ee 

and  ff.  Between  the  latter,  there  is 
the  laminated  iron  cylinder  r.  In  the 
gap  there  is  a  movable  aluminium 
drum  b,  to  which  the  pointer  of  the 
instrument  is  connected,  and  this 
drum  tries  to  follow  the  rotary  field. 
If  the  instrument  is  to  be  used  for 
measuring  pressures,  sufficient  non- 
inductive  resistance  is  connected  in 
series  with  the  winding  on  the  pole 
ee^  to  bring  the  current  approximately 
into  phase  with  the  pressure  being 
mei^^ured.  The  winding  of  the  pole 
ff  forms  the  branch  SS  of  the  bridge 
arrangement  shewn  in  Fig.  259.  The 
pressure  to  be  measured  acts  between 
A  and  C,  whilst  between  C  and  B  a  choking  coil  of  impedance  Z^ 
is  connected.  By  suitably  adjusting  the  two  equal  resistances  rr 
and  the  resistance  r^  of  the  bridge,  it  can  be  arranged  that  the 
two  equal  currents  in  the  paths  SS  are  displaced  90*  in  phase  from 


Fio.  258.— Induction  Instrument. 


"omo'o^ 


Fio.  259.— (Connections  of  Induction  Instrument. 

the  pressure  acting  across  AC.  In  Fig.  260  the  vector  diagram 
of  the  scheme  is  shewn.  The  total  current  /  produces  the  pressure 
drop  Be  in  the  choking  coil.  Pressure  AB  is  made  up  of  AD  and 
JJB  on  the  one  side  and  of  AE  and  EB  on  the  other.  Since  the 
pressures  across  diagonal  paths  of  the  bridge  are  equal  and  similarly 
directed,  their  vectors  form  a  parallelogram.  This  is  also  the  case  with 
the  currents  in  the  four  paths.  Further,  we  have  /,  perpendicular  to 
AC.  Since  branches  rr  and  r,,  are  non-inductive,  we  have  also  I^\\  AE 
II  DB  and  /^  jj  BE.  (f>,  is  the  phase -displacement  of  the  current  in  the 
coils  SS  of  the  instrument.  The  diagram  only  holds  for  one  frequency, 
and  only  for  this  frequency  will  the  instrument  read  correctly.  For 
the  same  reason,  the  readings  also  depend  on  the  wave-shape,  and 
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the  instniment  must  be  calibrated  with  an  alternating-current  having 
the  same  wave-shape  as 
that  which   has   to   l)e 
measured. 

Induction  instru- 
ments made  by  several 
firms  are  based  on  the 
production  of  a  rotary 
field  having  a  very  local 
and  very  unsymmetrical  ^v^ 
distribution.     Fig.  261  ^ 

shews  the  arrangement 
of  such  an  instrument. 
An  aluminium  disc  S^ 
carrying  the  pointer 
of  the  instrument,  is 
capable  of  moving  be- 
tween the  poles  of  the 
horse-shoe  magnet  M. 
The  current  to  be  mea- 
sured is  sent  through 
the  winding  ^.  The 
pole  surfaces  of  the 
magnet  are  slotted,  to 
take  the  coils  w.  In 
the  latter,  currents  are  ^'°-  ^eo-vector  Dia^m. 

induced  which  react  on  the  resultant  field  between  the  pole  surfaces. 


Pki.  2G1.— Arrangement  of  Induction  Instrument. 
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so  that  at  the  right  pole  tip  (hence  inside  the  coils  w)  the  field  is 
lagging  with  respect  to  the  field  in  the  left  pole  tip.  We  thus  get  a 
local  rotary  field  moving  over  from  left  to  right,  so  that  the  disc  X 
tends  to  turn  in  the  same  sense. 

To  the  category  of  electrodynamic  instruments  also  belong  the 
wattmeters  in  general  use  for  me^isuring  power.  These,  however,  will 
be  dealt  with  in  a  separate  section. 


95.  Hot-wire  Instroments.  The  heating  of  a  wire  by  a  current  is 
proportional  to  the  square  of  the  effective  value  of  the  latter,  and  is 
independent  of  the  frequency  or  wave  shape.  Hot-wire  instruments — 
in  which  the  heating  of  a  wire  is  measured  by  its  extension — were 
first  introduced  by  Cardew. 

Fig.  262  represents  such  an  instniment,  as  made  by  Hartmann  and 
Braun.     The  extension  of  the  comparatively  short  wire  h  causes  the 

pointer  to  move  over  the  scale, 
as  the  figure  shews.  The  axis 
of  the  pointer  is  provided  with 
an  aluminium  disc,  which  moves 
between  the  poles  of  a  strong  per- 
manent magnet,  thus  preventing 
the  instrument  from  oscillat- 
ing. The  system  is  mounted 
on  a  plate,  made  up  of  brass  and 
iron  in  such  a  way  that  it  has 
the  same  coefficient  of  expansion 
as  the  wire.  In  this  way  it 
Incomes  entirely  independent  of 
thc'  temperature  variations  of 
the  surroundings.  An  adjusting 
screw  is  connected  to  one  end 
of  the  wire,  for  the  purpose  of 
bringing  the  pointer  to  zero  when  no  current  is  passing. 

These  instruments  are  made  both  as  volt-  and  ammeters.  As  volt- 
meter, a  current  of  al)out  0*22  amp.  flows  through  the  hot-wire  to  give 
the  maximum  deflection,  which  corresponds  to  a  pressure  drop  of 
3  volts. 

For  higher  pressures  a  resistance  made  of  constantin  wire  is  con- 
nected in  series,  which,  up  to  a  range  of  400  volts,  is  made  part  of  the 
instrument,  and  for  still  higher  voltages  is  contained  in  a  separate  box. 
A  pressure  drop  of  3  volts  is  much  too  high  for  ammeters,  and  con- 
sequently thicker  hot-wires  are  used  and  several  connected  in  parallel 
in  such  instruments,  so  that  the  drop  is  reduced  to  about  0*26  volt. 
The  wires  would  become  too  thick,  however,  for  currents  above 
4-5  amps.,  so  that  in  this  case  a  shunt  of  constantin  strip  is  placed 
across  the  hot  wire.  For  currents  up  to  100  amps,  these  shunts  are 
made  part  of  the  instrument,  but  above  this  range  they  are  kept 
separate. 


Fia.  262.- 


-Hot-wlre  InRtrumont  (Hartmann  and 
Braun). 
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In  spite  of  the  disadvantage  of  a  high  current  consumption,  the 
hot-wire  instrument  possesses  many  advantages.  Firstly,  the  heat 
produced  is  independent  of  the  wave  shape  or  frequency,  and  secondly, 
external  magnetic  variations  have  no  effect,  because  there  is  no  magnetic 
field  or  solenoid  present.  They  can  therefore  be  used  for  either 
continuous  or  alternating-currents,  and  can  be  calibrated  by  means  of 
continuous  current. 

Voltmeters  for  over  10  volts  can  be  protected  by  fuses  renewable 
from  the  outside,  but  for  lower  pressures  such  protection  is  impracticable 
on  account  of  the  high  resistance.  Ammeters  can  be  protected  from 
injury  in  a  simple  way  by  an  automatic  short-circuiting  switch. 

The  hot-wire  wattmeter  has  not  yet  been  made  practicable.  It  ia 
based  on  the  formula       ^^  ^  ^y  _^^_  ^y  ^  ^^.^/^ 

where  i  is  proportional  to  the  current  to  be  measured  and  i'  to  the 
pressure.  By  arranging  two  hot  wires  in  such  a  way  that  the  added 
current  (i  +  t')  fiows  through  one  and  the  subtracted  current  (t-»') 
through  the  other,  with  the  pointer  to  indicate  the  difference  of  the 
heating  of  the  two  wires,  an  instrument  for  measuring  the  power  of  a 
circuit  is  obtained. 

96.  Wattmeters.  All  wattmeters — i.e.  instruments  for  measuring 
power — used  in  practice  are  based  on  the  electrodynamic  principle. 


Flo.  2A3.— Wattmeter  Connections  for  Low  Pressures  and  Large  Currents. 

Of  the  two  coils  of  the  wattmeter,  the  fixed  one  is  connected  in  series 
with  the  circuit,  and  is  thus  traversed  by  the  main  current ;  whilst  the 
movable  coil  is  connected  in  parallel  with  the  circuit  whose  power  has 
to  be  measured.     The  connections  are  shewn  in  Fig.  263. 

Suppose,  for  the  time  being,  that  the  terminal  pressure  p  follows  a 
sine  wave,  thus  „       .      .         ^     t.    Pn. 


p^P^sirii^t    and    ^  =  -7^, 


and  the  main  current 
where 


and 


t  =  ^m«  sin  (a>^ -</>), 
P 


A.C. 
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Similarly,  the  current  in  the  shunt  coil  is 
i' =  ^m«  sin  (a>/ -</>'), 

where  /;„.,=  //-,;, 

and  <f>'  =  tan"^— r- 

^  r 

The  torque  acting  on  the  movable  coil  is  proportional  to  the  product 
of  t  and  t',  assuming  that  the  coil  is  always  held  in  the  same  position 
by  a  torsion  spring.  The  reading  a,  which  is  proportional  to  the 
torsion  of  the  spring,  is  therefore  proportional  to  the  mean  torque. 

Then,  if  /;,  is  a  constant, 


*,a=ij'«' 


dt 


=ircos{<f>-<f>') 

P 

=  /  —  COS  (</>  -  </>')  COS  <f>'. 


r 
The  power  to  be  measured  is,  however, 


Jr^^pidt^ 


PI  COS  <t>. 


Substituting  PI  from  the  first  equation,  we  get 

^        COS  (</)-</>  )  COS  <f> 

,      ,      l+tan2(^' 
^      1  +  tan  </>  tan  <p 

By  suitably  choosing  and  arranging  r  we  can  make  tan  </»'  —  --  very 
small,  so  that 

]V—  kf'a  =  constant  x  reading. 

When  we  have  a  terminal  pressure  whose  wave  is  not  sinusoidal,  but 

P  =  Pim..  sin  (u)/  +  \^i)  +  Anuu siu  (8W  +  ^3)  +  . . . , 

we  get,  as .  shewn  by  Prof.  II.  F.  freber,  in  the  official  report  of  the 
Frankfort  Exhibition,  1891, 

J  ^  PJs  cos ^3  ^  Ps/eCOS^s  ^ 

Tirj,    /       l+tan^  Pi/,  cos<^i     P,7|Cos</>i 


1  +  tan  </>  t4in  </>'        7^,/^  cos  <^,  c()s~<^i    1  +  tfin  </»,,  tan  </>i 
iVi  cos  </>!  co8'**^i    1  +  tfin  </>,  tan  ^; 

The  phase  displacements  <f>  and  </>'  apply  to  the  current  circuit  and 
pressure  circuit  respectively. 
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The  first  correctiDg  factor  is 

l-^tAn^4>'      ^ 1 

1  +  tan  <t>  tan  <^'  ~  1  -  tan  </>  tan  <^' 


ifo] 


for  tan  <^  >  0, 
tan<^  =  0, 
tan<^<0. 


The  second  correcting  factor  is  always  greater  than  unity,  but  even 
for  very  distorted  wave  shapes  is  o;ily  about  TiyJiy?y  greater,  and  can 
therefore  be  always  put  equal  to  1.     Hence,  for  any  wave, 

^r=jkiar'  — --i- -, (154) 

^      1  -  tan  «/>  tan  </> 

The  measured  power  IF  is  not  exactly  equal  to  the  power  given  to 
the  circuit,  but  somewhat  greater,  since  the  heating  loss  —  in  the 
pressure  coil  of  the  wattmeter  is  measured  with  it.  Hence  the  true 
power  \B  W-   7 ,  where  r'  is  the  resistance  of  the  pressure  coil. 

At  any  stated  voltage,  it  is  a  very  simple  matter  to  determine  the 
error  —7-  experimentally,  by  noting  the  wattmeter  reading  when  the 

T 

load  circuit  is  opened  so  that  the  true  power  is  zero. 

J 


Fio.  264.— Wattmeter  Connections  for  High  Fremures  and  Small  Currents. 

The  wattmeter  can  also  be  connected  as  shewn  in  Fig.  264.  Here 
likewise  the  power  measured  is  too  great  by  the  amount  /  V,  lost  in 
the  current  coil  of  resistance  r". 

If  in  the  above  circuits  we  have  power  produced  and  not  power 

consumed,  the  above  losses  I'^r"  and    -j  must  be  added  to  the  measured 

power  W  in  order  to  find  the  power  produced  in  the  circuit. 

To  obtain  minimum  eiTor,  the  former  scheme  of  connections  should 
])e  used  for  small  currents  and  large  pressures,  and  the  latter  for  low 
pressures  and  large  currents.  When  powers  at  high  pressures  are 
measured,  a  resistance  must  be  placed  in  series  with  the  shunt  circuit, 
to  keep  the  potential  difference  between  the  two  coils  of  the  wattmeter 
as  small  as  possible,  as  in  Figs.  263  and  264. 

In  addition  to  the  earlier  wattmeters  with  torsion  springs,  several 
firms,  e.g.  IFeMon  and  Siemens  ({'  Halske,  make  more  convenient  instru- 
ments in  which  the  movable  coil  (together  with  the  pointer)  changes 
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its  position  relative  to  the  fixed  coil.  From  this  it  follows  that  these 
direct-reading  instruments  have  not  a  uniform  scjile,  and  must  con- 
sequently be  calibrated  by  experiment. 

The  Weston  instruments  for  smaller  powers  have  a  compensating 
coil  wound  over  the  current  coil  and  carrying  the  current  flowing 
through  the  pressure  coil,  so  that  the  currents  oppose  one  another  in 
the  two  fixed  coils.  The  number  of  turns  of  the  compensating  coil  is 
chosen  so  that  the  power  is  measured  directly. 

For  direct  connection  in  high  pressure  circuits,  wattmeters  of  the 
type  due  to  Lord  Kelvin  are  specially  suitable. 

97.  Direct  Measurement  of  the  Effective  Values  of  the  Several 
Harmonics.  The  wattmeter,  however,  can  also  be  used  for  other 
purposes  than  the  measurement  of  power.     For  example,  with  two 


Fio.  265.— Connections  for  Direct  Heasuremont  of  the  Effective  Values  of  the  Several 
Uarmonicfl  in  a  Circuit. 

wattmeters  the  effective  values  of  the  pressures  and  currents  of  the 
several  harmonics  in  any  wave  can  be  measured  directly.  For  this 
purpose  we  must  have  auxiliary  sinusoidal  pressures  at  our  disposal 
at  frequencies  of  the  first,  third,  fifth  and  seventh  harmonics. 

The  current  under  investigation  is  sent  through  the  current  coil  of 
one  of  the  wattmeters,  whilst  the  current  coil  of  the  other  wattmeter 
(which  must  be  made  for  small  currents  and  high  pressures)  is  con- 
nected in  shunt.  The  pressure  coils  of  Iwth  wattmeters  are  connected 
to  the  circuit  in  which  the  sine- wave  pressure  is  produced. 

In  Fig.  265  7/,  and  i/g  represent  the  current  coils  and  iVj,  iV,  ^^^ 
pressure  coils.  The  voltmeter  F  measures  the  sinusoidal  pressure  I\ 
in  the  auxiliary  circuit  whose  frequency  can  be  adjusted  to  that  of  the 
first,  third,  fifth  or  seventh  harmonic. 

From  Section  64  we  know  that  only  currents  of  the  same  frequency 
can  act  on  one  another  electrodynamically,  and  that  this  action  is  a 
maximum  when  the  two  currents  are  in  phase.  If  we  then  wish  to 
measure  the  magnitude  of  the  fundamental,  we  induce  the  auxiliary 
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current  at  this  frequency  and  vary  its  phase  until  it  is  in  phase  with 
the  main  current ;  the  reading  on  the  wattmeter  is  then  a  maximum. 
Let  ^Fj  watts  denote  this  maximum  reading  and  P^i  the  value  of 
the  auxiliaiy  pressure  read  on  voltmeter  V;  the  effective  value  of  the 
fundamental  of  the  current  is  then 

^1 


'^-p. 


hi 


To  determine  the  effective  pressure  Pj  of  the  fundamental  current, 
the  phase  of  the  auxiliary  current  is  varied  until  the  pointer  of  the 
second  wattmeter  shews  a  maximum.  Denoting  this  maximum  reading 
in  watts  by  F^  and  the  pressure  of  the  auxiliary  circuit  again  by  P^n 
the  effective  value  P^  of  the  fundamental  of  pressure  will  be 

?^. 

■  *i 

where  ^  is  a  constant  depending  on  the  resistance  E. 

We  can  also  measure  the  phase  displacement  4>i  between  the  funda- 
mental pressure  P^  and  the  fundamental  current  /^.  This  is  best 
done  by  adjusting  the  phase  of  the  auxiliary  current  until  the  needle 
of  the.  first  wattmeter  shews  no  deflection.  Starting  from  this  position, 
the  angle  through  which  the  phase  of  the  auxiliary  current  must  be 
altered  to  bring  the  deflection  of  the  pointer  of  the  second  instrument 
to  zero  then  gives  directly  the  phase  angle  <t>^  between  Pj  and  /j. 

If  we  arrange  the  auxiliary  pressure  to  have  the  frequency  of  the 
third  harmonic,  we  get  in  a  similar  manner  the  effective  pressure  and 
current  of  the  third  harmonic,  viz. 


P,  =  Api    and    /,-p 


*s 


where  /Fg  is  the  maximum  power  on  the  first  wattmeter  and  Fj  on  the 
second,  whilst  Pf^^  is  the  effective  pressure  of  the  auxiliary  current  at 
this  periodicity.     <f>^  is  found  in  the  same  way  as  ^j. 

By  this  means,  the  effective  values  of  the  currents  and  pressures,  and 
also  their  phase  displacements,  for  the  several  harmonics  can  be  found 
directly,  and  an  insight  is  obtained  into  the  action  of  the  same. 

In  most  machines,  the  magnitude  of  the  several  harmonics  is  of 
more  interest  than  their  phase  displacement,  and  in  such  cases 
the  above  method  is  sufficient  for  their  investigation.  In  other  cases, 
e.g.  arc  lamps,  insulation  testing,  transformers  on  no-load,  where  the 
shape  of  the  pressure  curve  and  not  the  magnitude  of  the  several 
harmonics,  is  the  important  part,  the  above  determination  of  the 
harmonics  one  by  one  is  not  suflicient.  For  this  purpose,  the  oscillo- 
graph can  be  resorted  to — for  this  instrument  shews  the  complete 
curve  at  a  glance. 

98.  Measurement  of  Power  by  Means  of  Three  Voltmeters  or  Three 
Ammeters.     In  addition  to  the  measurement  of  power  by  wattmeters. 
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two  other  methods  may  be  mentioned,  viz.  the  three-voUmder  m^^Jial 
of  Aifrton^  Swinlmiiie  and  Smnpner  and  the  three-drnmeter  method  of 
Fl&nwuj. 

The  former  can  be  carried  out  as  follows 
(see  Fig.  266).  r  is  a  non-inductive 
resistance  in  series  with  the  circuit  whose 
power  IF  is  to  be  measured.  Since  the 
pressure  Pi  is  in  phase  with  the  current 
/,    Pi    and    Pii    can    be    geometrically 


-4 


■vwww- 


A 


r 


50 


Fio.  266.— Connect iona  for  the  Throe- Voltmeter 
Method. 


Fio.  267,— Pi-essuro  Diumm  of 
Three- Voltmeter  Method. 


added,  independently  of  their  wave  shape.     Fig.  267  is  the  vector- 
diagram  of  this  arrangement,  where  P^  is  the  resultant  of  Pi  and  Pu- 

The  power  due  to  Pn  is  : 

;r=Pn/cos<^„ 


D    A         ^ 
=  Pii  — co^<^„ 


i(i1- 


P\-K\ 


.(155) 


This  method  is  of  no  practical  use  liecause,  unless  the  power  consumed 
in  the  inserted  lesistance  is  fairly  large,  the  results  are  very  inaccurak. 

The  second  method,  the  three  ammeter  method,  is  also  of  littJe 
importiuice,  but  nevertheless  is  preferable  to  the  above,  since  the  full 
pressure  is  applied  to  the  loan  circuit,  the  non-inductive  resistance 
being  placed  in  parallel  with  the  latter  (see  Fig.  268).  The  diagram 
is  shewn  in  Fig.  269,  and  the  proof  is  as  follows : 

From  the  diagi^am  (Fig.  269)  we  have  firstly 

7F=  Pill  cos  ^11  =  rl  J II  cos  </)n 


-Un-i\-i'u). 


.(156) 
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Secondly,   denoting    the   momentary   values   of    the    pressure   and 
currents  by  jp,  io,  ii  and  i„,  we  get,  independently  of  the  wave  shape, 


to  —  *i  +  Zji ;     ii  -- 


The  momentary  power  in  branch  II. 


and  since    h  =  h  +  hi  +  ^hhi 


P 


then 


-„       ^  /  fi         -2        ^  \ 


-0- 


H 


Fio.  268.— Connections  for  the  Three-Ammeter 
Method. 


Fic.  26».— Current  Diagram  of  Three- 
Ammeter  Method. 


hence  the  mean  power  is 

This  is  the  same  as  the  previous  result,  from  which  we  see  that  the 
diagram  in  Fig.  269  is  correct. 

From  this  it  follows  in  general  that  the  graphical  addition  of  the 
cuiTent  A^ectors  of  parallel  circuits  is  allowable  if  all  these  circuits 
except  one  have  zero  reactance. 

A  method  for  experimentally  examining  the  admissibility  of 
geometrically  adding  effective  KM.F.'s  of  any  wave  shape  has  been 
given  by  Bedell  in  the  Elec.  Wmid,  Vol.  28,  No.  3. 

Let  Pi  and  Pu  be  two  pressures  of  any  wave  shape,  and  let  P,  be 
their  measured  sum,  whilst  P^,  is  their  measured  difference  (see  Fig.  270). 

Then  we  must  have 


and 
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whence,  by  addition, 


or 


i»e.  Pi,  is  the  line  containing  the  centre  of  gravity  of  the  triangle  whose 
sides  are  P„  P^  and  2i*,,  or,  in  other  words,  A  CD  must  be  a  straight 
line  if  it  is  allowable  to  add  P,  and  P,i  geometrically. 


"7 — ^ — ' — r 

Fio.  270.— Ezpeiimont  Hhewing  how  Proasures  can  be  added. 

By  means  of  this  proof,  we  can  shew  it  is  allowable  to  add  P,  and 
Pi,  geometrically,  if  we  measure  P,,  P„,  P^  and  P,. 

Instead  of  the  three-voltmeter  method  for 
measuring  power,  the  following  method  can 
also  be  used.  To  measure,  for  example,  the 
power  ;r=Pi,/cos<^,. 

Since  the  pressure  Pi  =  Ir  (Fig.  271)  is  in 
phase  with  the  current  /,  we  have 

By  subtracting  the  above  expressions  for  /^ 
and  P  ^,  we  have 


Il-Pl  =  j\[{{p,  +i',.)-  -  (i'l  -Pu)'-} 

4  f' 

=  j\  PiPndt, 


dl 


thus      ir- 


K-P", 


4;- 


.(157) 


Flo.  271.— Diagram  for  mcfut. 

Voltmeter?'"  ^^  *"''''""  °^  "^^       This  method  has  recently  been  recommended 

by  various  writers  for  cases  in  which  </>,,  is 

large ;  but  even  in  such  cases  it  is  very  inexact.     For  measuring  the 

power  in  circuits  with  large  phase  displacements,  it  is  advisable  to 
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have  special  wattmeters  with  scales  only  J  to  \  of  those  for  the 
ordinary  wattmeter.  For  example,  if  a  wattmeter  is  made  for  60 
amperes  and  100  volts,  the  torsion  spring  governing  the  movable  coil 
can  be  set  {i.e.  weakened)  so  that  the  instrument  has  its  maximum 
deflection  at  2000  watts  instead  of  at  6000.  One  may  also  use  the 
ordinary  wattmeter  and  overload  the  pressure  coil,  but  this  must 
naturally  only  be  done  for  short  periods. 

99.  Measurement  of  the  Power  in  a  Polsrphase  Circuit.      In  a 

symmetrical  n-phase  system  which  is  symmetrically  loaded,  we  found 

in  Chap.  XIII.  that  the  power  in  each  phase  is  -  th  of  the  total  power. 

From  this  it  is  obvious  that  the  power  in  such  a  system  can  be 
measured  by  a  wattmeter  inserted  in  any  one  of  the  phases.  The 
same  also  holds  for  a  balanced  two- phase  three- wire  system,  since  in  this 


4-^ 


r'^^ 

i 

^<^/ 

fA 

i 

< 
1 

► 

Fig.  272. — Measurement  of  Power  in  a  Balanced  Three- 
phaae  System  by  means  of  a  Wattmeter. 


Fig.  278. 


case  also  the  two  phases  produce  equal  power.  This  measurement  can, 
however,  only  be  made  directly  when  the  system  is  independent,  or  in 
the  case  of  a  star  system,  when  the  neutral  jwint  is  available,  so  that  the 
pressure  coil  of  the  wattmeter  can  be  connected  up.  To  carry  out  the 
measurement  for  a  ring  system,  the  latter  must  be  opened  at  some 
point  in  one  phase  and  the  current  coil  of  the  wattmeter  inserted, 
whilst  the  pressure  coil  is  connected  across  this  phase. 

In  cases  where  only  the  n  terminals  of  the  7i-phase  system  are 
available,  we  must  proceed  otherwise.  A  method  suitable  for  this  case 
was  given  by  Behn-Esqhenburg  in  the  E.T.Z.,  1896,  p.  182.  The 
current  coil  is  connected  in  series  with  one  of  the  mains,  and  the 
pressure  coil  between  this  main  and  an  artificial  neutral  point  0^ 
made  by  means  of  resistances,  as  shewn  in  Fig.  272  for  a  three-phase 
system. 

If  the  resistances  r'  between  the  two  points  A  and  B  and  the  point 
0^  are  chosen  equal,  the  neutral  point  0^  in  the  equilateral  pressure 
triangle  (Fig.  273)  will  fall  on  the  normal  from  Con  A  By  consequently 
the  pressure  O^C  is  displaced  by  the  phase  angle  </>  from  the  current 
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in  the  current  coil  of  the  wattmeter.      If  the  pressure  between  two 
wires  is  interlinked,  the  power  in  the  system  is 

;r=3/'/co8«/>. 

In  the  pressure  coil,  however,  we  have  not  the  pressure  3P,  but  ^: 

3P 
consequently  the  reading  must  be  multiplied  by  the  ratio  k^  =  -r- .      In 

the  pressure  triangle  (Fig.  273),  the  point  0^  is  determined  by   the 
method  for  finding  the  pressure  of  a  load  star  point,  p.  254,  and,  hence, 


r     r'     r'          / 
2     '•+2 

Now  ^  + 1?  = 

ilPj  since  a  side  of  the  triangle  equals  Ps/S 

Hence 

f_    SP 

r""2r  +  r' 

or 

and  the  power 

in  the  system  equals 

fF=rk^x  measured  power. 

If  we  make 
and 

r  =  /,  we  get 

/r=  3  X  the  measured  watts. 

% 


i%: 


If  a  polyphase  system  is  not  quite  symmetrical,  or  is  unsymmetriciilly 
loaded,  the  power  in  the  several  phases  may  differ  considerably.     For 

this  reason,  such  a  system 
cannot  be  regarded  as  bal- 
"  anced,  and  the  total  power 

can  only  be  ascertained  in 
the  same  way  as  for  any 

other  unbalance  system,  as 

the  two  following  methods 
shew. 

(a)     For     the    ordinary' 

Viu.  274. — MeaRurotnent  of  [\»wcr  iii  a  Three-wire  Three-  .  i 

phiwe  System  by  moana  of  Two  Wattmeters.  pOWCr  lU  any  Tl-phaSC  Systcni 

with  n  wires  we  need  only 
7i  -  1  wattmeters ;  for  any  one  of  the  n  conductors  can  be  regarded  as 
the  return  for  the  n  -  1  currents,  since  the  sum  of  all  the  currents  in 
the  system  equals  0.  The  current  coils  of  the  n  -  1  wattmeters  are 
all  connected  in  the  same  way  in  the  n  -  1  lines,  and  the  pressure  coils 
between  their  respective  lines  and  the  line  where  there  is  no  wattmeter. 
Fig.  274  depicts  the  connections  for  a  three-phase  system. 

From  the  several   wattmeters^  different  powers  will  be  obtained; 
should  any  of  these  be  negative,  the  wattmeter  must  be  reversed  and 
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its  power  prefixed  by  the  negative  sign;  the  algebraic  sum  of  the 
powers  thus  measured  gives  the  total  power  in  the  system. 

If  the  power  of  a  symmetrical  three-phase  system  is  measured  with 
two  wattmeters,  the  phase  displacement  of  the  currents  in  the  system 
can  be  found  from  the  wattmeter  readings. 

Let  the  three  phase-pressures  be  : 

j?i  =  jP\/2sin-(i>/, 
p„  =  Px/2sin((i>^-120°), 
jp„i  =  Px/2  sin  (0)^-240*'), 
ii  =  IJ2  sin  ((!)/-  <^), 
iii  =  J>/2sin(a)^-</)-1207 

^i  =  (Pi-Bii)^i 
Wn  =  (Pii-i^iii)*ii> 
^i  =  N/3f'/cos(</)-30''), 
/r„  =  N/3P/cos(</>  +  30*'). 
60^  ^n  =  0, 


and  the  currents, 

Then 
and 

whence 


For</>  = 


^-'^-wWii^y^- 


(158) 


The  above  assumes  sine  waves  for  both  currents  and  pressures,  and 
that  all  phases  are  equally  loaded. 

(h)  The  second  method  for  measuring  the  power  in  any  w-phase 
system  consists  in  using  n  wattmeters,  each  line  containing  one ;  the 


% 
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— {|v 
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4 


Pig.  275. 


Fin.  276. 


Moasuremont  of  Power  in  an  Unbalanced  Three-phase  System  by  meanH  of 
Three  Wattmeters. 


pressure  coils  can  be  connected  between  their  respective  lines  and  the 
neutral  line.  If  no  neutral  line  is  present,  all  the  ends  may  be  joined 
to  a  neutral  point.  In  the  former  case,  when  a  neutral  wire  is  present, 
each  wattmeter  measures  the  power  in  its  respective  phase.  In  the 
latter  case,  the  sum  of  the  readings  equals  the  total  power,  but  the 
several  readings  do  not,  in  general,  represent  the  power  in  the  several 
phases.  Consider,  for  example,  a  three-phase  system  without  a  neutral 
wire  (Fig.  275),  and  let  ABG^  (Fig.  276),  represent  its  pressure  triangle, 
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with  0^  as  the  middle  point  of  pressure  in  the  load.  The  pressures  of 
the  three  loads  are  Pj,  Pn  and  /'„i ;  further,  if  0^  is  the  middle  point 
of  pressure  for  the  pressure  coils  and  their  resistances  and  O^O^  is  equal 
to  P„  then  the  momentary  values  of  the  three  measured  powers  are : 

^\ll  =  {Pui-Px)hliy 

hence  u^  +  Wn  +  w'm  =  jy,  h  +pii  in  -^Puihu , 

which  proves  the  correctness  of  the  measuremeiit. 

100.  Measurement  of  the  Wattless  Gomponent  of  an  Alternating 
Current.     When  we  wish  to  determine  the  wattless  component  in  anv 

circuit,  the  pressure,  current  and  power  factor,  cos  0  =  jyp  will  serve  for 

finding  sin  </>,  from  which  the  wattless  current  can  be  calculated.  At 
low  power-factors,  however,  the  results  thus  obtained  are  not  accurate. 
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Fio.  277. 


Fm.  27a 


As  seen  from  Fig.  277,  in  which  sin  </>  and  cos  <f>  are  plotted  as  functions 
of  1  -  cos  <^,  a  small  error  in  the  reading  of  the  instiniment,  that  is, 
in  cos  </),  causes  a  large  error  in  sin  <f>.  If,  for  instance,  the  power 
factor  cos  </)  =  0*99,  and  unity  was  read  off  the  instruments  (which  only 
amounts  to  an  error  of  1  %),  the  wattless  current  of  14  %  would  have 
escaped  notice.  Especially  in  cases  where  condensers  and  synchronous 
motors  are  used  to  raise  the  power  factor  to  unity,  it  is  advisable  to  have 
instruments  which  enable  the  wattless  current  to  be  accurately  measured. 

Of  the  various  methods  which  have  been  published,  only  a  few 
which  have  found  their  way  into  practice  will  be  described  here. 

(a)  The  principle  of  an  instrument  by  Hartmann  and  Braun  is  given 
in  Fig.  278.  The  coil  JB  is  traversed  by  the  current  i  =  I  sin  (ait -4) 
and  produces  a  field  4>  =  *^o  ^^^'  i^^  ~  ^)*  ^  current  i'  =  /'  sin  w/  in  phase 
with  the  pressure  is  sent  through  the  coil  1),  whilst  a  current 


i'  =  /'sin  ( w/-    j, 
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at  right  angles  to  the  pressure,  is  sent  through  the  coil  C,  which  stands 
at  90'  to  D, 

When  I)  is  displaced  through  the  angle  a  from  the  field,  the  torques 
exerted  oh  the  coils  are  : 

4>  /' 

§1  =  — ^  sin  a  cos  <^, 

§2  =  -  ^-  sin  4i  cos  a. 

The  movable  system  will  come  to  rest  at  such  an  angle  that  ^^  —  K^ 
i.e.  tan  a  =  tan  <^.  We  measure  therefore  tan  <^,  which  function,  in  the 
neighbourhood  of  unity,  is  as  sensitive  to  changes  of  <^  as  sin  </>  itself. 

This  instrument  is  of  great  use  as  syivchronisei\  for  it  8er\'es  to  denote 
phase  equality  and  synchronism  when  paralleling.  When  a  current  is 
sent  through  AB^  proportional  to  and  in  phase  with  the  pressure  of  a 
generator  (or  bus  bars),  and  a  current  in  phase  with  the  pressure  of  the 
otben  generator  to  be  paralleled  through  2>,  and  a  current  at  90"  to  this 
pressure  through  C,  then  the  position  of  the  movable  coils  will  give  the 
phase  difference  between  the  pressures  of  the  two  generators. 

In  large  generators,  in  paralleling  which  it  is  highly  important  to  know 
the  exact  instant  of  phase  equality,  this  instrument  is  of  great  service. 
The  methods  of  synchronising  by  means  of  lamps  or  phase  voltmeters, 
since  they  are  not  very  sensitive,  may  give  rise  to  heavy  rushes  of 
current  on  switching  on.  This  instrument  was  first  largely  used  in  the 
power  station  at  Niagara  Falls. 

It  may  be  further  mentioned  that  neither  the  angle  between  C  and 
D  nor  the  phase  displacement  between  the  currents  in  these  coils  needs 
to  be  exactly  90*.  So  long  as  there  is  a  space  and  time  angle,  the 
instrument  will  respond  to  phase  displacement. 

(6)  The  principle  of  displacing  the  current  in  the  pressure  coil  90° 
from  the  pressure  in  an  ordinary  wattmeter  can  also  be  used  to  measure 
the  so-called  imaginary  power,  or  with  a  constant  pressure,  the  wattless 
current.  Then  the  instniment  will  give  the  value  jP/sin<^  instead  of 
P/co8</>.  By  connecting  a  large  capacity  in  series  with  the  pressure 
coil,  a  phase  displacement  of  about  90 **  can  easily  be  obtained. 

{c)  We  have  still  to  deal  with  the  application  of  wattmeters  as  phjise 
indicators  in  polyphase  systems. 

If  all  the  phases  of  a  three-phase  system  are  balanced  and  the 
pressure  is  a  sine  wave,  we  can  obttiin  the  phase  displacement  by  two 
readings  on  one  wattmeter  from  Formula  158,  p.  315, 

Provided  we  do  not  alter  the  sensitiveness  of  the  instrument  we 
need  not  know  the  constants  but  merely  note  the  readings. 

The  G.E.C.  of  America  have  made  instruments  with  two  pressure 
coils  (Fig.  279^ ;  the  pointer  then  takes  up  a  position  corresponding  to 
the  phase  displacement.    The  scale  is  calibrated  on  test  and  reads  cos  </». 
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Such    instruments    should   only   be    installed,    however,    where    h 
knowledge  of  the  wattless  current  is  essential. 
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Fi(i.  279.— Connections  of  Power-factor  Meter  (Q.E.C.X 

The  phase  meter  of  the  A. E.G.  (due  to  Dolivo  von  Dobrowolsky) 
is  based  on  the  principle  of  the  induction  instrument  (sec  Fig.  258). 
Here,  however,  the  one-coil  system  must  be  traversed  by  a  current  in 
phase  with  the  pressure.  The  displacement  of  90*  mentioned  on  p.  317 
is  not  necessary.  The  instrument  reads  PI  sin  <t>,  or  at  constant 
pressure,  the  wattless  current  /sin  <^. 

All  instruments,  however,  which  are  based  on  induction  effects  have 
the  disadvantage  that  they  are  largely  influenced  by  frequency  and 
wave  shape. 

101.  Determination  of  Wave  Shape  of  a  Pressure  or  Current  by 
means  of  Contact  Apparatus  and  Galvanometer.     To  determine  the 

instantaneous  values  of  a  rapidly 
varying  pressure  or  current,  care 
must  be  taken  that  only  one  and 
the  same  momentary  value  acts  on 
the  instrument — this  is  attainable 
with  Joubert's  disc  and  contact 
apparatus.  For  every  revolution  of 
the  rotating  contact  apparatus,  the 
same  momentary  current  is  tapped 
off  once.  The  arrangement  of  the 
contact  apparatus  and  the  measure 
ment  of  the  current  thus  tapper!  off 
may  be  accomplished  in  various 
ways,  only  two  of  which,  however, 
will  be  given  here.  The  one  is  a 
zero  method,  and  is  specially  suitable 
for  ficcuratc  work,  whilst  the  other, 
due  to  BJondel,  is  more  convenient 
and  needs  less  time. 

The  zero  or  comperutation  meilwd  is 
given  in  Fig.  280. 

G  is  the  generator  from  which  a 
current  is  sent  through  the  resistances  i\  and  u.  Parallel  to  the  resis 
tance  i\ ,  the  contact  apparatus  K-A  and  a  galvanometer  are  connected, 


mmmm-^-wmn 


Fio.    280. — Determination    of    Pressure    and 
Current  Curve*  by  the  Zero  Method. 
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tx)gether  with  the  part  c-d  of  the  wire  Orb  which  is  connected  to  a 

battery  B.     If  the  contacts  c-d  are  shifted  along  the  wire  until  the 

galvanometer  shews  no  deflection,  the  pressure  over  the  part  c-d  equals 

the  required  momentary  value.     That  is,  the  momentary  value  being 

cd 
measured  = -T  X  p,  where  p  is  the  pressure  across  the  whole  wire  Orb, 

The  galvanometer  must  be  a  rather  heavily  damped  Deprez-galvaivomefer 
with  a  long  period  of  oscillation  and  high  sensitiveness. 

BlondeUs  method  as  used  by  Siemens  and  Halske  in  conjunction 
with  a  synchronous  motor  is  very  convenient  for  practical  work,  since 
the  apparatus  can  be  used  anywhere.     Fig.  281  shews  the  scheme. 

The  pressure,  whose  curve  is  to  be  found,  is  applied  to  the  terminals 
A'j  and  K^,  By  means  of  the  contact  apparatus  K-A^  which  is  driven 
by  a  synchronous  motor  running  from  the  mains  being  tested,  the 
condenser  C  is  charged  each  time  contact  is  made  and  discharged  in 
the  next  instant  through  the  galvanometer  G,  whose  throw  is  thus 


Fio.  S81.— Determination  of  Pressure  and 
Current  Curves  by  Blondel's  Method. 


MV 


Pk».  282.— Dottimiiuation  of  Pressure 
and  Oirrent  Curves  by  means  of  a 
MiUi-voltmetor. 


proportional  to  the  respective  momentary  pressure.  A  well-damped 
milli-voltmeter  can  also  be  used  to  measure  this  momentary  pressure, 
hut  it  is  found  that  the  deflection  is  not  proportional  to  the  momentary 
value,  so  that  the  scale  of  the  milli-voltmeter  must  be  calibrated  by 
means  of  a  direct  pressure  applied  at  the  terminals  K^  and  K^, 

This  brings  us  to  the  thiid  method,  shewn  in  Fig.  282,  in  which  the 
capacity  is  omitted  and  a  sufficiently  large  deflection  of  the  milli- 
voltmeter  is  obtained  by  introducing  a  small  resistance.  Of  course,  in 
this  case,  the  instrument  will  be  largely  overloaded  during  the  period 
of  contact,  which,  however,  is  too  short  to  cause  damage. 

Care  must  be  taken  that  the  instrument  is  disconnected  before  the 
synchronous  motor  is  switched  off",  because  otherwise  the  motor  might 
come  to  rest  in  such  a  position  that  contact  was  made  continuously, 
which  would  result  in  burning  out  the  instrument.  To  obtain  steady 
deflections,  a  mnge  of  about  one-third  the  scale  should  not  be  exceeded. 
Greater  deflections  are  unsafe  owing  to  the  large  currents  broken  at 
the  contact-maker.  The  good  adjustment  of  the  con t-jict  spring  is  of 
especial  value,  since  the  presence  of  small  sparks  makes  accurate  results 
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impossible.     For  this  reason,  only  a  pirt  of  the  pressure  should    be 
used  in  taking  the  pressure  curve. 

The  method  of  obtaining  the  current  curve  is  similar  to  the  above, 
the  current  being  passed  through  a  suitable  non-inductive  resistance 
and  the  pressure  curve  taken  at  its  terminals.  It  is  desirable  to 
calibrate  this  also  with  direct  current.  Deviations  from  the  propor- 
tionality up  to  20  %  may  occur  through  variations  in  the  contact 
resistance  at  the  contacts,  and  it  is  therefore  advisable  to  clean  the 
contact  disc  with  switch  oil. 

In  the  above  methods  it  is  chiefly  the  sparking  at  the  contacts  which 
vitiates  the  accuracy  of  the  curves.  This  difficulty  is  completely 
overcome  by  (hoem'  differential  galvanometer*  (Fig.  283). 


-BS 


Fio.  288.— Differential  Galvanometer  for  Dotcmiination  of  Altemating-curroiit 
Curves  (H.  B.  Owenn). 

The  alternating  current  to  be  measured  is  sent  through  the  two  outer 
fixed  coils  and  a  direct  current  through  the  two  inner  ones  or  vice 
versa.  A  synchronous  motor,  driven  by  the  current  under  considera- 
tion, carries  a  contact^maker;  which  periodically  closes  a  direct-current 
circuit  containing  the  movable  coils.  The  four  fixed  coils  act  on  the 
movable  turns  only  when  the  circuit  is  closed.  Hence,  if  the  direct- 
current  flowing  in  the  inner  fixed  coils  is  varied,  the  momentary  value 
of  the  alternating  current,  which  only  flows  in  the  moving  coils  at  the 
moment  the  circuit  is  closed,  can  be  compensated,  so  that  the  coils  do 
not  deflect.  A  calibration  is  here  necessary,  in  order  to  know  what 
relation  the  direct  current  bears  to  the  momentary  values  of  the 
alternating  current. 

For  exact  measurements  the  arrangement  of  the  contact  apparatus 
shewn  in  Figs.  284rt  and  b  and  devised  by  G,  Schcule  is  very  useful. 
In  this  arrangement,  there  are  no  rubbing  surfaces,  but  contact  is  made 
by  pressure.  The  time  of  contact  is  very  small,  so  that  rapid  changes 
in  the  curve  can  be  accurately  measured. 

The  instrument  consists  of  the  contact-disc  S  coupled  to  the  shaft  of 

*  Amer.  hint,  of  Elect.  Eng.  1902,  p.  753. 
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the  machine,  a  segment  T  and  the  sliding  piece  of  ebonite  G  which  can 


Fio.  284a. 

be  shifted  over  this  segment.  G  carries  the  contact  springs  /j  and  /g 
insulated  from  it  and  the  control  springs  /g  and  /j.  aS'  carries  a  contact 
cam  rij.  The  wires  a  and  h  are 
connected  once  in  every  revolu- 
tion, when  Uy  comes  underneath 
/^.  /j  is  thus  lifted  until  k^ 
makes  contact  with  /^.  In  the 
next  instant  the  circuit  between 
a  and  h  is  broken,  due  to  /^  and 
/o  being  raised  together,  thereby 
shifting  ^2  from  its  position.  To 
prevent  n^  from  making  further 
contact,  a  second  cam  n^  behind 
ihy  is  provided.  This  keeps  /g 
raised  until  /j  returns  to  its 
original  position. 

102.  The  Oscillograph.  The 
point-by-point  methods  just  de- 
^ribedfor  delineating  alternating- 
current  curves  have  many  great 
disadvantages.  In  the  first  place 
they  require  much  time,  and 
secondly  they  are  often  inexact. 
Point-by-point  methods  are,  of 
course,  out  of  the  question  alto- 
gether when  the  successive  waves 
are  not  identical.     In  this  case,       „     oo..    ^    .  .     ,     ,     .  .     .  . 

.1  •;?  t  F*o-   2846.— Contact-maker  for  deterraininff 

niStnUUentS  known  as  OSCUlogrwphS  Altematlng^urrent  Curves  (©.  Schade), 

A.O.  X 
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can  be  used  for  taking  such  curves,  especially  as  they  have  been  much 
improved  of  late  years.  In  Vol.  XXVlII.  (1899)  of  the  Journal  of  the 
Inst,  of  Elec,  Engineer's,  Duddell  and  Marchant  described  an  oscillograph 
constructed  according  to  a  suggestion  by  Blondel.  The  following  is  a 
summary  of  this  description. 

In  Fig.  285  the  instrument  is  shewn  diagrammatically.      In   the 
narrow  gap  between  the  poles  NS  of  a  powerful  electromagnet  are 


t 


Fiu.  2S5.— Diag^i'aramatic  View  of  OBclllograpli. 

stretched  the  two  parallel  sides  //  of  a  metal  strip  which  passes  over  a 
small  disc  aS'.  At  the  bottom  the  strip  is  fixed  at  hby  and  above  it 
presses  against  the  bridge  C.  The  current  flows  up  one  side  of  the 
strip  and  down  the  other.  Owing  to  the  electromagnetic  action 
brought  into  play,  the  one  conductor  will  be  displaced  forwards  and 
the  other  backwards,  whereby  the  small  mirror  d,  fixed  to  the  two 
conductors,   will  be  deflected   through  an    angle,   which,   for  small 
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deflections,  will  be  proportional  to  the  current  flowing  through  the 
strip.     An  oscillograph  should  fulfil  the  following  conditions  : 

1.  The  time  of  natural  oscillation  of  the  conductors  //  must  be  very 
small  compared  with  the  period  of  the  alternating-current  being 
measured. 

2.  The  instrument  must  be  damped  so  as  just  to  prevent  the 
movement  becoming  oscillatory. 

3.  The  apparatus  must  have  a  negligible  self-induction. 

4.  The  sensitiveness  must  be  sufficiently  large. 

The  requisite  damping  is  obtained  by  surrounding  the  conductors 
and  mirror  with  oil,  the  case  for  the  oil  being  formed  by  the  pole-faces 
for  the  sides,  a  brass  plate  for  the  back  and  a  lens  for  the  front. 

In  order  to  observe  the  movements  of  the  mirror,  a  ray  of  light  is 
reflected  from  it  by  means  of  another  rotating  mirror ;  or  by  suitable 
arrangements,  the  moving  ray  of  light  can  be  photographed. 

Actually  the  instrument  is  provided  with  two  strips,  each  strip 
occupying  a  separate  space  in  the  magnetic  circuit,  so  that  the 
pressure  and  current  curves  can  be  taken  simultaneously.  In  addition 
to  this,  between  the  two  movable  mirrors  there  is  a  small  fixed  mirror. 
The  ray  of  light  reflected  from  this  fixed  mirror  then  gives  the  zero  line. 


(8) 


Fio.  2B6a.—])uddeU  and  MaivhanVs  Oscillograph. 

Fig.  286a  shows  a  front  view  of  the  instrument.     The  front  part, 
together  with   the  lens,  is  removed  and   placed   on  the  left  at  a. 
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The  glass  tube  b  fixed  to  this  part  is  for  inserting  the  damping  oil. 
The  optical  system  of  the  apparatus  is  shewn  in  Fig.  286A.  0  is  the 
oscillograph  with  the  two  vibratory  mirrors  s^  and  s^,  whilst  Sj,  is  the 
fixed  mirror  and  I  is  the  lens.  The  beam  of  light  is  supplied  l^y 
the  direct-current  arc  lamp  lantern  L. 

The  light  passes  through  a  system  of  lenses  and  a  vertical  slit  (/ 
(about  1*5  mm  wide).  The  slit  d  is  about  270  cm  away  from  the 
lens  /. 

The  photographic  pUte  is  dropped  through  an  arrangement  at  S. 
During  its  motion  (vertical)  the  plate  passes  a  horizontal  slit  some 
6  mm  wide,  through  which  the  light  from  the  mirrors  falls  on  to  the 
plate.  The  vertical  distance  of  the  case,  which  holds  the  plate,  above 
the  slit  must  be  chosen  so  that  the  mean  velocity  of  the  plate  in  moving 
over  the  sht  is  640  cm  per  sec.     For  bringing  the  plate  to  rest  after 


QD^i--- 


Fir..  2SG6.— Arrangement  of  Oscillograph  0. 

passing  the  slit  there  is  a  braking  arrangement  which  acts  by  pressing 
a  spring  against  the  back  of  the  plate.  The  plates  are  brought  to 
and  taken  from  the  apparatus  by  means  of  light-tight  bags  and 
wooden  cases. 

In  front  of  the  slit  there  is  a  cylindrical  lens  C  whose  axis  is  hori- 
zontal. This  serves  to  concentrate  the  light  coming  from  the  vertical 
slit  d  and  to  produce  a  sharp  point  of  light  at  S.  R  is  the  rotating 
mirror  driven  by  the  small  direct-current  motor  3/.  A  strip  of  film 
can  be  used  instead  of  the  plate  to  obtain  a  continuous  photograph  of 
the  curve. 

in  order  to  observe  the  curve  continuously,  a  white  plate  is  fixed  at 
S  exactly  behind  the  falling  plate.  The  rays  reflected  from  the  small 
mirrors  s^ ,  s^  and  53  then  fall  on  the  white  screen,  and  the  wave-shape 
can  be  observed  in  the  rotating  mirror  at  the  same  time  as  the 
exposure  is  taken. 

The  Cambridge  Scientific  Instrument  Co.  constructs  such  an  oscillo- 
graph in  which  the  time  of  natural  vibration  of  the  strip  is  less  than 
-iJshi-Q  second. 


Digitized  by 


Google 


THE  OSCILLOGRAPH 


326 


The  maximum  permissible  current  for  these  oscillographs  is  0-1  amp. 
Usually,  however,  the  desired  amplitude  of  the  wave  can  be  obtained 
with  a  considerably  smaller  current. 


Fio.  287. 

A  further  great  advantage  of  the  oscillogiaph  is  that  the  shape  of 
the  curve  can  be  inspected  before  it  is  photographed. 

Fig.  287  shews  an  oscillograph  on  the  same  principle,  made  by 
Siemens  &  Halske. 

103.  Braim's  Tube.  The  cathode  rays,  emitted  in  an  exhausted 
tube  from  the  surface  of  the  cathode  where  the  current  lines  from  the 
anode  strike,  are  diverted  by  a  magnetic  field  into  a  plane  perpendicular 
to  the  direction  of  the  lines  of  force.  In  a  rotary  field  of  constant 
strength,  therefore,  the  cathode  rays  will  describe  a  conical  surface. 
Since  a  cathode  ray  causes  chalk-,  Balmain's  luminous  paint  and 
many  other  bodies  which  it  meets  to  glow  brilliantly,  the  magnetic 
field  can  be  represented  by  means  of  a  luminous  curve,  which  can  be 
photographed.  If  the  vector  representing  the  rotary  field  fluctuates 
periodically,  the  luminous  curve  will  be  the  polar  diagram  of  this 
vector.  This  method  is  very  sensitive,  and  can  be  so  arranged  that 
even  fields  of  yV  C.G.s.  unit  can  be  detected. 

If  the  field  is  merely  alternating,  the  ray  will  only  be  diverted  in 
one  plane,  and  will  swing  with  the  frequency  of  the  current.  The 
luminous  line  thus  formed  will  represent  a  curve  on  a  uniformly 
revolving  mirror.  The  curve  can,  however,  be  also  seen  directly  on 
the  screen,  when  the  cathode  ray  is  given  a  uniform  velocity  perpen- 
dicular to  the  plane  in  which  it  swings,  by  means  of  a  variable  auxiliary 
current.  This  auxiliary  current  can  be  obtained,  for  example,  by 
means  of  a  contact  0  (Fig.  288)  moved  uniformly  along  the  wire  JB, 
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The  current  traversing  the  coil  S  will  then  be  nearly  proportional  to 
the  time.  This  is  most  easily  obtained  by  placing  the  wire  AB  on  the 
,.  periphery  of  a  disc  revolving  synchron- 

ously with  the  alternating-current,  whilst 
C  remains  stationary.  In  this  way 
corresponding  points  of  the  current 
curve  always  fall  on  the  same  part  of 
the  luminous  screen,  so  that  the  curve 
on  the  latter  appears  stationary  and 
can  be  photographed. 


Flo.  288. 


104.  Measurement  of  the  Frequency  of  an  Altemating  Gorrent. 
(a)  To  jneasure  the  frequency  of  an  alternating-current  the  effects  of 
resonance  may  be  used,  because  these  phenomena  always  depend  on  the 


we  are  dealing  with  the  resonance 


frequency,  no  matter  whether 
between    a    current   and   a 
tuning-fork  or  with  electric 
resonance. 

Fig.  289  shews  .  a  steel 
fork  vibrating  under  the  in- 
fluence of  an  alternating- 
current  magnet.  In  such  an 
apparatus  resonance  occurs 
between  the  alternating  mag- 
netic field  and  the  fork,  when 
the  natural  time  of  vibra- 
tion of  the  latter  is  an  exact 
multiple  of  the  frequency  of 
the  current.  If  either  is 
altered,  the  vibrations  dis- 
appear, together  with  the 
note  given  out  by  the  fork. 

Inthei;.r.Z.,1899,p.873, 
an  instrument  of  this  nature 
for  finding  the  frequency  is 
described  by  JE.  SWckhart. 
The  chief  part  of  the  instrument  consists  of  a  soft-iron  tuning-fork 
carrying  weights  which  can  be  moved  along  its  limbs  to  vary  the  time 
of  vibration.  Between  the  ends  of  the  fork  there  is  a  soft-iron  core 
wound  with  a  coil  through  which  the  alternating-current  is  sent.  Each 
of  the  movable  weights  carries  a  pointer  which  moves  along  a  fixed 
scale,  from  which  the  frequency  of  the  current  is  read  off  directly.  To 
take  the  measurement  the  weights  are  displaced  until  the  note  given 
out  becomes  loudest. 

In  the  EJ\Z.y  1901,  p.  9,  Kempf-IIartmann  described  a  different 
method  for  directly  measuring  the  frequency.  The  instrument  has 
32  steel  tongues  (similar  to  that  in  Fig.  289)  having  different  natural 
periods  of  vibration,  all  of  them  being  fixed  in  a  ring  with  their  free 


Fid.  289.— Di&fframmatic  Repreaentation  of  Flat  Spring 
vibrated  by  an  Alteniatiug-current  Magnet. 
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ends  pointing  upwards.  By  turning  a  screw  the  tongues  can  be  passed 
across  the  poles  of  an  electromagnet.  As  soon  as  the  tongue  corre- 
sponding to  the  frequency  of  the  current  enters  the  field,  it  commences 
to  give  out  its  note.  The  frequency  is  then  read  oflf  directly  on  the 
scale.  The  loudness  is  immaterial ;  the  vibrations  of  the  tongue  can 
even  be  observed  through  a  glass  plate — and  the  adjustment  is  made  so 
as  to  obtain  the  maximum  amphtude  of  vibration. 

With  these  acoustic  instruments  it  is  possible  to  determine  the 
frequency  to  within  about  one-fifth  of  a  whole  period. 

Figs.  290a  and  b  shew  FraJim^s  frequency  measurer.*  A  series  of 
springs  /,  made  from  spring  steel  as  used  for  clocks,  are  adjusted  for 
different  periods  of  vibration  and  fastened  to  a  common  bar  8.  This 
bar  is  connected  to  the  plate  p  by  means  of  two  steel  springs  bb  (called 
bridges),  so  that  it  can  move  somewhat  about  its  longitudinal  axis. 


Fio.  290a. 


Frahm's  Frequency  Measurer. 

On  this  bar  also  a  fiat  piece  of  iron  a  is  fixed,  which  forms  the 
armature  for  the  magnet  m.  The  magnetism  of  this  latter  is  alternately 
strengthened  and  weakened  by  the  current  whose  frequency  is  being 
measured — the  current  being  sent  through  the  coils  cc.  The  bar, 
together  with  the  springs  attached  to  it,  are  thus  set  vibrating  synchron- 
ously with  the  alternating-current,  and  the  particular  spring  whose 
natural  period  of  vibration  harmonises  with  this  motion  is  set  swinging 
to  a  sufficient  extent  to  enable  the  motion  at  the  head  k  to  be  distinctly 
observed. 

(b)  A  black  disc,  having  a  white  line  drawn  on  it  radially,  is  used 
for  the  stroboscopic  method  of  measuring  the  frequency.  The  disc  is 
mounted  on  the  shaft  of  a  motor 'and  is  lit  up  by  an  arc  lamp  working 
on  the  alternating-current  being  investigated. 

The  light  of  the  arc  lamp  varies  periodically  with  the  frequency  of 
the  current,  and  when  the  speed  of  the  stroboscopic  disc  is  equal  to  this 
frequency,  the  white  line  will  always  be  illuminated  in  the  same  place 
and  appear  to  be  at  rest.     If  the  speed  of  the  disc  is  less  than  the 

♦See  E.T.Z.,  1905,  p.  264. 
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frequency,  the  line  will  appear  to  rotate  in  the  opposite  direction  to 
the  disc,  and  if  greater,  in  ttie  same  direction. 

This  method  of  measuring  the  frequency  is  similar  to  that  for 
determining  the  slip  of  an  induction  motor,  which  is  treated  fully  in 
fFechselstronUechnik,  Bd.  V.,  Part  I.,  Sect.  74. 

106.  Instrument  Transformers.  In  the  measurement  of  very  heavy 
currents  or  high  pressures,  it  is  often  not  possible  to  connect  the 
instruments  directly  in  the  respective  circuits,  for  instruments  suitable 
for  these  extreme  values  of  current  and  pressure  would  become  both 
expensive  and  impracticable,  whilst  such  instruments  in  connection 
with  high  pressures  could  not  be  used  without  danger.  In  such  cases, 
therefore,  instrument  transformers  are  used. 

In  Fig.  291,  Tr  shews  the  connections  of  a  pressure  transformer  for 
measuring  the  pressure  across  the  bars  *S.  jT^  is  a  current  transformer 
for  measuring  the  current  flowing  in  the  line  Z. 


Fig.  291. —Connections  of  Presaure  and 
Current  Transformers. 


Fig.  2U2.— Connections  of  Wattmeter  with 
Instrument  Transformers. 


As  a  first  approximation,  where  the  various  losses  in  the  transformers 
are  neglected,  the  pressures  will  be  directly  proportional  to  the  numbers 
of  turns  and  the  currents  inversely  proportional,  thus 


p  r^ll  p'  —  u  P'  ■ 


Usually  the  instruments  are  provided  with  scales  to  read  the  primary 
values  directly. 

If  the  instrument  transformers  are  connected  to  a  wattmeter,  as 
shewn  in  Fig.  292,  and  again  neglecting  the  losses,  the  power  supplied 
to  the  line  L  will  be  ,. 

where  IF'  is  the  reading  of  the  wattmeter. 

On  load,  the  pressure  transformer  works  as  on  no-load,  for  the 
voltmeter  current  must  be  very  small.  The  current  transformer,  on 
the  other  hand,  is  practically  on  short  circuit,  for  the  terminal  pressure 
of  the  ammeter  is  very  small. 

When  the  range  of  a  voltmeter  is  increased  by  placing  resistance  in 
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series,  that  of  an  ammeter  by  placing  resistance  in  parallel,  the  losses 
increase  as  the  range  is  enlarged.  On  the  other  hand,  instrument 
transformers  allow  of  extreme  values  of  current  and  pressure  being 
measured  without  causing  larger  losses  than  exist  in  the  instruments 
on  their  normal  range,  when  the  losses  in  the  transformers  themselves 
are  neglected. 

(a)  Pressure  Transformer,  To  investigate  instrument  transformers, 
we  start  from  the  secondary  values  of  current,  pressure  and  impedanee, 
reduced  to  the  primary,  and  write 

From  eq.  88,  p.  157,  we  have  for  the  pressure  transformer, 

5'=C?i  +  ('V5?;r.  =  C'.  +  ft?,.J'., 

where  y,  is  the  admittance  of  the  voltmeter  reduced  to  primary. 
Further,  as  shewn  before, 

V2 

Zjfj  in  the  equivalent  circuit  (Fig.  293)  is  the  short-circuit  impedance 
measured  between  the  terminals  1-1  when  the  terminals  2-2  are  short- 
circuited.  Let  Zg2  denote  the  short-circuit  impe- 
dance between  2-2  when  the  terminals  1-1  are 
short-circuited. 


Fio.  293.— Equivalent  Circuit  of  Preusuro  Tranefomier. 

Then  C^K^  =  C^Zg2, 


Pio.  204.— Pressure 
Diagram. 


y  =  (;i(l  +2'^,?/,)  =  (1  +^,y„)(l  +^,«y,) 


=  \+€-jt„ 


.(159) 


where  c  is  the  percentage  pressure  rise  in  phase  with  Pg*  ^"^  ^*  t;he 
percentage  pressure  rise  leading  l\y  by  90'  (Fig.  294). 
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Since  y,  must  be  kept  very  small,  it  is  sufficiently  accurate  to  put 
p 

=  i+«^iy.+(?i+?«)y., 

Since  the  imaginary  part  of  this  expression  is  very  small  compared 
with  the  real,  the  ratio  between  the  effective  values  of  the  pressures 
can  be  written 

J^^l+r,(^.  +  ^.)+«i(6,  +  6.)  +  r,^.  +  «,6.,   (160) 

or,  if  the  current  taken  by  the  voltmeter  is  very  small,  *.c.  y,  is  very 
small,  then  p 

p^-l+r,g,  +  x,b, (160a) 

The  pressure  transformer  should  be  constructed,  therefore,  so  that 
1  +2^1  y„  is  as  near  unity  as  possible,  that  is,  Ziy^  is  as  small  as  possible, 
for  in  this  case  the  pressures  are  as  nearly  as  possible  in  proportion  to 
the  numbers  of  turns.  Further,  this  is  also  advantageous  when  the 
transformer  is  graduated,  for  then  the  changes  of  g„  and  Xib^  are  least 
affected  by  variations  in  the  saturation  and  frequency.  On  the 
contrary,  the  secondary  resistance  rg  and  reactance  x^  have  no  effect 
when  the  voltmeter  current  is  small. 

The  conductance  </„  is  due  to  the  hysteresis  and  eddy  losses  in  the 
iron.  Whilst  the  latter  part  is  independent  of  the  pressure,  the  part 
due  to  hysteresis  varies  inversely  as  the  0*4th  power  of  the  pressure. 
Owing  to  this  decrease  in  the  hysteresis  conductance  with  increasing 
pressure,  the  deviation  in  the  secondary  pressure  is  greater  at  low 
pressures  than  at  high.  To  make  this  error  as  small  as  possible,  the 
primary  resistance  r^  must  be  as  small  as  possible. 

The  susceptance  b^  varies  inversely  as  the  permeability  with  varying 
pressure.  It  is  therefore  large  at  low  pressures,  attains  a  minimum 
at  an  induction  i?  =  7000  to  9000,  and  then  rises  again.  With  low 
pressures  when  the  induction  is  below  7000  to  9000,  6„  changes  in  the 
same  way  as  g^,  and  with  increasing  pressure  causes  an  increase  in  the 
secondary  pressure  compared  with  the  primary.  At  higher  pressures, 
the  increase  of  b^  acts  against  the  decrease  of  g„,  and  the  ratio  of  the 
pressures  will  be  more  constant. 

With  changing  frequency  r,  the  hysteresis  conductance  varies  in- 
versely as  c"*  Hence,  qualitatively,  the  same  changes  occur  as  with 
varying  pressures. 

(b)  Cwrmt  Transformer,  From  eq.  89,  we  have  for  the  current 
transformer  j  p 
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Here  ?, 
primary. 


denotes  the  impedance  of  the  ammeter,  reduced  to  the 
Also 


^1 


=  ^     and 


V2 


where  ^02  is  the  no-load  admittance  between  the  secondary  terminals ; 
hence  j 

/a 

=  l  +  H->.i, (161) 

Here  ^  =  {r2  +  r^)g^  +  (xz  +  x^)b^  (162a) 

is  the  percentage  increase  of  current  in  phase  with  /g,  and 

*i  =  (r2  +  r^)^a-(^  +  a;^)^a    (1626) 

is  the  percentage  current  increase  lagging  90'  behind  /„  (see  Fig.  295). 
Since  the  imaginary  part  is  here  very  small  compared  with  the  real, 
we  can  write  j 

j-l+{r2  +  r^)ga'^(x,  +  x^)K (163) 

From  this  it  is  at  once  seen  that  the  primary 
impedance  of  the  current  transformer  has  no  effect  on 
the  measurements.  On  the  other  hand,  care  must  be 
taken  to  keep  the  secondary  resistance  and  reactance 
as  small  as  possible — just  the  reverse  of  a  pressure 
transformer.  It  is  therefore  immaterial  where  the 
primary  coil  is  arranged;  often  the  bus  bar  is  merely 
led  through  an  iron  ring,  thus  making  one  turn  in 
the  primary  winding.  To  make  the  effect  of  changes 
in  g^  and  b„  as  small  as  possible,  the  impedance  of  the 
ammeter  2^,  reduced  to  primary,  mus^  be  kept  as  low 
as  possible.  Thus  the  apparent  volt-ampere  con- 
sumption of  the  ammeter  should  be  kept  very  small, 
so  that  the  current  transformer  is  practically  on  short-circuit. 

To  make  g^  and  b^  as  small  as  possible,  the  induction  must  not  be 
made  too  low.  Since  the  induced  e.m.f.  is  very  small,  only  a  small 
iron  section  is  required. 

Since  the  E.M.F.  increases  as  the  current  rises  in  the  same  way  as 
when  the  pressure  increases  in  a  pressure  transformer,  the  secondary 
current  increases  in  proportion  to  the  primary  cunent,  owing  to  the 
decrease  of  g^  and  b„.  Fig.  296a  shews  the  increase  of  this  ratio  very 
clearly  for  a  current  transformer  made  by  Siemens  &  Halske.  The 
abscissa  axis  represents  the  current  in  per  cent,  of  the  range  of  the 
instrument^  whilst  the  ordinates  shew  the  percentage  deviations  of 
the  current  ratio  from  its  mean  value.  The  curves  A,  B  and  C  are  for 
different  impedances  2;^.  As  eq.  161  shews,  the  secondary  cuiTent 
decreases  for  larger  2^.  At  the  same  time  the  effect  of  changes  in  g^ 
and  b^  is  increased,  so  that  the  lower  curves  B  and  C  rise  more  rapidly 
than  the  upper  curve  A, 
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As  mentioned  in  connection  with  pressure  transformers,  a  decrease 
in  the  frequency  c  must  act  in  the  same  direction  as  an  increase  in  s^ , 


^==^^====^1 


Fio.  296a  and  6. 

This  is  clearly  seen  in  the  curves  1)  and  E  (Fig.  2966),  which  are  taken 
for  frequencies  of  50  and  25. 

(c)  Watttiieter  Tratisfonners.  For  the  measurement  of  power,  current 
and  pressure  transformers  are  used.  As  before,  let  y,  denote  the 
secondary  admittance  of  the  pressure  transformer  and  z^  the  secondary 
impedance  of  the  current  transformer.  Further,  we  will  let  the  suffix 
V  denote  the  constants  of  the  pressure  transformer,  and  the  suffix  A 
those  of  the  current  transformer.  The  primary  and  secondary  powers 
are  then  represented  by  the  vectors, 

where  I[  and  /a  denote  the  conjugate  vectors  of  /j  and  /g.     We  have 
then  ^r     p   T' 

The  symbols  marked  '  denote  the  conjugate  vectors, 
equations  158  and  161,  we  get  further 

^  =  (l  +  c-;e,)(l+*-y.t.) 


Introducing 


.(164) 


-l+€  +  i -;(€,+ 0. 

If  an  ammeter  is  placed  in  series  with  the  current  coil  and  a  volt- 
meter in  parallel  (or  in  series)  with  the  pressure  coils  of  the  wattmeter, 
we  can  at  the  same  time  measure  the  real  part  W^  of  the  secondary 
power  and  also  the  secondary  current  and  the  secondary  pressure  P^. 

We  then  get  IV^  =  U^  -^jlV.,i, 

where  f^\i  =  '^(LrP^f- fFl 

Similarly,  if  we  write     A^i  =  /F,  +y/Fu, 
we  have  Jf\  =  ( 1  +  €  +  i)  JF^  +  (c,  + 1,)  ^^g ,, 

/r,,  =  (l  +  €+t)/r,,-(€,-ft,)/f 


:•} 


.(165) 
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If  the  secondary  phase  displacement  is  small  (i.e.  W21  small),  the 
primary  power  W^  to  be  measured  is  found  by  increasing  the  reading 
n^^  by  the  percentage  pressure  drop  and  percentage  decrease  in  current. 
The  measurement  of  the  primary  imaginary  power  /F,|  or  primary 
phase  displacement  is  then  inaccurate,  because  the  term  -(«<  +  *<)  ^2 
may  be  large. 

With  very  large  phase  displacements,  the  imaginary  primary  power 
/f^ii  is  obtained  by  increasing  the  imaginary  power  fV^u  measured  in 
the  secondary,  by  the  percentage  pressure  drop  and  current  decrease. 
The  measurement  of  the  real  primary  power  W^  is  then  inaccurate, 
since  the  term  (c,  + 1,)  IV^i  can  be  comparatively  large, 

106.   Blectiicity  Meters.     The  energy  consumed  in  a  circuit  is 

A  =  ipi  dt=  I  P/cos  <l>  dt. 
If  the  pressure  remains  constant, 

A  =  pflcos<t>dL 
If  /  and  <l>  are  constant, 

A=I(i08<l>fPdL 
Finally,  if  the  momentary  power  is  constanj;,  then 

A  ^?I  cos  <f>jdL 

Corresponding  to  the  above  equations  we  can  distinguish  between 
watt-hour  meters,  ampere-hour  meters,  volt-hour  meters  and  electricity 
meters.  Since  it  is  difficult  to  construct  instruments  to  respond  only 
to  the  watt  component  of  the  current,  ampere-hour  meters  are  not 
largely  used  with  alternating-currents.  We  shall  therefore  deal 
chiefly  with  waM-haur  meters.  These  work  partly  on  the  dynamometer 
principle  and  partly  on  the  laws  of  induction.  We  can  distinguish 
between  motor  meters  where  the  current  to  be  measured  itself  causes  a 
movement,  the  speed  of  which  is  directly  proportional  to  the  current, 
and  pendulum  meters  where  the  alternating  action  of  two  coils  carrying 
current  is  made  to  influence  an  already  existing  motion.  The  latter 
possess  the  disadvantages  of  being  complicated,  on  account  of  the  many 
axes  and  moving  parts,  and  that  of  being  continually  in  motion  and 
therefore  always  subjected  to  wear.  Moreover,  the  permanent  control 
possible  with  the  motor  meter  is  an  advantage  wnich  must  not  be 
under-estimated.  Thus,  whilst  the  motor  meter  is  more  reliable 
in  working  than  the  pendulum  meter,  yet  the  induction  meter,  in 
which  there  are  no  current  leads  and  rubbing  contacts,  has  a  still 
more  certain  action.  As  an  example  of  the  pendulum  meter  we  shall 
consider  the  Aron  watt-hour  meter. 

This  instrument  is  provided  with  two  pendulums,  each  possessing  a 
pressure  coil.  Under  each  pendulum  a  coil  carrying  the  line  current 
is  placed,  and  connections  are  made  so  that  the  one  pendulum  is 
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accelerated,  the  other  retarded.      If  the  pendulums  swing  synchron- 
ously when  no  current  is  flowing,  and  operate  a  counting  device  which 
only  records  the  difference  of  Uieir  swings,  then  the  r^idings  will   be 
approximately  proportional  to  the  current  flowing. 
The  time  of  oscillation  ^  of  a  pendulum  of  length  I  is 

where  g  is  the  acceleration   due  to  gravity.      When   current  flows 
through  the  coils,  we  can  write 


h^'^xl  ~—     and     t^^^frJ 


If  the  pointer   on  the  indicator  moves   one   division    when  one 
pendulum  has  completed  N  swings  more  than  the  other,  then  one 

division  will  correspond  to  N    ^  '\   seconds,  and  the  consumption  per 

division,  or  the  so-called  constant  of  the  instrument,  is 

^=  A^3606Ti060  ^l<^^^^t-hours 
NPIt       , 


1000  X  3600  g^ 
where  the  higher  powers  of  ^  are  neglected. 

That  these  instruments  read  correctly  for  alternating-currents  is  seen 
directly,  when  we  remember  that  the  dynamometer  action  depends 
only  on  the  watt  component  of  the  current.  Against  the  disadvantages 
of  the  several  axes  and  moving  parts,  these  instruments  have  many 
advantages,  since  they  are  independent  of  the  frequency  and  wave- 
shape, and  further  are  very  sensitive  and  possess  no  permanent  magnets 
whose  magnetism  can  vary  with  age. 

Motor  metei's  have  been  constructed  in  many  forms  and  placed  on  the 
market.  They  consist,  in  principle,  of  one  or  more  fixed  current  coils, 
an  armature  to  which  a  current  proportional  to  the  pressure  is  suppUed 
and  a  damping  device,  usually  consisting  of  a  disc  of  aluminium  or 
copper  which  revolves  between  the  poles  of  a  permanent  magnet.  If 
the  instrument  is  to  read  correctly  for  alternating-currents,  no  iron 
must  be  present.  Since  a  large  resistance  is  placed  in  series  with  the 
armature,  the  induced  K.M.F.  is  small  compared  with  the  network 
pressure,  and  the  current  in  the  armature  is  practically  proportional 
to  the  pressure.  The  torque  will  therefore  be  proportional  to  FI^  and* 
the  power  to  Plw'^^i  where  n  is  the  speed  of  rotation. 

In  the  damping  device  e.m.f/s  are  induced  directly  proportional  to 
the  speed,  so  that  the  power  consumed  in  the  disc  is  proportional 
to  the  square  of  the  speed. 
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Since  now — neglecting  losses — the  power  taken  must  equal  that 
supplied,  then  PI^n  =  Cn^  or  the  power  taken  from  the  line  is  pro- 
portional to  the  speed  of  the  motor.  Hence  a  counting  device  coupled 
to  the  axis  of  the  motor  can  be  made  to  read  the  power  directly. 

The  principle  of  the  motor  meter  is  only  free  from  objection  when 
the  pressure  coil  is  entirely  non-inductive.  A  phase  displacement  tp 
between  pressure  and  current  in  the  pressure  coil  changes  the  formula 
^=  P/ cos  <^  into 

;r=P/cos<^cos^2?!(*zl), 
cos</> 

vrhere  \p  =  tan"^  —  : 

r 


L  =  coefficient  of  self-induction 
r  =  resistance 


I  of  the  pressure  coil. 


Since,  however,  the  arrangements  necessary  to  eliminate  this  error 
make  the  instrument  too  costly,  they  are  only  provided  in  standard 
meters.  In  general,  when  the  phase  angle  </>  is  not  too  large  and  the 
resistance  in  series  with  the  pressure  coil  is  sufficiently  high,  the 
accuracy  is  not  materially  affected,  and  a  correction  becomes  unnecessary 
for  practical  purposes. 

The  error  due  to  friction  loss  can  be  eliminated  by  placing  sufficient 
turns  on  the  current  coil  and  sending  through  them  the  current  in  the 
pressure  coil  until  their  mutual  action  can  just  compensate  for  this  loss. 
The  friction  losses,  however,  do  not  remain  constant— after  a  time  they 
may  decrease  with  wear,  and  then  the  meter  may  come  to  possess  the 
worst  possible  fault  in  the  eyes  of  the  cpnsumer,  viz.  the  mstrument 
rotates  when  no  current  is  being  supplied. 

Consequently,  artificial  friction  resistance  is  often  added,  the  magni- 
tude of  which  is  large  compared  with  the  original,  and  remains  constant. 
Moreover,  these  artificial  resistances  have  the  advantage  of  being 
adjustable.     They  can  be  provided  in 
various  ways,  but  a  complete  descrip- 
tion would  take  us  too  far  here.     One 
practical  device  consists  in  allowing  a 
pin   on   the  revolving   axis  to  strike 
against  one  or  more  springs  at  every 
revolution. 

Induction  meterSy  from  their  principle, 
are  only  applicable  for  alternating- 
currents.  Like  the  induction  instru- 
ments   for     measuring    current    and       \  /     Current  Coil 

pressure  described   above,    these   also  

depend  on  the  alternating  action   of  p,a  ^gy 

two   ma^etic    fields — displaced    from 

one  anouier  in  phase— on  a  closed  revolving  conductor  (Fig.  297).     If 

the  line  current  /  flows  through  one  coil  and  a  current  i  proportional 
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to  the  pressure  through  the  other,  then  the  torque  exerted  on  the 
revolving  conductor  will  be  proportional  to  li  sin  <f>,  where  <f>  is  the 
phase  displacement  between  the  two  currents. 

Since  now  the  power  of  an  alternating-current  is  proportional  to  the 
cosine  of  the  angle  of  phase  displacement  between  the  pressure  and 

current,  it  follows  that  we  must  displace 

I        jA. ^^®  current  in  the  pressure  coil  by  90°  in 

I        ^ '  I      I         I      order  to  use  this  instrument  directly  for 

^  I      I       A^    measuring  energy.     There  are  several 

^  ^    T*      ^^    methods  whereby  an  instrument  capable 

r"y^  I       of  reading  sine  functions  can  be  trans 

CMOwCki — formed    into    one    for   reading    cosine 

^       Pj^  2j^  functions.      The   simplest  arrangement 

would  consist  in  making  the  pressure 
circuit  as  inductive  as  possible,  so  that  the  ohmic  resistance  oecomes 
negligible  in  comparison  with  the  reactance  (Fig.  298).  Since  this  is 
not  sufficiently  accurate  in  piuctice,  other  arrangements  are  used, 
which,  however,  we  cannot  enter  into  here. 

107.  Oalibration  of  Altemating-CuiTeiit  Instrnments.  In  the  de- 
scription of  the  instruments  it  has  been  pointed  out  which  of  them  can 
be  calibrated  by  means  of  continuous  current.  With  these,  either  a 
comparison  can  be  made  with  standard  instruments,  or  potentiometer 
methods  can  be  used  for  determining  pressures,  currents  being 
then'  calculated  from  the  terminal  pressure  and  standard  resistances. 
Instruments  which  cannot  be  calibrated  with  continuous  currents, 
however,  must  be  compared  with  instruments  that  can  be  used  on 
either  alternating  or  continuous-eurrent  circuits.  In  calibrating 
ammeters,  the  pressure  is  usually  transformed  down,  so  that  it  is  not 
necessary  to  dissipate  such  large  amounts  of  power  in  resistances. 
This  principle  is  also  useful  in  calibrating  the  current  coils  of  watt- 
meters. To  obtain  any  desired  phase  displacement  between  current 
and  pressure  phase  changers  are  used. 

For  these,  a  three-phase  induction  motor,  whose  rotor  can  be  fixed  in 
any  position,  can  be  used.  By  means  of  this  arrangement  we  can  test 
if  a  wattmeter  reads  correctly  on  all  power  factors. 

For  calibrating  electricity  meters,  a  comparison  with  calibrated 
instruments  can  be  made ;  or  better,  a  constant  current  at  a  constant 
pressure  may  be  passed  through  the  instrument  for  a  definite  time 
and  the  reading  compared  with  the  calculated  amount  of  energy. 

Since,  however,  the  wheels  in  the  instrument  always  have  some  play, 
the  accuracy  of  the  measurement  may  be  largely  affected.  It  is 
preferable  to  observe  only  the  movement  of  a  part  of  the  meter  which 
is  directly  actuated  by  the  current  (period  of  oscillation  of  pendulum, 
number  of  revolutions  in  a  motor  meter,  etc.),  and  from  this  determiDC 
the  constants  of  the  instrument  by  means  of  the  ratio  of  conversion, 
which  is  either  known  or  can  be  easily  found. 
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MAGNETIC  PBOPEBTIES  OF  IBON. 

108.  Magnetisation  by  Continuous  Current.  109.  Magnetisation  by  Alternating 
Current.  110.  Magnetising  Current  with  Sinusoidal  Pressure.  111.  Eddy- 
Current  Losses  in  Iron.  112.  Effect  of  Eddy-Currents  on  the  Flux  Density 
and  Distribution  in  Iron.  113.  Effect  of  Frequency  and  other  Influences 
on  the  Iron  Losses.  114.  Flux  Distribution  in  Armature  Cores.  115. 
Iron  Losses  due  to  Rotary  Magnetisation.  116.  Testing  and  Pre- 
determination of  Losses  in  Iron  Stampings.  117.  Calculation  of  the 
Magnetising  Ampere-turns  with  Continuous  and  Alternating  Current. 
118.  The  Magnetic  Field  in  a  Polyphase  Motor. 

108.   Magnetisation  by  Gontinuoos  Current.     If  an  iron  ring  made 
of    laminations  or  wire   (Fig.   299),  which  has  been   completely  de- 
magnetised, is  magnetised  quite  gradu- 
ally   by    a    continuous    current    by  | 
uniformly  increasing  the  magnetising 
ampere-turns  from  zero,  the  magnetic 
induction    in    the   ring   will    increase 
with   the  magnetising  force.      Emng 
and  Lord  Bayleigh  found  that  with  a 
very  feeble  magnetising  force  H,  the 
induction  continues  to  rise  for  some 
time — even    for   some  minutes — after 
//  has  reached   its   maximum '  value. 
A   large   number  of  experiments  has 
demonstrated  that  this  so-called  "  mag 
netic  creeping"  is  smaller,  the  thinner 
the  laminations  or  wire,  the  harder  the 
iron  or  the  greater  H  is.     Recently 
Kiemencic  has  proved  that  this  pheno- 
menon,   which    he    calls    "  magnetic 
after-effect,"  is  also  present  with  very 
fine  wire  (0*3  mm).      It  appears,  however,  that  this  magnetic  after- 
effect only   commences  after  a  certain  time  (some  hundredths  of  a 
second),   so  that   with  rapid   changes  of  ^  it  has  not  to  be   con- 
sidered. 

A.C.  y 


rj 


Fio.  299.— Toroid. 
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Ewiiig  explains  this  phenomenon  as  being  due  to  the  retentive 
powers  of  the  magnetic  molecules,  when  they  are  arranged  so  as  to 
form  groups.  The  splitting  up  of  these  groups  takes  time ;  it  begins 
with  the  molecules  on  the  surface  of  the  wire,  which  are  less  closely 
held  together  and  therefore  more  movable,  and  moves  gradually 
inwards.  With  fine  wires  there  are  relatively  more  movable  surface 
molecules ;  consequently,  in  this  case  the  combinations  of  molecules  are 
disturbed  much  more  quickly. 

By  plotting  the  magnetic  induction  J?  as  a  function  of  the  magnetic 
force  Hy  we  get  the  static  magnetisation  curve  of  the  material — which  is 
found  most  accurately  by  means  of  a  ballistic  galvanometer. 


Since 


[Hdl^O* 


iiriWy 


the  ampere-turns  per  cm-length  will  be 


at(;  =  y  =  0-8ff. 
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Fio.  800.— Magnetisation  Curve  for  Irun  Btampings. 

For  practical  purposes,  it  is  more  convenient  to  plot  J?  as  a  function 
of  aw  instead  of  H.  Such  a  magnetisation  curve  for  iron  stampings  is 
shewn  in  Fig.  300  by  curve  I ;  curve  II  shews  the  permeability 

^    H    l-25aw 
as  a  function  of  B, 

If  the  magnetisation  of  the  iron  is  taken  through  a  cycle  by  uni- 
formly varying  the  magnetising  force  between  the  two  values  -  H^,^ 
and  +H^t,x^  B  can  again  be  determined  ballistically  and  plotted  as  a 
function  of  //  or  aw. 
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Instead  of  an  iron  ring  (or  toroid),  the  Hopkinson's  yoke  (Fig.  301) 
can  be  used.     The  test-bar  S  is  here  clamped  at  both  ends  to  a  soft 
iron   yoke  J  having   low  mag- 
netic reluctance,  thus  forming  a 
closed  magnetic  circuit. 

Since  the  induction  does  not 
depend  alone  on  the  effective 
magnetising  force  H  at  the 
moment  considered,  but  is  also 
dependent  on  the  magnetic  in- 
duction at  the  previous  moment 
— the  latter  property  being  due 
to  the  retentivity  of  the  iron— 
the  cyclic  magnetisation  curve  for  iron  is  a  closed  curve,  the  so  called 
hysteresis  loop  H^  (Fig.  302).  The  curve  in  this  case  is  obtained  by 
static  magnetisation. 

Since  the  induction  in  iron  is — as  shewn — a  many-valued  function 
of  the  magnetising  force,  a  magnetisation  curve — such  as  is  represented 


Fio.  801.— HopkinBon'B  Yoke. 


Fio.  802.— Hysteresis  Loop. 


in  Fig.  300 — can  only  give  one  value  of  induction  for  one  magnetising 
force,  which  depends  on  the  means  by  which  it  is  measured. 

Usually  such  curves  are  taken  on  the  ballistic  galvanometer  by 
measuring  the  throw  on  the  galvanometer  when  the  current  is  reversed. 
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After  a  few  reversals,  this  throw  remains  constant  whilst  the  induction 
changes  from  a  positive  value  to  the  same  negative  value.  The 
measurements  are  taken  for  various  field  strengths  by  starting  with  the 
lowest  magnetising  current  and  increasing  the  latter  step  by  step,  and 
determining  the  throw  on  the  galvanometer  for  each  step  after  a  certain 
number  of  reversals.  Previous  to  taking  the  measurements,  the  iron 
should  be  demagnetised  as  completely  as  possible.  It  is  important  to 
start  with  the  small  inductions  and  gradually  increase  to  the  higher, 
for  a  higher  magnetisation  wipes  out  the  after-effect  of  a  smaller 
magnetisation  more  easily  than  vice  versa. 

The  magnetisation  curve  taken  in  this  way  (the  so-called  rising 
magnetisation  curve)  represents — as  is  seen — the  hcfos  for  the  peaks  of 
the  static  hysteresis  loops  of  the  iron. 

The  area  of  the  hysteresis  loop  represents  a  loss  of  energy,  for, 
according  to  the  definition  of  the  potential  energy  for  electric  current 
(see  p.  15),  the  work  done  in  a  unit  of  time  is 

Y^(/*ergs, 

where  iw  denotes  the  ampere-turns  interlinked  with  the  flux  ^.  If  the 
ring  (Fig.  299)  has  ia,  constant  section  Q  and  a  mean  length  /,  then 

where  V=^  Q .  /  =  volume  of  the  iron  ring  in  cm^ 
The  work  done  during  one  period  is  accordingly 


J  By 


f^dB^V.W,, 


and  the  hysteresis  loss  in  ergs  pe7'  second  for  one  cm^ 

^-L,S'^^=4lL/'^^' (i««) 

and  is  thus  proportional  to  the  area  of  the  hysteresis  loop  IJ  . 

Formula  166  is  deduced  on  the  assumption  that  the  magnetisation 
of  the  iron  sample  is  uniform,  and  that  the  magnetic  force  is  due 
solely  to  the  electric  current.  It  is  easy  to  shew  that  this  formula 
holds  quite  generally, — for  instance,  in  the  case  when  various 
inductions  are  present  in  the  several  parts  of  the  iron  and  magnetising 
forces  other  than  those  due  to  electric  currents  act  on  the  iron.  In 
this  case,  however,  the  loss  in  each  part  of  the  iron  must  be  determined 
by  itself.  Further,  it  must  be  noted  that  the  energy  loss  due  to 
hysteresis  may  not  only  be  supplied  by  electric  currents,  but  also  by 
external  mechanical  forces,  as  in  generators. 

If  a  test  piece  is  magnetised  cyclically  between  equal  positive  and 
negative  values  of  the  maximum  induction,  it  is  found  that  the  shape 
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and  area  of  the  hysteresis  loop  varies  with  the  maximum  induction. 
The  nature  of  this  change  is  shewn  in  Fig.  303,  which  represents  a 
hysteresis  curve  (due  to  Ewing)  for  annexed  piano  wire.  Here  the 
induction  is  always  varied  from  one  value  to  a  somewhat  greater  value 
of  the  opposite  sign. 
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Fia.  303.— HysterofllB  Loops,  Piano  Wire  (EwingX 

If  we  plot  the  areas  of  the  hysteresis  loops  divided  by  47r,  taken  at 
different  maximum  inductions,  as  a  function  of  these  latter,  we  get  a 
curve  which  represents  the  work  in  ergs  per  cycle  and  per  cm"  due 
to  the  hysteresis  of  the  iron  in  terms  of  the  maximum  induction. 
Fig.  304  shews  such  a  curve  as  given  by  Ewing  for  soft  iron  plates. 
It  is  seen  that  the  loss  increases  more  rapidly  than  the  induction. 
Steinmetz  has  given  the  following  empirical  equation  for  the  curve  : 

Y)  is  called  the  hysteresis  constant, 
plates  rj  varies  from  0*001  to  0003. 


(167) 

For  soft,  annealed  dynamo 
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If  c  is  the  frequency  at  which  the  iron  is  magnetised,  ue.  the  number 


0        2         *         S        S        to       ft       ii       16O90B 
Fio.  804.— Hyeteretlc  Bnorgy  per  Cycle  m  Function  of  the  Induction. 

of  complete  cycles  the  magnetisation  passes  through  per  second,  the 
effective  loss  due  to  hysteresis  will  be 

Wj,  =  lycfi^^  ergs  per  sec. 

=  i?c^'^  10-7  watts. 

The  loss  per  dm^  is     IF^^ ncE'^XO-^  watts (167a) 


20000  Bmax 

Pig.  305.— Hyateretic  Loss  for  One  Cycle  per  Second  for  Different  Kinds  of  Iron. 

In  Fig.  305  curves  are  given  which  represent  the  hysteresis  loss  per 
dm^  for  one  cycle  per  second  in  watts,  i.e, 

as  function  of  B.     The  curves   are  calculated   for   ii  =  0*0012  and 
T/  =  0-0016. 
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When  we  multiply  and  divide  by  1000^^  =  6310.0  in  formula  (167a), 
we  get  the  following  expression  for  the  hysteresis  loss  per  dm^,  which 
is  more  convenient  for  calculation ; 

'^»  =  (631,)jS5(j4)"  watts 

='»(ife)(r^oo)"^**'*' "•<^««> 

where  <r4=631i;. 

The  above  expression  has  been  developed  on  the  assumption  that 
the  hysteresis  loss  per  cycle  is  independent  of  the  rate  at  which  the 
latter  is  completed.  More  recent  experiments,  however,  shew  that 
this  is  not  quite  true. 

In  comparing  the  magnetic  conditions  accompanying  static  magnetisa- 
tion with  that  due  to  alternating-current,  the  first  difference  we  may 
mention  is  the  eddy  cwrrenis  set  up  in  the  iron  in  the  latter  case. 
When  the  magnitude  of  the  induction  is  rapidly  varied,  e.m.f.'s  are 
induced  in  the  iron  which  ^ve  rise  to  currents  whose  directions  are 
such  as  to  tend  to  hinder  tne  pulsations  of  the  flux.  This  has  the 
effect  of  reducing  the  flux  for  a  given  magnetising  current,  or  for  a 

fiven  flux  a  larger  alternating-current  is  required  than  when  the  same 
ux  is  produced  by  continuous  current.  In  addition  to  this,  the  eddy 
currents  produce  a  loss  in  the  iron  which  is  proportional  to  the  square 
of  these  currents. 

109.  Macnetisation  by  Alternating  Current.     Let  the  pressure 

be  applied  at  the  terminals  of  the  winding  on  the  iron  ring  shewn  in 
Fig.  299, — then  a  current  will  flow  through  the  winding.  This  current 
is  called  the  magnetising  current,  and  excites  a  magnetic  flux  ^  in  the 
iron  which  induces  an  e.m.f.  e  in  the  winding, 

where  e=  -    ^ ,    '• 

If  r  denotes  the  ohmic  resistance  of  the  winding,  then  we  have 

p  +  e  =  ir. 

If  we  choose  the  relations  so  that  i  and  r  are  both  small,  we  can 
write  with  close  approximation, 

whence  tu^  =  -  >/2  —  cos  w^  =  n/2  —  sin  (  W  -  -  ). 

am;       \        2/ 
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From  this  we  see  that  when  the  applied  pressure  p  varies  in  a  sine 
wave,  the  flux  4>  also  obeys  a  sine  law.  The  flux,  moreover,  is  seen  to 
lag  90**  in  phase  behind  the  applied  pressure.  The  maximum  value  of 
the  flux  is  P      s/2  P         P 

where  the  pressure  P  is  measured  in  absolute  units.  Wh<in  the 
effective  terminal  pressure  P  is  measured  in  volts, 

P  10« 
*iuM  -AAA      maxwells,    (1 69) 

P  =  4-44rM?*^.  10-8  volts (170) 

The  induced  E.M.F.  E  is  numerically  equal  to  the  terminal  pressure 
P  and  directly  opposed  to  it  in  direction ;  thus  £  lags  90*  behind  the 
flux  *. 

We  will  now  consider  the  case  when  the  applied  pressure  is  not 
sinusoidal,  but  is  merely  some  periodic  function  of  the  time — the  only 
assumption  we  now  make  is  that  momentary  values  taken  180*  apart 
are  numerically  equal  and  of  opposite  sign.  The  pressure  curve  will 
then  only  possess  qdd  harmonics.  In  this  case  the  flux  curve  also  will 
have  no  even  harmonics,  that  is  to  say,  instantaneous  values  taken  half 
a  period  apart  are  likewise  equal  and  opposite.     Since,  in  general, 

or  pdt  =  wd^y 

or,  again,  4»  =  -^l;^i//, 

the  curve  for  the  flux  4>  as  a  function  of  the  time  is  the  integral  curve 
of  the  pressure  curve  with  regard  to  time.  If  we  integrate  p  di  over  a 
semi-period  and  choose  the  limits  so  that  the  integral  becomes  a 
niaxivmmf  then  we  denote 


^= -«=«'■,« 


2  r"«     , 


P. 


inema 


as  the  niean  rahte  of  the  periodic  pressure — and  this  passes  through 

T 
a  positive  half-wave  in  the  time  from  t  to  /  +  ^,  where  T  denotes  the 

time  of  a  complete  period.     Denoting  the  magnitude  of  the  flux  at 

T 
time  t  by  *„,,„  and  at  time  ^  +  ^  by  *,„„,  then 

T  1 
*      -4>      =      _  P 

^^inax        ^^mln        4)    -..  ■*  mean 

is  the  largest  increase  the  flux  can  pass  through  in  a  semi-period. 
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Further,  since  from  the  above 


then  ^„i„  is  an  absolute  minimum  and  ^„ 
the  flux.     Then,  we  get  jr  ^ 


an  absolute  maximum  of 


1 


where  the  pressure  is  measured  in  absolute  units.     Since  r=  -  we  get 

Pn,ean  =  4cW;^™,.10-8  VOltS,    (171) 

which  is  quite  independent  of  the  vxive-shape.    On  page  217  the  form 
factor  of  an  alternating-current  curve  was  defined  as  the  ratio 

-  _  effective  value  _    P 

^*       mean  value    ~  Pjomn 

For  any  wave-shape,  therefore,  we  have  the  following  expression : 

P  =  4/,cw^^„10-8  volts (172) 

For    a    sine-wave    /,=  1"11,    and    by    substituting    this    we    get 
formula  (170). 

110.'  Magnetismg  Current  with  Sinusoidal  E.M.F.  We  again  con- 
sider the  magnetisation  of  the  iron  ring  shewn  in  Fig.  299,  and  assume 
a  sinusoidal  pressure  is  applied  at  the  terminals  of  its  winding.  We 
shall  take  the  pressure  drop  in  the  winding  to  be  so  small  that  it  is 
allowable  to  assume  the  induced  E.M.F.  at  any 
instant  is  equal  and  opposite  to  the  impressed 
voltage.  Then,  as  already  shewn,  the  flux 
must  also  follow  a  sine  law.  Now,  to  produce 
this  flux  *  we  need  a  magnetising  current 
which  alternates  periodically  with  the  induc- 
tion in  the  core. 

At  any  point  of  the  sinusoidal  flux  curve 
or  induction  curve  we  can  find  the  respective 
momentary  value  of  the  magnetising  current 
from  the  hysteresis  loop.  We  have  shewn  above 
that  the  area  of  this  loop  gives  a  measure  for 
the  energy  which  is  necessary  to  magnetise  the 
*  iron  through  one  cycle.  This  energy,  which 
has  to  be  supplied  from  outside  by  the  primary 
no-load  current,  is  converted  into  heat. 

The  curve  of  magnetising  current,  which  we 
get  from  the  hysteresis  loop  by  calculating  for 
a  sinusoidal  flux,  is  not  sinusoidal  and  is 
unsymmetrical  with  respect  to  its  maximum 
ordinate.     In  Fig.  306  a  hysteresis  loop  is 

represented,  whilst  Fig.  307  shews  e  the  curve  of  induced  e.m.f.,  *  the 
corresponding  flux  curve  and  i^  the  curve  of  the  magnetising  current, 
which  latter  is  obtained  from  Fig.  306. 
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The  curve  of  the  magnetising  current  %q  can  be  split  up  into  a  first 
harmonic  i^  and  a  curve  i^  which  contains  the  higher  harmonics.  Let 
the  effective  values  of  these  two  curves  be  7^  and  I^  respectively. 


Fig.  S07.— Determination  of  Ma^etiainff  Current  with  Bine^wave  Preoaure  by 
means  of  HyateroBlB  Loop. 

We  draw  the  curve  of  applied  pressure  p=  -e  and  analyse  the  sinu- 
soidal curve  i^  into  a  component  ii  ir  in  phase  with  p,  and  a  component 
i]iP£  which  lags  90**  behind  the  applied  pressure.  Since  the  current 
curve  ia  is  wattless  with  respect  to  the  sinusoidal  applied  pressure,  the 
component  imr  will  represent  the  total  watt  component  of  the  mag- 
netising current,  and  the  hysteresis  loss  is 

where  Ii„  is  the  effective  value  of  the  current  in^. 
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The  wattless  component  of  the  magnetising  current  is  made  up  of 
the  wattless  component  of  the  first  harmonic  J,  ir^,  and  of  the  effective 
value  of  the  higher  harmonics  7^.  These  components  can  therefore  be 
substituted  by  an  equivalent  sinusoidal  current  whose  effective  value  is 

The  total  magnetising  current  can  now  be  replaced  by  an  equivalent 
sinusoidal  current  whose  effective  value  is  I.    Written  symbolically, 


where 
Thus 


^=^/7^i^.=^/^.^+/.^.+/;• 


.(173) 


Graphicallv,  the  magnetising  current  can  be  represented  as  shewn  in 
Fi^.  308.     Here  P  the  applied  pressure  is  set  off  along  the  ordinate 
axis,  while  the  flux  4>  is  set  off  to  the  left 
along  the  abscissa  axis.    The  component  \P 

is  set  off  in  the  direction  of  the  pressure 
and  the  wattless  component 

OB=I„=./If-iTl 

in  the  direction  of  the  flux.  The 
sinusoidal  current  /,  which  is  equiva- 
lent to  the  magnetising  current,  is 
given  in  magnitude  and  direction  by 
the  vector  OC, 

If  we  measure  the  consumed  power 
JF,  the  effective  pressure  P  and  the 
effective  magnetising  current  7,  the  vector  of  the  equivalent  current 
can  be  at  once  determined,  for  • 

;r=  P7cos  (90  -  a)  =  P7  sin  a  =  P7„,, 


Flo.  808.— 1 


of  Magnetising 
irrenL 


>->-©■■ 


The   angle  a,  by  which   the  equivalent  sinusoidal   current  of  the 

magnetising  current  leads  the  flux,   is  called  the  hysteretic  angle  of 

advance, 

I 
The  ratio  j,  =  y 
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is  the  admittance  of  the  magnetising  winding.     Similarly,  the  wattless 
component  of  the  magnetising  current  is 

and  the  watt  component  of  the  same 

I  ff= I  sin  a  =  gPy 

where  b  denotes  the  effective  suaceptaiice  and  g  the  effective  conductance. 
The  hysteresis  loss  is  then 

If  we  calculate  the  effective  resistance  and  reactance  corresponding 
Ui  g,h  and  y  from  formulae  37  and  38,  p.  56, 


r- 

■1- 

_     9 

X-- 

h 

then  r  represents  an  effective  resistance  which  is  independent  of  the 
ohmic  resistance  of  the  winding.  This  effective  resistance  equals  the 
ohmic  resistance  which  the  magnetising  winding  would  have  if 
the  hysteresis  loss  W  were  consumed  in  the  winding  by  the  mag- 
netising current  /, 
le.  JF=Ih 


or 

fF 

and  the  effective  reactance  is 

a;  =  A 

K')'-^. 

If  we  assume — as  above — that  the  ohmic  resistance  of  the  winding 
is  negligible,  then  P,  I  and  IF  represent  the  measured  values. 

In  the  above  we  have  neglected  the  effect  of  the  eddy  currents. 
These  can  easily  be  taken  into  account  experimentally;  for  with  a 
sine  wave  pressure  the  flux  and  along  with  it  the  eddy  cUffBnts  vary 
after  a  sine-wave.  The  eddy  currents  increase  both  the  magnetising 
currents  and  the  losses,  and  cause  an  increase  both  in  the  wattless 
component  and  in  the  watt  component  of  the  sinusoidal  part  of  the 
magnetising  current.  Consequently,  nothing  is  altered  in  the  calcu- 
lations and  considerations  as  given  above,  when  these  eddies  are  taken 
into  account,  and  the  same  diagrams  can  be  used  for  the  experimental 
values  obtained  with  alternating-currents.  The  analytical  treatment 
of  eddy  currents  will  be  found  in  sections  111  and  112. 

In  Fig.  309  the  curve  B  represents  the  induction  in  dynamo  plates 
of  average  quality  in  terms  of  the  momentary  values  of  the  ampere- 
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turns  per  cm  length  of  the  magnetic  path.  Curve  AT  gives  the 
maximum  induction  in  terms  of  the  effedtve  value  of  the  ampere-turns 
per  cm  for  sinusoidal  magnetisation,  curve  AT.  shews  the  effective 
value  of  the  first  harmonics,  AT^  the  eflfective  value  of  all  the  higher 
harmonics. 
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Fio.  309.— Ha^netisatiou  Curves  for  Armature  Stampings  aa  Function  ol  AT  per  cm. 

111.  The  Eddy-Ourrent  Losses  in  Iron,  ^lien  iron  is  magnetised 
by  means  of  alternating  currents,  eddy  currents  are  always  set  up  in 
the  iron.  Suppose  a  surface  to  be  taken  through  the  iron  perpendicular 
to  the  direction  of  the  induction,  and  let  a  closed  curve  be  drawn  in 
this  surface,  then  along  this  curve  an  E.M.F.  is  induced  equal  to  the 
rate  of  change  of  the  enclosed  flux.  The  currents  thereby  set  up  flow 
in  a  direction  such  that  they  oppose  any  change  in  the  main  flux,  and 
dissipate  themselves  in  heat  corresponding  to  the  energy  they  take 
from  the  magnetising  current.  If  the  reversals  in  the  magnetisation 
in  the  iron  are  caused  by  the  movement  of  the  latter  in  the  field,  the 
loss  will  be  supplied  by  the  mechanical  force  causing  the  movement. 
In  some  cases,  the  losses  are  partly  supplied  from  electrical  and  partly 
from  mechanical  sources  of  power. 

The  most  effective  means  of  reducing  eddy  currents  consists  in 
laminating  the  iron.  The  laminations  must  run  parallel  to  the  lines  of 
induction. 

In  what  follows,  the  eddy-current  losses  will  be  calculated  in  each 
case,  on  the  assumption  that  the  induction  is  uniformly  distributed 
over  the  whole  section. 
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Let  the  iron  be  made  up  of  wires,  and  the  induction,  whose  maximum 
value  is  B,  be  uniformly  distributed  over  the  section  of  the  wire.  In 
a  ring  qf  radius  x,  the  induced  K.M.F.  will  be  then  (see  Fig.  310) : 

i:,  =  4/;c57nc2  10-«  volts, 

where /«  denotes  the  form  factor  of  the  E.M.F.  wave. 

For  a  length  of  wire  1  cm,  the  resistance  of  the  ring  of  thickness 

f'lVdx' 
where  p  denotes  the  resistance  per  cm^  of  the  iron  expressed  in  ohms. 


Fio.  310.— Path  of  Eddy  Currenta  in 
Round  Wire. 


Pio.  311.— Path  of  Bddy  CurrenU 
in  Iron  Stamping. 


The  heating  loss  in  the  ring  is  then 

El^-^ 87r/V-  E'j^dx  10->«  watts. 
■'  lirx  p  p 

From  this  we  get  the  heating  loss  per  cm  length, 
'^  ^  c^/f^rfnO-^»  watts  ; 


6p 


1  1 


i^,  =  ^  -  (^f^B'd^  10-^«  watts. 
J  p 


thus  per  cm*, 

For  the  volume  F^  measured  in  dm*  and  d  in  mm,  we  have 

=  ^'^T?0  1^T^-^'^^^« (^^*) 

For  soft  iron,  p  =  5  .  10~^  to  10"^  ohms, 

whence  <r^  =  0'l  to  0*5. 
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Next,  let  us  assume  the  iron  to  be  made  up  of  thin  plates.  Fig.  311 
shews  a  section  through  a  plate  perpendicular  to  the  lines  of  induction. 

In  a  sheet  of  current  1  cm  long,  at  distance  x  from  the  centre  line 
of  the  plate,  an  K.M.F.  is  induced  : 

E^=-4f^.c.B.xA0'^  volts. 

The  resistance  for  1  cm  depth  of  plates  (measured  perpendicularly 

to  the  plane  of  the  paper)  is  j-  ohms.     The  loss  in  a  sheet  of  current 

1  cm  long,  1  cm  deep  and  of  thickness  dx  cm  is 

^^^16  ^^pv^dx  10-"  watts. 
P      P     ^ 
For  the  whole  thickness  of  the  plate  the  loss  is 


2?El^^^-f^B'^\  10-"  watts. 


The  loss  per  cm^  is  therefore,  when  A  is  measured  in  cm, 
«'«  =  |-/f^AMO-"  watts 

6  p 

For  a  volume  V,  in  dm^  and  for  A  in  mm,  we  have 


.(175) 


4  10-6 


f^\ 


100    1000 


)  r.  watts,  (176) 


where  <r^=  « is  the  eddy-current  coefficient  of  the  plate. 

If  we  substitute  /o  =  5  .  10"*  to  10"*  ohms  in  the  above,  we  get 
<r^  =  0-267  to  1-33. 

112.  Effect  of  Eddy  Currents  on  the  Flux  Density  and  Distribution 
in  Iron.  In  a  piece  of  iron 
of  circular  or  rectangular 
section  (Figs.  310  and  311) 
let  *„  denote  the  pulsating 
flux  which  the  magnetising 
current  t„  would  produce 
alone  when  no  eddy  cur- 
rents were  present.  This 
induces  an  E.M.F.  e^  in  the 
shaded  circuit,  which — for 
a  sinusoidal  flux  variation — 
can  be  represented  by  a  vec- 
tor lagging  90**  behind  the 

flux  vector,  as  in  Fig.  312.  pio.  812.-Rcaction  of  Eddy  Curronta. 
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The  e.m:.f.  e^  produces  an  eddy  current  t^,  which  in  its  tuni  produces 
a  flux  represented  by  ^^  in  Fig.  312.  The  eddy-current  circuit 
thus  possesses  inductance  corresponding  to  the  flux  ^«,  and  t«  l&gs 
behind  e,. 

The  resultant  flux  of  ^„  and  4>.  is  *,  and  we  see  that  the  effect  of 
all  the  eddy  currents  is  first  to  cause  the  resultant  flux  O  to  lag  behind 
the  magnetising  current  i^  in  phase,  and  secondly  the  flux  is  reduced 
from  4>^  to  ^. 

Both  the  weakening  and  the  lag  of  the  induction  is  greatest  in  the 
middle  of  the  iron,  and  decreases  towards  the  surface,  where  it  is  zero. 
Oberbeck  and  J.  /,  Thomson  have  made  calculations  to  determine  the 
weakening  of  the  induction  in  iron  cores  due  to  eddy  currents  (not  as 
above,  due  to  a  single  eddy).  These  calculations  shewed  that  the 
weakening  in  very  thin  wires  and  plates  can  be  entirely  neglected, 
whilst  with  thicker  plates  the  weakening  rapidly  increases  with  the 
thickness.  This  is  best  seen  from  a  short  calculation.  In  a  circuit  of 
radius  x  (Fig.  310)  a  maximum  E.M.F.  27rc4>,10"*  volts  is  induced,  and 
in  a  circuit  of  radius  xA-dx  the  maximum  E.M.F.  induced  will  be 

27rc(*.  +  2irxB, dx)  IQ-^  volts. 

Hence  in  the  outer  circuit  the  e.m.f.  per  cm  length  is  larger  by  the 

amount  dE,=  2^cB,dxlO-^  volt«. 

In  order  to  get  the  induction  B^  from  this,  we  must  find  a  further 
relation  between  E^  and  B,.  This  is  obtained  from  the  fundamental 
principle  of  electromagnetism,  which  states  that  the  induction  B^ 
increases  from  the  radius  x  to  the  radius  x-hdx  by  the  amount  corre- 
sponding to  the  M.M.F.  of  the  current  in  the  circular  ring.  The 
maximum  value  of  this  current  is 

where  p  is  the  specific  resistance  of  the  iron.  The  increase  in  induction 
corresponding  to  this  current  is 

dB,^0-iI^fi  =  0i7rf^E,dx, 

where  /*  denotes  the  permeability  of  the  iron.  Passing  to  symbolic 
values  and  taking  the  phases  of  the  diflerent  quantities  into  account, 
we  get  the  two  equations : 

dE,=j27rcBJxlO-^ 

and  dB,^  -O'^Trf^E^dx, 

P  ' 

Substituting  E^  from  the  second  equation  into  the  first,  we  get 
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This  is  a  homogeneous  linear  differential  equation  of  the  second 
degree,  whose  solution  is 

A  and  7}  are  two  constants  which  have  the  same  value  in  this  case, 
since  B,  has  the  same  value,  but  of  opposite  si^n,  at  diametrically 
opposite  points  at  the  same  distance  z,  rutting  further  J?,  =  5^^,  for 
x  =  rf  i.e.  at  the  surface  of  the  cylinder,  we  get 

whence  by  division 


B.^B^ 


^^  P  +€    ^     •'  P 


Since  c^-*-^'  =  ^'-^'  =  €'(cos  x  -j  sin  x) 

and  we  write  for  brevity       f^4\/^  =^>    (177) 

the  induction  B^^  can  be  written 


B,^B^ 


'c(r-J^Ar^^-(l-j)Ar 


»  -  7?      (^^  "*"  ^~'^)  ^^  ^'^  -j(f^  -  €-^*)  sin  Aa; 

or  -P,~  ^,„.x  j^^Kr^^-Kry^^^Xl^Ji^r-  ^-kr)  gin  Ar " 

By  comparing  this  expression  with  the  formula  on  p.  133  for  the 
distribution  of  the  pressure  along  a  long  line,  we  see  at  once  that  the 
induction  from  the  surface  to  the  interior  of  the  cylinder  follows  a 
sine  law. 

The  length  of  a  complete  wave  is  found  from 

1       o  27r       10* 

VlOf) 

Over  such  a  wave-length  the  phase  of  the  induction  passes  through 
360*. 

Since  /*  =  a  7'  -  =  -^  ^a^, 

0"47r/Lt     p 

the  eddy  currents  are  propagated  in  the  iron  according  to  the  same 
exponential  law  as  the  induction. 

A.C.  z 
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For  an  iron  plate  (Fig.  311)  the  same  differential  equation  for  B,  is 
obtained,  and  consequently  the  same  flux  distribution  over  the  section 

as  in  a  cylinder.     In  this  case  x  and  r=  ^  do  not  represent  radii,  but 

the  distances  of  the  respective  points  or  surface  from  the  centre  of  the 
plate. 

Fig.  313  shews  the  magnitudes  of  the  flux  distribution  over  a  plate 
for  different  thicknesses  of  plates  at  c=  100.     An  idea  of  the  alteration 
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Fio.  818.^DiatributioD  of  Induction  ocroM  a  Stamping  for  100  Cycles  per  sec. 

in  the  phase  of  the  induction  throughout  the  plate  is  obtained  by 
remembering  that  the  wave-length  for  c=  100,  fi=  2000  and  p=  10~*  is 


10* 


10* 


V 


Cfi. 

lOp 


VO-l  X  100  X  2000  X  10^ 


=  0-224  cm  =  2-24  mm. 


centre  of  a  2  mm  plate  the  induction  is  displaced 

The  induction  -B-^  at 


Thus  at  the 

-    -  =  160'  in  phase  from  that  at  the  surface 

the  surface  only  corresponds  to  the  effect  of  the  external  magnetising 
forces,  which  we  suppose  in  this  case  to  act  uniformly  over  the  whole 
length  of  the  cylinder  or  width  of  the  plate.  If  we  ascertain  the 
greatest  mean  value  B^^  of  the  flux  density  which  can  exist  at  any 
instant,  this  must  be  less  than  the  mean  value  of  the  amplitudes  of  the 
induction  at  the  different  sections,  as  found  from  Fig.  313.  In  Fig.  314, 
the  ratio  of  the  maximum  mean  value  ^„^  to  the  maximum  induction 
^m»x  is  plotted  as  function  of  the  plate  thickness  for  c=100.  From 
the  figure  it  is  clearly  seen  that  with  a  plate  1  mm  thick  only  about 
55  %  is  utilised,  and  with  \  mm  plate  about  95  %.     The  1  mm  plate 
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therefore  would  only  increase  the  flux  in  the  ratio  of  55  to  47*5  with 
the  same  maximum  induction.  This  agrees  with  J.  J.  Thomson's 
statement  that  a  thick  plate  does  not  conduct  an  alternating  flux  of 
100  cycles  any  better  than  two  thin  plates  each  of  J  mm  thickness, 


Q2  0,^  0,6  0,8    1     12   U  1,6  1,8   2 

Thickness  of  Plate  in  */« 

Fia.  814.— Ratio  of  Maximum  to  Mean  Induction  for  Different  Thicknesses  of 
Stampings  at  100  Cycles  per  sec. 

i.e,  the  total  permeance  of  a  thick  plate  at  this  frequency  only  equals 
that  of  the  two  outside  layers  of  I  mm  each.  For  this  layer  a  simple 
formula  can  be  obtained,  which  gives  fairly  accurate  results  for  plates 
of  high  permeability.  When  \  is  very  large,  e-^  can  be  neglected 
compared  with  c^.     Then  we  get 


dx 


dx 


2/f„ 


(i-»a: 


Coming  back  to  the  absolute  values : 


i^.n 


i^n, 


or 


A 

2  ^■"-  v-ix' 
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whence  it  follows  that  the  thickness  of  the  equivalent  plate,  instead  of 


A  .  ,  .  1  104  iQp 
— ,  18  only  6  =  — —  =  -  A  /  — 
2'  ^        Xv/2     2ir^cfi 


For  c  =  100,  /x  =  2000  and  p  =  10"^  we  get  S  =  0253  mm,  which  agrees 
with  Thomson's  investigations.  It  is  also  clear  that  the  induction 
rapidly  decreases  towards  the  interior  since  €-^  =  €-^»  =  0  0019,  where 
a;  18  a  wave-length,  i.e.  the  amplitude  of  a  magnetic  wave  is  reduced  to 
a  two-thousandth  of  its  value  for  every  wave-length  completed  towards 
the  interior  of  the  iron. 

For  the  eddy-current  loss  it  follows  that  at  a  given  mean  value 
^mmai  ^^^  iuduction  is  increased  on  account  of  the  unsymmetrical 
distribution  of  the  flux.  In  electromagnetic  machines,  however,  such 
thin  plates  are  used  that  the  induction  is  almost  uniformly  distributed 
over  the  whole  core,  whence  it  is  admissible  to  calculate  the  eddy  losses 
by  means  of  formulae  174  and  176. 

113.  Eflfect  of  the  Frequency  and  Other  Influences  on  the  Iron 
Losses.  If  the  induced  effective  E.M.F.  E  in  an  electromagnetic 
apparatus  is  constant,  then 

cB="r2—.<  =  constant. 

Now,  from  equation  (179),  the  eddy-mirent  loss  is  proportional  to 

/AM08\2 

^'^'^H^) <>"*^> 

From  this  it  follows  that  tJie  eddy-aiirent  la^^s  ui  pi'opaiiional  h  the  sq^mif 
of  the  effective  induced  E.M.F,  iiulependenfly  of  tliefrequeimf  ,and  ti^areihapt 
of  the  latter. 

This  only  holds,  however,  up  to  a  certain  value  of  the  frequency, 
when  the  induction  becomes  unsymmetrically  distributed  over  the 
section. 

The  hysterem  loss  is,  from  equation  (167),  proportional  to 

From  this  we  see :  The  hysteresis  la^s  is  inversely  proparHonaJ  to  the 
0*6**'  power  of  tlie  freqiieimf. 

The  greater  the  frequency  the  smaller  the  hysteresis  loss  (for  the 
same  pressure),  and  up  to  a  certain  limit  this  holds  for  the  total  iron 
losses.  As  the  frequency  increases  a  point  is  reached  beyond  which,  on 
account  of  the  unsymmetrical  distribution,  the  eddy  losses  increase 
faster  than  the  loss  due  to  hysteresis  decreases. 

Further,  it  is  held  that,  in  addition  to  eddy  currents,  there  are  yet 
other  differences  between  static  and  alternating  magnetisation.  MoJ 
JVien  has  attempted  to  shew  experimentally,  in  Wiedenwmms  Anivalen^ 
Bd.  66,  that  the  so-called  magnetic  inertia  or  viscosity  at  rapid  reversals 
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causes  a  decrease  in  the  permeability  and  an  increase  in  the  hysteresis 
loss  per  cycle  at  a  constant  maximum  induction.  Thus,  a  similar  effect 
is  ascribed  to  magnetic  inertia  as  to  eddy  currents.  To  prove  this, 
Max  Wien  took  care  to  make  the  eddy  losses  quite  negligible  in  every 
respect,  whilst  the  experiments  were  undertaken  throughout  with 
sinusoidal  E.M.F.'s  and  very  different  frequencies.  From  Figs.  315  and 
316,  based  on  Max  Wien's  experiments,  it  is  easily  seen  that  the  flux 
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Fro.  315. — Sbortoniiig  of  the  Uystoresla  Loop  duo  to  IncreaniDg  Froqueiicy. 

at  rapid  reversals  cannot  quite  follow  the  magiietising  force,  conse- 
quent! v  the  hysteresis  loops  under  these  conditions  appear  different 
from  those  taken  with  slow  changes. 

At  the  close  of  his  paper,  Max  Wien  writes  as  follows  on  the 
relation  between  magnetic  after-effect  and  ^inertia:  ''Whilst  inertia 
becomes  noticeable  with  flux  variations  completed  within  xxyVii^^  ^^  * 
second,  the  magnetic  after-effect  does  not  begin  before  a  lapse  of 
several  tenths  of  a  second  (Klemencic-Martens).     This  after-effect  is 

freatest  for  weak  fields,  where  the  differences  of  the  permeability  and 
ysteresis  loss  at  the  various  frequencies  are  scarcely  noticeable. 
These  differences  attain  their  greatest  value  at  maximum  permeability, 
at  which  point  the  magnetic  after-effect  vanishes.  On  the  other  hand, 
there  are  several  analogies  between  the  two  phenomena — chiefly  the 
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dependence  on  the  diameter  of  the  wire  magnetised  and  the  decrease 
with  the  hardness  of  the  iron." 

Like  magnetic  inertia,  other  magnetic  phenomena  can  also  be  ex- 
plained by  Ewing's  molecular  theory. 
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Fig.  816.— Widening  of  the  Hysteresis  Loop  due  to  Increasing  Frequency. 

Vibration  decreases  hysteresis  loss.  This  is  especially  so  with  soft 
iron  and  weak  fields. 

The  conviction  is  now  fairly  general  that  the  hysteresis  loss  depends 
much  more  on  the  phi/dcal  nature  of  the  iron  than  on  the  chemical 
Press^tre  increases  the  hysteresis  loss  and  decreases  the  permeability, 
even  when  the  force  is  removed. 

Mordey  found  that  a  pressure  of  270  kg  per  cm^  caused  an  increase 
of  20  %  in  the  hysteresis  loss ;  on  removing  the  pressure,  the  loss  sank 
to  its  original  value. 

In  one  and  the  same  plate,  the  hysteresis  loss  varies  from  point  to 
point,  and  this  variation  may  amount  to  28^.  Near  the  edge  aiul 
perpendicular  to  the  direction  in  which  the  plate  has  been  rolled,  the 
loss  is  greatest,  and  in  the  inside  portion  parallel  to  this  direction  the 
loss  is  least. 

Layers  of  oxidation  on  the  plate,  which  have  a  low  permeability,  lead 
to  an  increase  in  the  hysteresis  losses.  Iron  plates  are  annealed  to 
reduce  hysteresis  loss.  The  latter,  plotted  as  a  function  of  the 
annealing  temperature,  gives  a  curve  shewing  that  minimum  loss 
occurs  at  950**  C.  When  we  come  above  this  annealing  temperature 
the  loss  curve  rises  rapidly.  At  higher  temperatures  the  plates  may 
stick  together  and  be  destroyed. 
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Up  to  about  200*  C,  the  hysteresis  loss  is  almost  independent  of 
the  temperature,  whilst  between  200*  and  700*  C.  the  loss  decreases 
from  10  to  20%. 

With  continuous  heating,  however,  the  hysteresis  loss  increases — this 
process  is  known  as  ageing.  The  higher  the  annealing  temperature, 
the  more  pronounced  does  this  property  shew  itself. 

The  curves  in  Fig.  317  were  taken  hy  A,  H,  Ford  on  four  different 
transformers  of  1  to  2  K.w.  The  transformers  were  fully  loaded  during 
the  whole  of  the  experiments.  Ford  maintains  that  ageing  can  be 
reduced  by  rapidly  cooling  the  red-hot  plates. 
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Fkj.  317.— Agoing  of  Iron. 
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Mauermann  *  investigated  a  number  of  plates  with  respect  to  ageing, 
some  of  which  were  annealed  at  700-750*  C.  and  the  remainder  at 
950-1000*0.  Those  plates  which  were  annealed  at  950-1000*0. 
shewed  a  noticeable  increase  in  hysteresis  loss  after  one  week's  heating 
at  56*  0.,  whilst  the  plates  annealed  at  the  lower  temperature  shewea 
little  change.  After  being  heated  at  77*0.  for  a  fortnight,  the  latter 
plates  still  shewed  little  change,  whilst  the  increase  for  the  plates 
annealed  at  the  higher  temperature  remained  about  the  same. 

Consequently,  on  account  of  ageing,  it  would  seem  that  the  annealing 
temperature  should  not  be  too  high. 

The  investigations  of  a  committee  on  Hysteresis  appointed  by  the 
Ferband  de^Uscher  Elektrotechnikei'  gave  the  following  results  (E.T.Z. 
1904,  p.  501): 

1.  After  lying  in  the  temperature  of  the  laboratory  for  some  months, 
some  transformers  shewed  a  higher  loss  coefficient  t  than  on  entering  ; 


*E,T,Z,  1901,  p.  861. 


t  Total  iron  loss  in  1  kg  at  c  =  50  and  5=  10000, 
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on  the  contrary,  the  loss  coefficient  of  the  testing-transformer,  kept  at 
the  temperature  of  the  room,  shewed  no  change  during  the  2^  months' 
continuous  experiments,  so  that  it  appears  the  loss  coefficient  got  worse 
at  the  beginning  when  the  iron  was  brought  into  the  laboratory 
temperature  and  then  remained  constant. 

2.  Only  one  plate  shewed  no  signs  of  ageing — all  the  others  shewed 
a  tendency  to  this,  which  was  more  marked  with  the  0*35  mm  plates 
than  with  the  0*5  mm  ;  in  general,  the  ageing  is  very  small  (3  to  8  %), 
with  the  exception  of  one  plate,  which  was  found  to  })e  non-homogeneous 
on  delivery.     In  this  case  the  loss  increased  25  % . 

3.  Marked  ageing,  on  the  other  hand,  was  olwerved  in  the  alloyed 
plates,  and  was  found  to  be  larger  in  those  with  2  %  Al.  (33  %)  than 
in  those  containing  1  %  Al.  (15  %). 

4.  An  increase  in  the  loss  due  to  hysteresis  was  always  the  cause 
of  the  loss  coefficient  becoming  worse  (»/  getting  worse  by  47  %), 
whilst  the  eddy-current  loss  in  general  remained  constant  and  in  the 
alloyed  plates  rather  decreased  (12  to  17  %).  The  figures  obtained 
from  static  methods — in  so  far  as  could  be  expected  from  the  un- 
certainty of  the  separation— agreed  in  general  with  those  obtained  by 
wattmeters. 

From  recent  experiments  by  Ih\  E.  Kolben,  on  the  influence  of 
silicon  on  the  ageing  of  iron,  it  appears  that  this  phenomenon  of  ageing 
disappears  rapidly  as  the  amount  of  silicon  increases,  until  with  iron 
containing  3*5  %  of  silicon  it  vanishes  almost  entirely. 

The  wave-shape  of  the pesstire,  like  the  frequency,  has  no  effect  on  the 
eddy-current  loss  at  low  and  moderate  frequencies.  At  high  frequencies, 
however,  the  eddy  losses  are  larger  when  the  pressure  curve  deviates 
from  a  sine  wave,  because  the  higher  harmonics  cause  larger  eddy 
losses  than  the  fundamental.     From  formula  (182)  it  is  seen  that  the 

hysteresis  loss  varies  inversely  as 


^ 


the  1  -6"*  power  of  the  form  factor. 
Since  peaked  pressure  curves  have 
the  largest  form  factors,  the 
hysteresis  loss  is  smaller  for  such 
than  for  flat-shaped  curves.  This 
follows  also  from  the  fact  that  the 
maximum  induction  B  is  propor- 
tional to  the  area  of  the  pressure 
curve,  whilst  this  area  is  inversely 
propoitional  to  the  form  factor  for 
the  same  effective  value.  Conse- 
quently, the  maximum  induction  is 
inversely  proportional  to  the  form 
factor  and  the  hysteresis  loss  to 
the  1-6"*  power  of  the  form  factor. 
To  give  an  idea  of  the  influence 
of  the  wave-shape  on  the  hysteresis  losses,  the  latter  have  l>een  calcu- 
lated for  various  form  factors  as  a  percentage  of  the  hysteresis  losses 
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for  a  sinusoidal  pressure,  assuming  the  applied   e.m.f.  constant  in 
every  case.     The  results  are  plotted  as  a  curve  in  Fig.  318. 

It  seldom  occurs  that  a  pressure  curve  has  a  form  factor  greater 
than  1*3  to  1-35;  with  such  a  waveshape  the  hysteresis  loss  will  be 
reduced  some  25%.  Such  highly  peaked  curves,  however,  are  a 
disadvantage  in  other  ways — especially  on  account  of  the  heavy  strain 
placed  on  the  insulation.  In  addition  to  this  the  eddy  losses  are 
increased  with  peaked  curves,  so  that  they  are  not  so  efficient  with 
regard  to  the  iron  losses  as  indicated  by  Fig.  318. 

114.  Flux  Distribution  in  Armature  Gores.  In  most  electrical 
machines  the  iron  is  not  continually  magnetised  and  demagnetised 
in  diametrically  opposite  directions, 
but  the  induction  often  remains  more 
or  less  constant,  whilst  its  direction 
rotates.  Such  a  magnetisation  occurs 
in  the  armature  of  the  four-pole 
dynamo  in  Fig.  319.  A  rotating 
induction  of  this  kind  can  always 
be  split  up  into  two  components 
perpendicular  to  one  another. 

To  determine  these  components,  we 
start  with  the  assumption  that  the 
induction  at  the  surface  of  the  arma- 
ture is  sinusoidally  distributed, — a 
field  thus  distributed  is  called  a  sine- 
wave  field.  To  calculate  the  flux 
distribution  inside  the  armature,  we 
can  suppose  that  magnetic  charges 


Flo.  819.— Flux  Distribution  iii  Four-pole 
Armature. 
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exist  on  the  surface  of  the  armature,  the  density  of  which  /: 

varies  after  a  sine  wave.  These  magnetic  masses  exert  magnetising 
forces  H  in  the  interior  of  the  core,  in  accordance  with  the  law  of 
magnetic  potential — these  forces  cause  the  magnetic  induction  B. 

R.  Riidenberg*  has  calculated  the  components  of  this  induction  from 
differential  equations  of  the  magnetic  potential,  on  the  assumptions 
that  the  permeability  /i  of  the  plate  is  constant  at  all  points  and 
in  all  directions,  and  that  the  distribution  of  induction  is  not  affected 
by  eddy  currents. 

In  polar  co-ordinates,  the  radial  component  is 

and  the  tangential  component 

b^=  -~  {Ar^  ■¥  Br-^)&ir\  p<l>, 

*  E/r.Z.  1905  and  R.  Rudenl>erg,  Eiiergie  der  Wirhehtrdme.  Samiidung  declr. 
Vortrage  (Stuttgart),  1906. 
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where  p  is  the  number  of  pole-pairs  in  the  machine  and  A  and  B  two 
constants.  These  are  obtained  from  the  limiting  conditions  for  the 
inside  and  outside  radius 

(i)r=n,      K^O', 

(2)  r^r^,        b^^BtCOS]xl>, 
assuming  a  sine- wave  flux  distribution  Bi  in  the  gap. 


Hence  follows  A  =  Bi- 


and  B=^Bt 


1 


©" 


I 


If  we  change  /*,  and  /•„  these  formulae  hold  for  machines  with  rotating 
poles.  •  In  Fig.  320  the  flux  distribution  in  the  machine  in  Fig.  319  is 
shewn,  as  calculated  hy  Riidenberg  from  the  above  formulae. 


Fio.  320. — Flux  Distribution  in  Four-pole  Armature. 

From  the  formulae  it  is  seen  that  the  induction  at  every  point  of  a 
revolving  armature  is  made  up  of  two  components,  one  of  which  varies 
with  cos j)if>  and  the  other  with  sin /;</>.  If  the  2jw-polar  armature 
revolves  at  ii  revolutions  per  minute,  E.M.F.'s  will  be  induced  in  the 
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armature  conductors  at  a  frequency 
second.     Further 


per  minute  or  c= -^  cycles  per 


where  /  is  the  time  in  seconds  taken  by  the  armature  to  rotate  through 
the  angle  <f> ;  hence 

j()4>  =  -  ^?-  t  =  2ird  =  wL 

The  two  components  can  therefore  be  expressed  thus : 

bf.  =  B^  cps  w/, 

b^  =  B^  sin  lu^, 

and  the  resultant  induction  can  be  represented  by  a  vector  OB  revolving 
about  0,  as  in  Fig.  321. 

The  angular  velocity  of  .this  rota- 
tion is  variable,  and  its  average  is  a>. 
The  extremity  B  of  the  rotating 
vector  moves  over  an  ellipse  (elliptic 
induction,  elliptic  rotary  field).  Near 
the  external  surface  of  the  armature, 
Br^B,  and 

hence,  for  r<  =  0,  or  when  p  is  very 
large,  at  the  surface  where  r  =  r^, 
we  have 

B^  =  B^  =  Bi. 

At  the  internal  surface  of  the  armature,  where  r  =  rt,  then  B^^O 
and  271+"?*-^ 

'a  'i 

Whilst  the  radial  component  always  decreases  from  the  outside  to 
the  inside  surface  of  the  core,  this  is  only  the  case  for  the  tangential 
component  when  the  number  of  poles  is  greater  than  two.  The 
ellipses,  after  which  the  induction  varies,  become  flatter  the  deeper  we 
go  into  the  core.  At  the  interior  surface  it  becomes  a  line,  because 
the  induction  here  varies  in  diametrically  opposite  directions,  as  in  a 
transformer  core.  The  ellipse  only  becomes  a  circle  in  the  theoretical 
case  when  the  inside  diameter  is  zero,  and  only  the  induction  at  the 
outside  layer  of  such  an  armature  follows  a  uniform  rotation  like  a 
circular  vector  (perfect  rotary  field).  Assuming  that  the  molecular 
theory  of  magnetism  corresponds  to  the  physical  phenomena  in  iron, 
we  see  that  the  molecules  have  the  tendency  to  rotate  when   the 


Pio.   821.— Uopresentatlon    of   Radial   and 
Tangeutial  Compouents  of  Induction. 
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armature  rotates,  the  mean  velocity  corresponding  to  the  frequency  of 
the  e.m.f/8  induced  in  the  armature  winding. 

If  the  field  in  the  gap  is  not  a  sine  wave,  the  flux  curve  can  be 
analysed  by  Fourier's  Series  into  its  fundamental  and  higher  harmonics, 
and  the  calculations  repeated  for  each  field.  By  superposing  the 
inductions  due  to  the  several  fields,  we  get  the  resultant  flux  distribu- 
tion in  the  armature.  Naturally,  the  fields  with  the  largest  numbers 
of  poles  penetrate  the  least  distance  into  the  core. 

If  p  is  very  large  or  equal  to  qo  ,  the  equations  assume  the  following^ 
forms  when  rectangular  co-ordinates  are  introduced.  The  tangential 
component  becomes 


«»,=  WVi^€"^  / 


A  =  -\A^'  -B^'^Ji 


.      IT 

sm  -  «, 

T 


IT 


and  the  radial  h^=  -XAi'    -Bt  ^  Jcos-x, 


T 


when  T  is  the  pole-pitch  and  A  and  B  two  constants  which  are  found 
from  the  two  limiting  conditions 

(1)  y  =  A,         6.  =  0; 


IT 


(2)  y^O,         b^^B,co8-x. 


T 


We  then  get 


A  = 

B, 

"  •^'*  7 

€    ^      -1 

B  = 

l-«      ' 

h  is  the  core-depth.     Thus,  in  the  first  formulae,  h^r^==r^  and  t=— •. 

The  last  formulae  give  an  insight  into  the  flux  distribution  in  the 
laminated  pole-shoes  of  a  continuous  or  alternating-current  machine 
with  open  or  semi-enclosed  slot«  in  the  armature.  On  the  mean 
induction  i^,,  a  magnetic  wave,  with  its  maximum  value  B^  opposite 
the  teeth  and  its  minimum  value  -  B^  opposite  the  slots,  is  superposed 
(Fig.  322). 

At  a  depth  y  =  }^  =  t,  the  magnetic  waves  have  practically  vanished, 

since  they  are  here  reduced  to 

Tr  "'=.£-' =  0-0435, 

i.e.  4  J  %  of  their  original  value. 

The  two  assumptions  on  which  we  have  biised  all  our  calculations, 
viz.  that  the  peraieability  is  constant  throughout,  and  that  the  eddy 
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currents  do  not  affect  the  flux  distribution,  are  not  always  quite  true. 
Since,  however,  the  pei-meability  increases  towards  the  interior,  the 


Pia.  SS2.— Flux  Pulsations  in  the  Gap,  due  to  Slot-openings. 

induction  inside  will  be  somewhat  larger  than  that  given  by  the 
formulae.  The  eddy  currents  have  just  the  opposite  tendency,  and 
strive  to  keep  the  flux  to- 
wards the  exterior.  Figs. 
323  and  324  shew  the  dis- 
tribution of  the  flux  in 
a  smooth-cored  and  in  a 
toothed  armature.  These 
pictures  of  the  lines  of  force 
are  reproduced  from  photo- 
graphs taken  by  fr,  M. 
ITiamton*  carried  out  by 
the  method  due  to  Hele- 
ShaWj  Hay  and  Powell,  The 
method  is  based  on  the  fact 
that  the  fundamental  equa- 
tions for  the  magnetic  lines 
of  force  a^ee  with  the 
fundamental  equations  for 
the  flow  in  two  dimensions 
of  an  ideal — i.e.  frictionless 
and  incompressible — fluid. 
A  perfectly  frictionless 
fluid  does  not  exist,  but 
it  is  sufficient  to  take  an 

♦  Electrician  1905/06,  p.  959.  pxo.  S24.— Flux  Distribution  in  a  Toothed  Armature. 


Fio.  S23.— Flux  DlHtributlon  in  a  Smooth-cored 
Armature. 
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ordinary  liquid  flowing  in  a  very  thin  layer  between  two  parallel 
surfaces.  By  forcing  a  coloured  liquid  in  streaks  between  two  parallel 
glass  plates,  Hele-Shaw  and  othera  succeeded  in  producing  stream  lines 
which  agreed  with  the  lines  of  force  in  a  magnetic  field.  The  coloration 
of  the  liquid  was  obtained  by  forcing  an  aniline  dye  into  the  liquid 
from  a  tube  containing  a  large  number  of  fine  holes  at  small  equal 
distances  from  one  another — ^us  forming  sharply-defined  stream  lines 
of  extraordinary  regularity. 

Further,  it  can  be  proved  that  the  velocity  of  the  fluid  under  like 
conditions  varies  witjj  the  cube  of  the  thickness  of  the  layer.  This 
fact  gives  a  suitable  n^eans  for  producing  a  mechanical  analog  for  the 
various  permeances  of  the  several  parts  of  the  current  path.  The  parts 
of  the  one  plate  which  is  to  represent  the  air-gap  are  covered  with  a 
layer  of  wax,  and  the  other  plate  is  brought  so  near  to  this  that  only 


Fig.  825. 

a  minimum  gap  is  left  between  them ;  if,  for  instance,  this  gap  was  a 
tenth  of  that  at  the  part  not  covered  with  wax,  the  "  permeability " 
would  be  reduced  to  a  thousandth.  The  liquid  used  was  glycerine, 
which  was  led  in  at  one  pole  and  out  at  the  other.  As  shewn  by  the 
photographs,  the  paths  of  the  "  lines  of  force  "  correspond  exactly  with 
those  obtained  from  complicated  calculations. 

In  the  calculation  and  construction  of  diagrams  of  the  lines  of  force 
it  is  best  to  make  several  pictures  of  the  lines  of  force  by  estimation, 
split  these  up  into  tubes  of  force  and  calculate  the  permeance  of  the 
tubes.  Since  the  path  of  the  lines  of  force  is  always  such  that  the  total 
flux  is  a  maximum,  the  diagram  giving  the  greatest  permeance  can  be 
taken  as  the  best.  It  is  often  well  to  draw  in  the  equi-potential  lines 
of  the  flux,  and  from  these  obtain  the  position  of  the  lines  of  force. 
This  is  only  advisable,  however,  in  cases  where  the  equi-potential  lines 
can  at  once  be  drawn  more  easily  and  accurately  than  the  lines  of  force. 
If  we  have  now  the  figure  of  the  lines  of  force— as,  for  instance,  between 
the  pole  surface  and  armature  surface  in  Fig.  325 — and  have  found 
that  this  possesses  the  largest  permeance,  we  then  pass  on  to  calculate 
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exactly  the  flux  between  the  pole  and  armature  surface.    The  permeance 
A_  of  a  tube  of  force  is  i 


K- 


0-8  8; 


where  i,  is  the  mean  width  and  8,  the  mean  length  of  the  tube  of  force. 
The  breadth  of  the  tube  perpendicular  to  the  plane  of  the  paper  is 
assumed  to  be  1  cm.  If  the  magnetic  potential  difference  between  the 
pole  and  armature  surface  is  AW^,  the  flux  in  the  tube  in  question 
will  be  1^ 

A  -    ^«    j4W» 
'~0-8  8.        *' 

and  the  flux  density  at  the  armature  surface 

^.=^'=ni^'' <^»«> 

a,     0-8a,o, 

since  the  tubes  always  enter  the  iron  at  right  angles.  If  the  flux 
density  has  to  be  found  at  a  point  in  the  gap,  then  4>,  must  be  divided 
by  the  part  of  the  equi-potential  surface  at  the  place  in  question,  which 
is  cut  by  the  tube  of  force.  In  this  way,  the  flux  in  all  the  tubes  and 
the  flux  density  at  any  point  can  be  found  with  fair  accuracy. 

115.  Iron  Losses  due  to  Rotary  ICagnetisation.  (a)  The  eddy 
current  losses  in  the  iron  with  rotary  magnetisation  are  obtained  by 
simply  adding  the  losses  produced  by  the  two  components  of  the 
induction. 

If  the  iron  is  magnetised  by  a  pure  rotary  field,  then  B^  =  B^  —  B, 
and  we  get  just  double  the  eddy  losses  obtained  with  a  linear 
alternating  magnetisation  to  the  same  value  B. 


Fig.  320.— DiBtributlon  of  Eddy-currents  due  to  Rotating  Miignetiiiation. 

Starting  from  the  formula  in  Section  114  for  the  flux  distribution, 
y^.  Riklenbeig  has  analytically  investigated  the  eddy  currents  in 
revolving  armatures  and  obtained  the  interesting  result  that  the  stream 
lines  of  the  eddy  currents  are  identical  with  the  lines  of  force  of  the 
magnetic  field  except  at  the  boundary  surfaces  where  the  currents 
are   reversed.      The  current  distribution  is  illustrated  by  Fig.  326. 
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For  the  eddy-current  losses,  Riidenberg  obtained  the  same  formula 
as  above : 


'""'M^iloi^J'''^'^''^- 


Here  -Ba««*-jrif|  is  the  mean  tangential  induction  in  the  neutral 

zone  where  ft,  =  0.  Only  the  eddy-current  coefficient  for  rotary 
magnetisation  is  larger  than  for  linear  magnetisation,  and,  as  seen  from 
the  following  formulae,  depends  largely  on  the  armature  dimensions. 
For  a  rotating  armature,  we  have 


w 


For  p^oo,  i.e.  for  a  flat  armature  surface, 

h 

IT*  T 


.(181) 


^tenh^ 

T 

and  for  hollow  armature  cores  such  as  stators. 


.(182) 


,^^^^^^^\_.p4^^ : (183) 


6       T/,      Trh\^ 


'(-;*)-■ 


In  Fiff.  327  the  values  of  <r^  for  different  numbers  of  poles  are 

plotWid  as  functions  of  -•     All  these  curves  start  from  -^  for  -«0, 

corresponding  to  alternating-current  magnetisation.  Bi-polar  rotating 
armatures  have  the  lowest  eddy-current  coefficient  and. bi-polar  stator 
cores  the  largest.  These  formulae  are  deduced  under  the  assumption 
of  uniformly  distributed  induction  over  the  width  of  each  plate  and  for 
constant  permeability  /*.  These  assumptions  are  only  partly  correct^ 
so  that  the  eddy  losses  are  always  somewhat  larger  than  those  given 
by  the  formulae.  These  losses  are  further  increased  by  the  filing,  etc,, 
done  in  building  the  core,  so  that  the  experimental  values  of  the  eddy- 
current  coefficient  usually  lie  between  5  and  10,  and  in  continuous 
current  machines  may  be  still  higher.  This  is  largely  due  to  the  fact, 
that  in  addition  to  the  eddy  losses  in  the  armature  plates  there  are 
also  the  further  losses  in  the  pole  shoes,  due  to  the  teeth  passing  over. 
A  similar  effect  is  produced  in  an  induction  motor.  These  losses  must 
of  course  be  separated,  as  will  be  shewn  in  the  latter  part  of  this 
section. 
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(b)  With  respect  to  the  hysteresis  loss  due  to  rotary  magnetisation 
(so-called  rotary  hysteresis),  not  many  investigations  have  been  made. 
As  shewn,  the  iron  molecules  in  a  revolving  armature  strive  to  rotate 
at  a  frequency  c  corresponding  to  the  mean  angular  velocity  id,  but  are 
prevented  from  following  the  magnetising  force  by  the  friction  between 
them  and  the  neighbouring  molecules  rotating  in  the  opposite  direction. 
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Fia.  827. — Relation  of  Eddy-current  Goofficient  <r     to  Gore  Depth  with  Different 
Numl)ers  of  Poles. 

CJonsequently,  losses  occur  here  which  a  priori  are  not  necessarily  equal 
to  the  hysteresis  loss  due  to  alternating  magnetisation,  for  in  this  case 
the  magnetising  force  does  not  alter  in  direction  but  only  in  strength. 
The  most  recent  researches,  however,  shew  that  the  hysteresis  loss 
with  rotary  magnetisation  has  about  the  same  value  as  alternating 
magnetisation  for  low  induction  up  to  about  10,000.  At  higher  in- 
ductions, on  the  other  hand,  the  hysteresis  loss  is  somewhat  smaller  than 
Mnth  alternating  magnetisation.  Various  writers  have  even  asserted 
that  the  rotary  hysteresis  loss  reaches  a  maximum  at  flux  densities  of 
16,000  to  20,000,  and  then  at  higher  values  falls  off  very  rapidly  to  a 
very  low  value.  It  has  been  attempted  to  explain  this  phenomenon  by 
means  of  Ewing's  molecular  theory,  but  neither  the  explanation  nor 
the  experiments  seem  to  be  free  from  objection.  The  hysteresis 
losses  obtained  with  alternating  magnetisation  in  formula  (168)  are 
therefore  generally  used  directly  for  rotary  magnetisation  also,  and 

calculated  for  the  mean  tangential  induction  ^u»e*ii  =  -T^f- 
A.c.  2  a 
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(c)  Losses  in  Pole  Shoes,  With  a  slotted  armature  the  induction  over 
the  surface  of  the  pole  shoe  is  not  constant,  but  varies  along  a  \rave 
corresponding  to  the  teeth  and  slots.  When  the  armature  revolves, 
the  maxima  and  minima  of  this  wave  move  over  the  pole  shoe,  so  that 
at  anv  point  in  the  latter  the  induction  pulsates  at  a  frequency  corre- 
sponding to  the  number  of  teeth  Z  moving  across  the  pole  per  second. 
As  a  consequence  of  this,  eddy  currents  are  induced  in  the  shoes  having 

the  frequency  ^n^-^  and  penetrate  to  a  depth  A,  where  the  induction 

is  constant.     The  direction  of  these  currents  is  such  as  to  damp  the 
*  oscillations  of  the  flux,  that  is,  they  exert  a  screening  effect  and  are 
therefore  chiefly  confined  to  the  surface  of  the  shoe ;  below  the  surface, 
they  are  rapidly  damped  out. 

If  the  pole  shoes  are  laminated,  the  eddy-current  loss  due  to  the 
teeth  can  be  calculated  from  formula  {ll^iov  p  —  co.  It  must  be 
remembered,  however,  that  the  gap  density  Bi  must  be  replaced  by  the 
amplitude  B^  of  the  flux  pulsations  at  the  surface  of  the  shoe  and  the 
pole  pitch  T  by  the  half  slot-pitch.     The  depth  of  the  laminations  is 

taken  as  ^,  for  if  they  were  deeper,  this  would  have  but  little  eflfect 

on  the  calculation,  since  the  magnetic  waves— as  shewn — are  practically 
damped  out  at  this  depth.     Thus,  in  a  pole  shoe  of  length  /  cm,  width 

h  cm  and  depth  ~  cm,  the  eddy-current  loss  will  be 


^''-='^-(^ife™oTlob^***^ 


since 

Here 

^^ 

irh 

T 

and  the 

frequency 

lOOt; 

6  tanh  IT     6 


where  v  is  the  peripheral  speed  of  the  armature  in  metres  per  second. 
Inserting  these  values : 

-mi""  TO  iM^^ '''''''' (''^> 

where  /,  b  and  /,  are  in  cm  and  A  in  mm. 
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The  hysteresis  losses  are  approximately 

In  this  formula,  as  in  the  earlier,  the  flux  distribution  is  taken  as 
constant  over  the  whole  plate.  For  most  pole  shoes,  however,  this 
does  not  hold,  partly  because  the  plates  are  often  1  mm  or  more  thick 
and  partly  because  the  frequency  c„  lies  between  500  and  1500.  The 
thickness  8  of  the  equivalent  layer  of  a  plate  in  a  pole  shoe,  where 
c  =  1000,  />=  10-*  and  /li=  2000,  is 

5  -  —  a/ rr/— =  7^  cm  =  0-08  mm, 

thus  being  much  less  than  half  the  thickness  of  the  plate.  In  such 
cases  the  values  obtained  from  the  formulae  are  too  low.  It  is  seen, 
however,  that  it  is  extremely  important  not  to  use  too  thick  plates  for 
pole  shoes.  It  is  therefore  of  interest  to  calculate  the  eddy  losses  in  a 
solid  pole  shoe  and  compare  these  with  the  losses  in  laminated  shoes. 
For  this  calculation  we  shall  use  the  method  given  by  Riidenberg  in 
the  £,T,Z.  1905,  p.  182. 

The  magnetic  wave  entering  the  shoe  will  again  be  represented  by 

2ir 

h 
In  each  element  at  the  surface  of  the  pole  shoe  and  parallel  to  the* 
axis,  the  E.M.F.  induced  per  cm  length  is 

e^^vb^lO'^  volts, 

where  v  is  the  peripheral  speed  of  the  armature  in  m/sec.  This  E.M.F. 
produces  an  eddy  current  near  the  surface 

1  =  J^  =  t;-it  10""*  amp. 
P        P 

In  section  112  it  was  shewn  that  the  eddy  currents  are  propagated 
in  solid  iron  in  accordance  with  the  exponential  function  c-^v,  where 

.      27r     [c^ 

a  constant  depending  on  the  iron,  and  y  the  distance  of  the  point  in 
question  from  the  surface. 

Hence  the  general  expression  for  the  eddy  currents  can  be  written 

i^  =  !!^^€-^cos^«10-«. 
P  h 

We  take  now  the  expression  i^p  di\  which  represents  the  loss  due  to 
eddy  curi'ents  in  the  element  of  volume  dv,  and  integrate  over  the 
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surface  of  the 'pole  shoe  tyl.  It  is  convenient  to  extend  the  integratiou 
with  respect  to  y  to  oo,  but  the  magnetic  waves  do  not  extend  even 
a  wave  length  into  the  iron ;  we  then  get  the  total  eddy-current  loss  in 
a  slot  pitch : 

=  1   dx\   dy\  dzilp 

Jo        Jo        Jo 

hence  «,.  =  __  ^i-. 

Integrating  over  the  whole  polar  arc  b,  instead  of  over  a  slot  pitch  /,, 
we  get  the  total  eddy-current  loss 

-  bl  watts, 


and  with  c„=  -y-> 


i«'«'^''Vf. 


^^-sLGoooTC^yVp;"^"**^ <^^> 

where  b,  I  and  t^  are  in  cm  and  v  in  m/sec. 

As  seen,  this  expression  differs  considerably  from  that  for  laminated 
shoes.     Thev  are  in  the  ratio 


^'    /^V\2/-    6-6A2    IvfjLp 


to  one  another. 

For  A  =  0-5  mm,  <i  =  2  cm,  i'  =  20  m/sec,  /a  =  2000  and  p=  10"^  this 

ratio  becomes  

6-6x0-52    /  20x2000       ^,,^ 
I  t:  =  0*  J 1  o. 


xO-52    /"2' 
2        V2^ 


xlO^x  10 

In  this  case,  therefore,  the  losses  in  the  laminated  pole  shoes  are  little 
more  than  one  tenth  of  those  in  the  solid  pole  shoes..  To  obtain  this 
result,  however,  the  plates  of  the  laminated  shoes  must  not  be  more  than 

25  =  01 6  mm,  for  ^„=  — ^ — ^=1000  cycles  per  second. 

Since  these  thin  plates  arc  not  practicable,  the  eddy  losses  in  the 
actual  laminations  will  have  a  value  between  the  above. 
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116.  Testing  and  Pre-determination  of  Losses  in  Iron  Stampings. 

For  investigating  iron,  the  apparatus  should  be  arranged  so  that  the 
magnetic  circuit  is  entirely  composed  of  the  sample  to  be  tested. 

In  the  standards  of  the  Veihrnd  D&iUscher  Elekirotechiiiker  the  arrange- 
ment shewn  in  Fig.  328  is  proposed  for  the  testing  of  iron  plates. 


Fio.  82& — AppAratua  for  Testing  Iron  StampingB. 

The  magnetic  circuit  is  made  up  of  four  cores  each  500  mm  long, 
30  mm  wide  and  at  least  2  J  kg  in  weight.  The  several  plates  are 
insulated  from  one  another  by  tissue  paper.  The  cores  are  held  in 
position  by  wooden  clamps  and  at  the  junctions  separated  by  a  0*15  mm 
strip  of  presspahn.  Special  care  is  to  be  taken  that  the  cores  are  strictly 
in  line,  correct  position  being  detected  by  minimum  noise  and  minimum 
magnetising  current.  The  exciting  coils  are  wound  on  presspahn  spools, 
on  each  of  which  there  are  150  turns  of  wire  of  14  mm^  section. 

The  stampings — according  to  these  instructions — shall  be  taken  from 
a  sample  of  four  lots  weighing  at  least  10  kg.     From  the  total  losses 
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measured  by  the  wattmeter,  the  loss  in  the  winding  is  to  be  deducted 
in  order  to  obtain  the  iron  loss  IF,.  From  formulae  (168)  and  (176), 
the  total  iron  losses  are : 

^r.=  ;F.+  ;F.  =  [<r.4(^J%<..(A4^)]r..   ...(186) 

The  coeflScients  a-j^  and  o-^  can  be  found  by  experiment,  by  testing 
the  sample  at  a  constant  induction  B  with  alternating-currents  and 
variable  frequency  c.  For  this  purpose  we  have  only  to  maintain  the 
excitation  of  the  generator  constant  and  vary  its  speed;  for  then  the 
E.M.F.  varies  in  proportion  to  the  frequency  and  the  flux  remains  constant. 
The  losses  measured  by  the  wattmeter  are  then  divided  by  the  volume 
of  iron  to  obtain  the  loss  per  dm®.  These  values  divided  by  t^eir 
respective  frequencies  c  are  plotted  as  functions  of  the  induction  B, 
and  must — according  to  the  above  equation — give  a  straight  line. 

The  intercept  of  this  straight  line   on  the  ordinate  axis   equals 

*  ^  J   ,  whilst  the  height  of  a  point  on  the  straight  line  above 

this  point  of  intersection  with  the  ordinate  axis  is 


(XT, 


-\ioo  iooo; ' 


In  Fig.  329  the  above-mentioned  lines  have  been  determined  for 
0-5  mm  dynamo  plates  at  the  inductions  ^  =  6000,  10,000  and  15,000, 

and  the  values  of  a-f^  and  o-^  cal- 
culated from  the  same  are  given. 
This  method  of  separating  the 
hysteresis  and  eddy  losses  is 
based  on  the  assumption  that 
the  hysteresis  loss  per  cycle  is 
independent  of  the  frequency. 
This  is  not,  as  we  have  seen, 
strictly  correct,  for  the  same 
increases  somewhat  as  the 
frequency  increases.  Conse- 
quently, by  this  method  of 
separation  the  eddy-current 
loss  will  appear  somewhat 
greater,  and  the  hysteresis  loss 
somewhat  smaller  than  is  actu- 
ally the  case.  But  in  any  case 
the  method  enables  us  to  see 
what  part  of  the  losses  is 
proportional  to  the  frequency  and  what  part  to  the  square,  which 
is  of  importance  for  pre-determining  the  losses  and  obtaining 
the  coefficients  a-j^  and  a-^  experimentally.  Further,  we  have  seen 
that  the  eddy  currents— especially  at  high  frequencies — cause  a  non- 
uniform distribution  of  the  induction  over  the  section  of  the  plates. 


SOCyeies 


Fin.  329.— Separation  of  Iron  Losses  by  Frequency 
Method. 
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In  consequence  of  this,  the  hysteresis  loss  will  be  further  increased 
with  increasing  frequency,  which  appears  as  an  increase  of  the  eddy- 
current  coefficient  <r^  in  the  above  separation.  This  coefficient,  therefore, 
will  generally  be  found  considerably  greater  when  determined  by  this 
means,  than  when  it  is  deduced  from  the  thickness  and  permeance  of 
the  plates.  If  the  paper  between  the  plates  does  not  insulate  properly, 
or  if  a  direct  path  for  currents  from  plate  to  plate  is  made  during 
erection  or  construction,  as  is  often  unavoidable  in  practice,  the  eddy- 
current  coefficient  may  be  still  further  considerably  increased. 

The  total  loss  in  watts  in  a  kilogram  of  iron  at  an  induction  of 
10,000  and  frequency  of  50  is  called  the  specific  loss  of  the  iron. 
Assuming  a  specific  gravity  of  7*77,  the  iron  tested  in  Fig.  329  has  a 
specific  loss  of  4*1. 

According  to  Ewing,  the  best  result  obtained  by  him  was  from  iron 
having  the  following  composition  : 

Carbon  002  %.  Phosphorus  0-02  %. 

Silicon  0-032%.  Sulphur        0-003%. 

Traces  of  manganese.  Iron  99*925  %. 

This  iron  ages  considerably,  however.  By  adding  3  %  of  silicon  or 
aluminium  it  has  recently  be  found  possible  to  produce  an  iron,  in 
which  the  hysteresis  loss  is  less  than  that  of  the  best  Swedish  iron. 
This  iron  is  also  considerably  less  affected  by  ageing.  The  permeability 
of  such  an  alloyed  iron  is,  however,  lower  than  that  of  ordinary  iron, 
and  likewise  its  mechanical  strength. 

Since  such  alloy  plates  have  4  to  5  times  the  .electrical  resistance  of 
ordinary  plates  and  therefore  smaller  eddy  losses,  they  are  particularly 
suitable  for  transformers  and  other  electromagnetic  apparatus  with  large 
iron  losses  and  poor  cooling. 

For  the  specific  loss  the  Bismarck  hiitte — whose  plates  are  largely 
used  in  Germany  at  the  present  day — guarantees : 

Ordinary  plates        -        -        -      3-6  watts  per  kg. 
0-6  to  0-7  %  Silicon  Alloy        -      3-2 
30  to  3-5%  „  -       1-8 

The  composition  of  alloy  plates  is  usually  as  follows : 

Carbon         0*03  %,  Phosphorus  001  %, 

Silicon         3-4%,  Sulphur        0-04%, 

Manganese  0-3  %,  Iron  96-2  %, 

and  they  have  a  specific  resistance  of  0*5  ohm. 

117.  Calculatioii  of  the  Magnetising  Ampere-tnms  with  Continuous 
and  Alternating'Chirrent.  To  calculate  the  ampere-turns  in  a  magnetic 
circuit  excited  by  direct  current,  we  divide  the  magnetic  circuit  into 
parts  made  of  the  same  material  and  having  approximately  a  constant 
induction.     Starting,  for  example,  with  the  value  4>j  of  the  flux  in  the 

first  part,  we  find  the  induction  ^^  =  ^,  where  Q^  is  the  mean  section 
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of  this  part.     Similarly,  the  induction  at  another  part  B^-^jj^a-^-^, 

where  o-,  denotes  the  leakage  coefficient  of  the  part  x  with  respect  to 
part  1.  We  now  need  the  magnetiisatum  cuires  of  the  respective  materials. 
These  curves  give  the  inductions  B  for  the  different  materials  as  functions 
of  the  ampere-turns  aw  per  cm  length  of  the  magnetic  path.  Such  curves 
are  determined  by  the  above-mentioned  ballistic  measurements,  or 
by  means  of  some  form  of  permeameter,  and  take  no  account* 
therefore,  of  the  effect  of  hysteresis.  The  error  hereby  introduced  is 
usually  not  considerable.  In  Fig.  330  the  magnetisation  curves  for  the 
commonly-used  magnetic  materials  of  average  quality  are  given. 

The  permeability  of  good  cast  steel  is  independent  of  the  amount  of 
carbon  present  up  to  0*25  %  of  the  latter.  Above  this  value  the  steel 
becomes  harder  both  mechanically  and  magnetically  and  its  permeability 
rapidly  decreases. 

Let  a/i,  a/gj  ®*^m  denote  the  values  of  the  ampere-turns  per  cm 
length,  as  given  by  these  curves,  for  the  inductions  i^j,  jB.,,  etc.,  in  the 
several  parts ;  then  for  the  whole  magnetic  circuit  we  have  the  total 
ampere-turns  AT,  =  at,L,^ai,L,+ ..., 

where  Lj,  Zg,  etc.,  denote  the  lengths  of  the  several  parts. 

If  we  carry  out  this  process  for  a  number  of  values  of  the  flux  4>j, 
we  get  a  curve  shewing  ^^  as  a  function  of  Al\  (cp.  magnetisation 
curve  or  no-load  characteristic  of  machines). 

The  calculation  of  the  magnetic  circuit  with  an  alternating  flux,  as 
in  the  case  of  transformers  or  induction  motors,  is  quite  similar. 

Here  we  have  usually  the  ma,nmum  value  of  the  sinusoidal  alternating 
flux  either  given  or  assumed,  whilst  the  effective  value  of  the  magnetising 
ampere-turns  or  current  is  to  be  calculated.  Further,  this  effective 
value  has  to  be  split  up  into  an  energy  or  watt  component  and  a  wattless 
component.  If  the  magnetic  circuit  is  made  up  of  several  parts,  the 
problem  cannot  be  solved  accurately,  unless  we  have  the  hysteresis 
loops  for  the  several  inductions  in  the  various  parts.  From  these  the 
hysteresis  loop  for  the  whole  magnetic  path  could  be  calculated  point 
by  point  and  the  curve  of  magnetising  current  found,  similarly  to  that 
shewn  in  Fig.  307. 

Since  this  method  is  much  too  roundabout  for  practical  purposes,  it 
is  better  to  Use  the  following  approximate  method. 

On  a  test-ring  of  the  particular  material,  as  shewn  in  Fig.  299,  with 
various  applied  pressures  P,  the  effective  current  /  and  consumed 
watts  IF  are  measured.     If  the  pressure  is  sinusoidal, 

and  the  maximum  induction 
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where  Q  equals  the  section  of  the  material.     The  eflfective  value  of  the 
magnetising  ampere-turns  per  cm  length  of  the  ring  is 

,     Iw 

where  L^  is  the  mean  length  of  the  ring. 

Further,  the  watt  component  of  the  magnetising  current  is 

fF 
7' 


■^W D» 


and  the  watt-component  of  the  corresponding  ampere-tums  per  cm 


atur= 


L^^PT^ 


The  wattless  component  of  the  magnetising  current  and  of  the 
corresponding  ampere-turns  per  cm  length  of  the  magnetic  path  are 

In  Fig.  331  the  values  of  a/„rand  at^^^  are  plotted  for  different  values 
of  B  at  50  cycles  per  sec.  The  curves  are  taken  for  iron  plates  of 
various  qualities  and  thicknesses,  curves  I  and  II  being  for  dynamo 
plates  0*5  mm  and  0*35  mm  thick,  and  curve  III  for  alloy  plates 
0-33  mm  thick. 

To  calculate  a  magnetic  circuit  for  alternating-current,  the  procedure 
is  similar  to  that  for  a  circuit  excited  by  continuous  current  After 
the  circuit  has  been  divided  into  parts  of  the  same  material  and  with 
approximately  constant  inductions  5j,  jBg,  etc.,  then,  by  means  of  the 
curves,  we  can  get  the  watt  ampere-turns  ATj^^r  for  the  whole  circuit 

AT,,^=atj^,L,  +  at^^I^+...,   (187) 

and  likewise  the  wattless  ampere-turns 

^^*iri.  =  a^»LiA+«^H'iL2Aj+ (188) 

The  resultant  ampere-turns  are  then 

AT,^sl{Al\^f^{AT,^,f (189) 

By  this  method,  we  not  only  take  into  account  the  effect  of  magnetic 
hysteresis,  but  also  the  influence  of  the  eddy-current  losses  on  the 
magnetising  current. 

The  calculation  of  the  watt  ampere-turns  is  quite  accurate,  since 
these  are  siniisoidal  and  give  the  total  watts  lost  in  the  circuit 

^'^=/^/>  =  /^4-44rM;*„„10-8 

-^A2\^A'Uc^^J0-^  watts. 
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The  calculation  of  the  wattless  ampere-turns  in  the  whole  circuit  by 
summing  up  the  wattless  ampere-turns  in  the  several  parts  is  not  quite 
exact,  since  these  components  contain  higher  harmonics  which  have 
different  relations  to  the  fundamental  in  the  several  parts.  This 
method,  therefore,  giVes  a  somewhat  too  high  value  for  the  wattless 
ampere-turns,  especially  when  strongly  saturated  iron  is  in  series  with 
feebly  saturated  or  with  air. 
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The  error  can  be  reduced  somewhat  by  splitting  up  the  ampere-turns 
ai^t.  i"to  a  fundamental  aixwL  and  a  component  at^  comprising  the 
higher  harmonics.     The  latter  is  found  from  the  equation 


a/,  =  >/(a/^,)2-(a/,^;)2. 

In  Fig.  332  the  curves  for  ai^  ^tl  and  at^  are  calculated  for  laminations 
of  the  material  used  for  curve  I,  Fig.  331. 

Similarly,  as  in  the  above,  we  can  now  calculate  from  the  curves  for 
the  whole  magnetic  circuit 

-^■^IkWL^^h  WLx  ^\  "**  *^1  WLi-L*2  +  • . .  » 

^  TrfA  =  a  /rf  1  i,  +  a^rf  2  Lj  +  . . . , 
whence                      A  T^  ^^  =  n/<  ~;+  a^, 
and  AT,^slATl^^ATl^,^^ATl^^AT\^,^Afl (190) 


At  the  present  time,  plates  with  low  losses  are  usually  used  for 
static  transformers,  which  make  it  possible  to  work  at  high  densities. 
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In  these  special  plates,  however,  saturation  is  usually  reached  com- 
paratively early,  so  that  the  magnetising  current  quickly  becomes 
distorted.  On  this  account,  in  the  diagram  of  such  transformers,  the 
magnetising  current  cannot  be  considered  sinusoidal,  and  therefore 
cannot  be  added  geometrically  to  the  sinusoidal  load  cun*ent  in  the 
ordinary  way ;  but,  as  shewn  above,  the  sinusoidal  part  of  the  wattless 
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component  of  the  magnetising  cun*ent  must  first  be  added  directly  to 
the  wattless  component  of  the  load  current  and  then  the  components 
of  the  higher  harmonics  at  90"  to  these  geometrically  added,  in  order 
to  obtain  the  total  wattless  component  of  the  primary  current  supplied 
to  the  transformer.  By  means  of  this  accurate  procedure  the  wattless 
component  of  the  primary  current  ^vill  appear  smaller  than  the  sum  of 
the  wattless  components  of  the  magnetising  current  and  the  secondary 
load  current,  which  is  usually  the  one  calculated.  The  error  introduced, 
however,  by  the  latter  simple  method  is  generally  negligible. 

118.  The  Magnetic  Field  in  a  Polyphase  Motor.  For  the  sake  of 
simplicity  we  will  consider  the  actual  case  of  a  symmetrical  two-pole 
three-phase  induction  motor.  The  stator  coils  of  the  three  phases  are 
displaced  from  one  another  by  120"  in  space.  To  the  three  phases  the 
following  symmetrical  pressures  are  applied  : 

7>i  =  ^,uaxSin(ft)/.Hi/'), 

;^n  =  A.x  sin  (0,^  +  ^-120"), 

i^in  =  /^n«sin(a,/+v^-240"). 
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These  pressures  produce  the  following  fluxes,  which  are  interlinked 
Tvith  the  windings  of  the  three  phases : 

*U  =   -  *n.ax  COS  {(0<  +  l/'  -  120'), 

and  4»iii  =  -  ^\n^  cos  (wt  +  ip-  240"). 

These  fluxes  are  displaced  by  120'*  in  space,  whilst  in  time  they 
succeed  one  another  after  one-third  of  a  complete  period. 

The  resultant  flux  in  a  direction  x,  which  encloses  the  angle  x  with  the 
perpendicular  to  the  coils  of  the  first  phase,  can  therefore  be  written  : 

*x  =  -  ^rn^ic  cos  {(ot+\p-  x). 

Suppose  the  direction  x  Rotates  with  the  angular  velocity  u>,  then  we 
can  write  «.     ^    ,     / 

and  we  get  4>,=  ~  ^nutx cos  (^  - a^o), (191) 

i.e.  iheflitx  along  an  axis  revolving  mth  the  angnlar  velocity  of  (he  ciiirent  is 
constant.     Such  a  field  is  called  a  rotary  field. 

If  we, take  the  initial  position  oJq^^,  i.e.  so  that  the  flux  at  the 
instant  ^  =  0  is  a  maximum  in  the  direction  Xq,  then  this  direction  x 
corresponds  with  the  maximum  flux  at  every  instant. 

Hence^  in  a  'polyphxise  motor  we  luwe  a  constant  flux  rotating  with  a 
eofistant  ang^dar  velocity  w,  the  direction  of  flux  coinciding  with  the 
perpendicular  to  the  coils  of  each  phase  at  the  instant  when  the 
pressure  of  the  re8f)ective  phase  is  zero.  The  flux  distributes  itself  in 
the  gap  in  practically  a  sine  wave  over  the  annature  periphery. 

To  calculate  the  magnetising  current  in  each  phase,  the  effect  of  all 
three  phases  in  producing  the  common  rotary  field  must  now  be  taken 
into  account.  Consider,  for  example,  the  instant  when  the  flux  is  a 
maximum  in  the  first  phase,  then  the  resultant  magnetising  ampere- 
turns  along  the  perpendicular  to  the  coils  in  this  phase  are  also  a 
maximum  and  equal 

^T^mx  =  ^i^'  cos  0"  +  t,xW  cos  1 20**  +  iinW  cos  240', 

and  this  AT^^j,  has  to  produce  the  maximum  flux  density  Bi  in  the 
gap  along  the  perpendicular  to  the  first  phase,  w  equals  the  number  of 
turns  per  pole  and  phase.  Since  the  magnetising  currents  are  practi- 
cally wattless,  ii  is  a  maximum,  since  the  phase  pressure  is  zero  at  this 
moment.     Hence,  we  have 


AT^ 


J  =  m;    /„^j  cos  0°  sin  -  4-  /,„„  cos  1 20°  sin  (  9  +  ^  't  j 

-H/„.«co8  240''sin(^^  +  -7r^] 
=  Anax  w  (COS20''  +  cos2 1 20**  -|-  cos^ 240") 
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that  is  to  say,  the  magnetising  current  per  phase  required  to  produce 
the  rotary  field  in  a  three-phase  motor  is  only  J  of  the  current  required 
to  pnxluce  an  equal  alternating  field  by  means  of  a  single  phase. 
For  an  7^-phase  motor  we  should  have 


^T'n.a.  =/„„..W'fcOs20''  +  CO82?-  +  COS2— +. 

\  n  n 


.  +  cos^ 


2(n-l)i 


rW. 


.(19i>) 


Hence  in  an  n-phase  motor ^  the  magnetmng  otarent  in  each  phdae  requin^f 

to  p'odvce  the  rotary  field  is  only  -  of  the  magnetising  ctnreni  req^iireil  fo 

n 

prodiice  a  corresponding  altei^nating  fisld. 

In  a  two-phase  motor,  where  n  =  2, 

■" -*  max  ^  •*  mftx  ^* 

In  this  motor  the  total  flux  is  produced  by  one  phase  when  the  flux 
is  a  maximum  along  the  perpendicular  to  this  phase.     Suppose  the  two 

phases  of  the  two-phase  motor  produce 
alternating  fields  ^i  and  hu  of  the  same 
maximum  density  jB,,  which  are  dis- 
placed by  90°  both  in  space  and  time, 
then,  as  shewn  in  Fig.  333,  these  combine 
to  produce  a  rotary  field  of  constant 
intensity  i^,.  From  the  above  it  is  clear 
that  to  produce  a  rotary  field,  twice  as 
many  ampere-turns  are  needed  as  to 
produce  an  alternating  flux.  Whence  it 
follows  further,  that  a  single-phase 
induction  motor  at  no-load  (i.e.  running 
light)  takes  twice  the  magnetising 
current  that  it  takes  at  rest,  since  at 
is  produced,  and  when  running  a  rotarj' 


Pro.  883. 


rest  an  alternating  field 
field. 

If  the  three-phase  motor  is  wound  for  2p  poles,  the  rotary  field  will 

again  move  over  a  double  pole-pitch  in  a  period, — thus  through  -th  of 

a  revolution.     Hence  the  rotary  field  in  a  2|?-pole  motor  moves  p  times 

more  slowly  than  in  a  bi-polar,  i.e.  at  the  speed  -.     With  the  same 

magnetic  reluctance  per  unit- tube  of  flux,  the  2jo-pole  motor  requires 
p  times  the  magnetising  current  that  the  bi-polar  takes,  since  there 
are  p  times  as  many  fields  to  produce. 
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CHAPTER   XIX. 

THE  FUNDAMENTAL  PBIN0IPLE8  OF  ELECTBO8TATI08. 

119.  The  Electric  Field.     120.  Capacity.     121.  Specific  Inductive  Capacity. 
122.  The  Energy  in  the  Electric  Field.     123.  Electric  Displacement. 

119.  The  Electric  Field,  (a)  By  the  term  "  electric  field  "  is  under- 
stood a  space  where  electric  forces  can  be  observed.  The  electric  field 
has  several  properties  in  common  with  the  magnetic  field,  though  in 
several  points,  on  the  other  hand,  there  is  a  marked  difference.  For 
example,  the  total  quantity  of  magnetism  in  a  magnet  is  always  zero. 
With  bodies  in  electric  fields  this  is  not  always  so ;  a  body,  for  example, 
may  contain  only  positive  electricity,  in  which  case  it  is  said  to  be 
positively  electritied  or  charged.  Electrically-charged  bodies  produce 
in  their  neighbourhood  an  electric  field,  which  becomes  weaker  the 
further  we  go  from  the  charged  body.  The  repelling  force  exerted  on 
one  another  by  two  small  bodies  carrying  the  charges  q^  and  q^  in  air 
or  in  vacuo  can  be  calculated  from  Coulomb's  Ijaw : 

K-^', (193) 

where  r  is  the  distance  in  cm  between  the  bodies.  If  the  charges  are 
expressed  in  electrostatic  units,  the  force  K  will  be  given  in  dynes. 
In  the  electrostatic  system  of  units,  therefore,  the  electric  quantity  or 

charge  has  the  same  dimensions  {IrM^T'^)  as  the  magnetic  quantity 
in  the  electromagnetic  system  of  units.  If  we  have  an  electric  charge 
-H  1  in  an  electric  field,  it  will  be  acted  on  by  the  mechanical  force  /. 
This  force  /  is   termed   the   electric  field-strength^  and   has  the   same 

dimension  {L'^M^T'^)  as  the  magnetic  field-strength  in  the.electro- 
ma^etic  system  of  units. 

As  in  a  magnetic  field  there  are  magnetic  lines  and  tubes  of  force, 
similarly  in  an  electric  field  there  are  electric  lines  and  tubes  of  force. 
An  electric  line  of  force  is  defined  as  a  line  such  that  its  taflgent 
at  any  point  coincides  in  direction  with  the  field-strength.  The 
number  of  unit  tubes  of  force  passing  through  a  surface  of   1  cm^ 
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perpendicular  to  the  direction  of  the  force  is  taken  as  numerically  equal 
to  the  field-strength  at  the  respective  point. 

(b)  Every  point  in  a  constant  electric  field  possesses  a  poteiUial.  At 
any  point  in  the  field  the  potential  is 

P  =  2?, (194) 

where  q  denotes  the  electric  charge  of  a  point  at  the  distance  r  from 
the  point  considered.  The  summation  has  to  be  extended  over  all  the 
electric  charges  in  the  field. 

If  we  calculate  the  work  A  done  when  the  electric  charge  +  1  at 
distance  i\  from  the  charge  q^  is  removed  to  infinity,  we  have 

--&-r.fi-(-l')>?;=-.- 

The  work  A  is  thus  equal  to  the  potential  of  the  charge  q^  at  a 
distance  r,.  Since  this  work  is  independent  of  the  path  s  over  which 
the  unit  charge  is  conveyed,  the  potential  will  be 


P  =  ^''f.ds  =  f'-f.ds- 


By  diff'erentiating,  we  get  the  field-strength  in  the  direction  .s^ 

f.=  -Ts  (195) 

equal  to  the  fall  of  potential  in  this  direction.     From  this,  the  potential 
diff'erence  between  two  points  A  and  B  is 


-^'=\'/-' 


A  surface  perpendicular  at  all  points  to  the  direction  of  the  field- 
strength,  and  hence  the  locus  of  all  points  having  the  same  potential, 
is  called  an  equi-jjoteiitial  mirface.  The  earth's  potential  is  usually 
taken  as  zero,  and  in  this  case  the  potential  of  a  point  can  be  calculatecl 
as  the  work  done  in  moving  positive  unit  charge  from  earth  to  the 
point  considered. 

(c)  Gausa  ami  Green's  Thsaiem.  The  total  flux  </>  leaving  a  closed 
surface  F  is  equal  to  iir  times  the  sum  of  the  electric  charges  q  inside 
the  sphere.      This  theorem  can  be  directly  deduced  from  Coulomb's 


Law.     Symbolically 


<!> 


=  j/,rf/'=4^2j,    (196) 


where  /„  is  the  normal  component  of  the  electric  field-strength,  directed 
outwards,  on  the  elemental  surface  dF,  and  the  integral  is  taken  over 
the  whole  closed  surface  F. 

Insule  a  solid  cmidudor,  nmintainiiig  equilihrium^  the  electi-ic  field-drength 
f  is  everywhere  zero.  Thus  if  the  closed  surface  is  placed  inside  a  con- 
ductor where  /— 0  everywhere,  then  2^  =  0;  i.e.  tw  eledriciiy  can  exist 
inside  a  churged  conductor.    The  electricity  inside  the  conductor  mutually 
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repels  itself  to  the  surface,  where  the  total  electrical  charge  of  the 
conductor  is  therefore  located.      The  quaniity  of  ekdricUy  per  unit  of 
mirface  is  called  the  mrface  density  <r  of  the  elecfiic  charge. 
On  the  element  of  surface  dF  the  charge  is 

dq  =  a-dF. 

If  a  closed  surface — as  shewn  in  Fig.  334 — is  placed  very  near  to 
the  elemental  surface  dF,  then  i\s  the  electric  field-strength  inside  the 
conductor  is  zero,  and  from  Gauss's  Theorem  we  have 

{f„dF=fdF=^iTri:q  =  ^7ra'dF 
or  '  /=47rcr (197) 

Hence  the  electric  field-strength  at  a  point  near  the  surface  of  a 
charged  conductor  is  47r  times  the  surface  density.  From  this  it  follows 
that  the  surface  of  a  conductor  forms  an  equi-potential 
surface,  and  that  the  electric  lines  of  force  leave  the 
surface  perpendicularly  when  it  is  positively  charged, 
and  enter  perpendicularly  when  it  is  negatively  charged. 
The  positive  and  negative  charges  form  the  termini  of 
the  tubes  of  electric  force. 

(d)  The  electric  field-strength  at  a  point  in  the 
surface  of  a  conductor  is  not  equal  to  the  field-strength 
at  a  point  just  outside. 

Just  outside  the  surface,  both  the  electric  charge  "^  fig.  384. 
a-  dF  and  all  the  other  electric  charges  on  the  conductor 
exert  their  effect;  hence  we  can  put/,=/i-*-/2,  where  the  field-strength 
/g  is  due  to  the  charge  a-dF.  At  a  point  on  the  surface,  the  charge 
<rdF  exerts  no  force  /g,  so  that  the  resultant  field-strength  here  is 
/o=/i.  At  a  point  just  inside  the  conductor  the  charge  a-dF  exerts 
the  force  -/g,  directed  inwards,  since  the  point  is  on  the  opposite  side 
of  the  surface  element.  Since  the  electric  field-strength  inside  a  con- 
ductor is  zero,  then /<=/i -/2  =  0,  i.e. /i=/2  =  ^/,.  Consequently,  the 
electric  field-strength  at  a  point  on  the  surface  is 

In  a  field  of  this  intensity  there  acts  on  every  unit  of  surface  having 
the  surface  density  o-,  the  mechanical  force 

^=/o-=2-^  =  |  =  £'  (198) 

which  is  always  directed  outwards,  and  is  known  as  the  electrostatic 
tension. .  Its  presence  can  be  observed  by  electrifying  a  soap  bubble, 
which  grows  larger  and  finally  bursts. 

If  the  conductor  is  a  solid  body  and  the  electrostatic  tension  becomes 
too  high,  the  conductor  will  discharge  itself  into  the  air.  At  ordinary 
atmospheric  pressure  and  temperature,  such  a  discharge  occurs  when 
K—  400  to  500  dynes.  This  tension  corresponds  to  a  mercury  column 
of  0*3  ram. 

A.C.  .    *^B 
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The  distribution  of  the  surface  density  o-  over  the  surface  is  usually 
non-uniform.  On  a  conductor  removed  from  all  other  conductors,  it 
only  depends  on  the  shape  of  the  surface ;  the  density  at  any  point  is 
inversely  proportional  to  the  radius  of  curvature  at  this  point.  The 
greatest  density,  therefore,  is  at  points  and  edges  of  the  conductor,  so 
that  the  discharge  occurs  first  in  these  places. 

(e)  Electric  conductors  are  not  only  charged  with  electricity  by 
direct  contact,  but  also  by  electrostatic  induction.  If  a  conductor  is 
brought  into  an  electric  field,  then  negative  charges  will  collect  on  the 
part  of  its  surface  where  the  lines  of  force  enter  the  conductor  and 
positive  charges  where  the  lines  of  force  leave.  ,  The  algebraic  sum  of  the 
charges  of  electricity  thus  p'odvced  is  alunys  zero. 

To  protect  a  body  against  static  induction  it  can  be  enclosed  in  a 
conducting  cover.  No  lines  of  force  enter  the  hollow  space,  thus  the 
conducting  cover  acts  as  an  electric  screen  against  all  external  electric 
forces.  This  property  is  employed  in  electrostatic  measuring  instru- 
ments.    In  the  interior  of  a  hollow  conductor,  no  electricity  can  exist. 

120.  Capacity.  By  the  capacity  (7  of  a  conductor  is  understood 
the  ratio  of  its  charge  0  to  its  potential  P ;  hence 

Q^CP (199) 

Since  the  potential  P  =  22,  capacity  has  the  dimension  of  a  length 
r 

in  the  electrostatic  system  of  units. 

(a)  If  the  electric  charge  Q  is  concentrated  at  a  point,  then  the 

electric  field-strength  at  a  distance  p  is 

and  the  potential  P  at  the  point  in  question  is  found  from 

dP_  _. 
dp~     ^' 

and  is  P=  -  I  fdp  =  -  I  ^ ^P  =  -  +  const. 

Since  P  =  0  when  p  =  oo ,  the  constant  disappears,  and  the  potential  is 

P 
Since  P  =  constant  for  surfaces  at  the  same  potential,  p  is  constant 
for  such  surfaces.  Hence  the  equi-potential  surfaces  are  spheres  about 
the  charged  point  as  centre.  Considering  the  space  enclosed  by  one  of 
these  spheres  when  the  enclosing  cover  is  metal,  then  the  whole  charge 
Q  passes  to  the  surface  without  the  electric  field  being  affected  in  any 
way.  For,  from  Gauss's  Theorem,  the  total  flux  ^  through  the  several 
equi-potential  surfaces  is  not  altered ;  this  is 
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and  the  surface  density  on  a  spherical  surface  is  therefore 

47r     47rp3      IQttY 

The  potential  at  the  surface  of  a 
sphere  of  radius  r  and  charge  Q  is 
thus 


p=« 


.(200) 


Pio.  835. 


Hence,  it  follows  that  in  air  the 
cajpaeity  of  a  sphere  equals  its  radius. 
Inside  the  sphere  the  potential  is  every- 
where zero,  irrespective  of  whether 
the  sphere  is  hollow  or  solid. 

Consider  a  straight  line  of  infinite 
length  (Fig.  335)  with  the  charge  Q 
per  unit  length.  The  field-strength 
due  to  it  at  a  point  distant  p  from 
the  straight  line  is 

/=.r'''«fcOSa=r"^^?4^^''^«-«^rfa  =  ?«.     (201) 
•        2  *        2  2 

The  potential  at  this  point  is 

P=  -  [fdp=  -  f?^(^/o  =  const.-201og,/). 

The  equi-potential  surfaces  also  satisfy  the  equation  p  =  const,  here, 
i.e.  they  are  cylinders  about  the  straight  line  as  axis.  Suppose  again 
an  equi-potential  surface  to  be  metallic,  then  the  charge  Q  will  pass  to 
this  metal  cylinder,  without  affecting  the  electric  field.  The  electric 
flux  for  the  length  /  of  the  cylinder  is  in  this  case 

</>=.47reZ  =  47r/){/  =  27r/o//, 

and  the  surface  density  is 

47r     ^TTp     2irp     Sir^pl 

The  potential  and  capacity  of  an  infinitely  long  cylinder  cannot  be 
expressed  in  finite  terms,  since  there  are  no  limiting  conditions  for  the 
constants.     Later,  however,  we  shall  return  to  special  cases. 

Lastly,  we  can  consider  an  infinitely  large  plane  with  the  surface 
density  a-;  the  field-strength  at  a  point  near  the  plane  is  /=27r<r, 
since  half  of  the  ina-  lines  per  unit  surface  go  out  perpendicularly 
on  the  one  side,  and  the  other  half  on  the  other  side.  On  the  surface 
itself /o  =  0. 
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(b)  To  calculate  the  capacity  of  a  line,  it  is  best  to  proceed  as 
follows.  We  start  from  the  assumption  that  the  conductor  has  a 
certain  charge  Q,  and  calculate  its  potential  by  finding  the  work 
necessary  to  bring  + 1  charge  from  infinity  or  earth  to  the  conductor. 
The  path  along  which  this  is  done  is,  as  mentioned,  immaterial. 

As  an  example,  we  shall  calculate  in  this  way 
the  capacity  C7  of  a  cylinder  of  diameter  2r 
(Fig.  336)  and  length  /  surrounded  by  a  coaxial 
earthed  hollow  cylinder  of  inside  diameter  27»\ 
The  hollow  cylinder  has  zero  potential,  and  the 
potential  of  the  internal  cylinder  is  the    work 

rp=r 

I       -fdpy  which  is  required  to  convey  unit  charge 


from  the  outside  cylinder  to  the  inside, 
very  long  cylinder  we  had 


For  a 


Fio.  SS6. 


/=?. 


where  Q  =  charge  per  unit  length  ;  hence 


20(log.r-log.i/)  =  2<?log.^, 


.(202) 


and  the  capacity  C  of  the  two  cylinders  is 

JQ         I 

2log,y 

In  a  similar  manner  we  find  the  capacity  of  a  sphere  of  radius  r 
concentrically  surrounded  by  a  hollow  sphere  of  inside  radius  B.    Here 


■=-D*-«('-T<)-« 


Br  ' 


Hence  the  capacity  6^ 


9. 
p' 


Br 
B-r 


This  may  be  very  different 


from  the  capacity  of  a  sphere  removed  far  away  from  other 
bodies.  The  charge  on  the  inner  surface  of  the  hollow 
sphere  equals  the  charge  Q  on  the  surface  of  the  inner 
sphere. 

If  a  surface  F  having  the  charge  Q  placed  opposite  to  an 
earthed  surface  at  a  distance  ?*,  the  field-strength  between 
the  two  plates  is  everywhere  constant  (Fig.  337),  when  the 
surfaces  are  large  compared  with  the  distance  r.  The 
direction  of  the  field  is  normal  to  the  plates,  and  its  strength  is 


f?^ 


Pio.  ss:. 


.(203) 
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At  the  surface  of  the  charged  plate  the  field-strength  /^  is  only  one 
half,  since  here  only  the  charge  of  the  earthed  plate  can  produce  a 
component  of  force ;  thus  ()^q 

The  potential  of  the  charged  plate  is 

Jp  =  r 

and  the  capacity  of  the  pair  of  plates 

^=1  =  4^ <^«*) 

Such  systems  of  two  conductors  having  large  surfaces  a  small  distance 
apart  are  called  condensers,  the  two  conductors  being  termed  the  pjuks 
of  the  condenser.  Condensers  are  used  for  collecting  large  electric 
charges  by  means  of  moderate  potential  differences. 

In  all  practical  condensers,  the  plates  are  so  near  together,  that  they 
always  receive  the  same  charge,  which  depends  only  on  the  potential 
difference  applied  to  the  plates,  and  is  wholly  independent  of  external 
influences  such  as  the  presence  of  strong  electric  fields  or  other 
condensers.  Usually  the  plates  are  made  of  tin-foil,  whilst  the  dielectric 
consists  of  paraffin-wax  paper  or  thin  mica  sheets.  Recently,  high- 
pressure  condensers  with  glass  tubes  and  metal  plates— similar  to 
Leyden  jars — have  been  placed  on  the  market. 

The  capacity  C  of  a  condense)'  is  numerically  equal  to  the  charge  Q  which 
collects  on  one  plcUe  when  it  is  raised  to  unit  potential,  the  other  plaie  being 
earthed,  or  in  other  words,  when  the  potential  difference  between  the 
plates  is  unity.  If  several  condensers  are  placed  in  parallel,  each 
assumes  a  charge  proportional  to  its  capacity  and  to  the  common 
potential  difference,  and  the  total  charge  of  all  the  condensers  equals 
the  sum  of  the  charges  of  the  several  condensers.  Thiis  the  capacity  of 
condensers  in  parallel  equals  tlie  sum  of  the  capacities  of  tlie  several  condensers, 
when  these  are  independent  of  one  another.  If  several  condensers  are 
placed  in  series,  they  will  all  assume  the  same  charge  Q,  and  the 
potential  difference  P  between  the  first  and  last  w^ill  be  divided 
between  the  several  condensers  in  inverse  proportion  to  their  capacity. 

whence  it  follows  that  the  reciprocal  value  of  the  capacity  of  several 
condensers  in  series  equals  the  sum  of  the  reciprocal  values  of  the 
capacities  of  the  several  condensers. 

(c)  We  have  seen  that  when  other  bodies,  e.g.  the  earth,  are  in  the 
neighbourhood  of  a  conductor,  the  capacity  of  the  latter  alters.  Every 
hoSy  at  zero  potential  which  is  brought  into  the  electric  field  of  the 
conductor  in  question  raises  the  charge  of  the  latter,  and  thereby 
increases  its  capacity. 
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Maxwell  defined  the  capacity  of  a  conductor  as  the  ratio  of  its  charge 
to  its  potential,  the  potential  of  all  neighbouring  bodies  being  zero,  as 
-  when  they  are  earthed.  If  there  are  several  conductors  K^,  K^,  etc,, 
with  charges  d>  Q^t  etc.,  in  the  electric  field,  the  potential  at  any 
point  equsds  the  sum  of  the  potentials  assumed  by  the  same  point  when 
each  conductor  receives  its  charge  separately  whilst  the  others  remain 
uncharged.     We  have  thus  a  superposition  of  the  electric  efFecte. 

If  the  first  conductor  K^  has  the  charge  Q^ ,  whilst  the  others  remain 
uncharged  and  insulated,  the  potentials  of  the  conductors  K^y  A'g,  ... 
will  be  respectively 

PiiQu    IhiQu    PmQu     etc., 

where  p^j  pi2j  etc.,  are  constant  magnitudes  depending  only  on  the 
position  and  dimensions  of  the  conductors.  These  constants  are  known 
as  potential  coeffideiiis.  If  conductor  K^  is  charged  with  the  quantity  Q^, 
whilst  the  others  remain  insulated  and  uncharged,  the  conductors  M'ill 
have  the  potentials 

IhiQ'i,    JP22Q2,    P'izQ^,     etc. 

Hence  when  the  conductors  have  simultaneously  the  charges  ^j,  Q.y^ 
etc.  their  potentials  will  be 

A=i?12Gl+i^2202+i?32&+...r    (-^05) 

From  these  equations,  we  get 

02  =  Ci2P,+^'22^2  +  C,2i's+-    .f     (206) 


The  magnitudes  c  are  functions  of  the  magnitudes  7^,  and  like  the 
latter  are  determined  by  the  position  and  dimensions  of  the  conductoi-s. 
The  magnitudes  c  are  called  capacity  coefficiently  when  the  two  sufiixes 
are  the  same,  or  simply,  the  respective  capacities.  Thus  c^  is  the 
capacity  coefficient  or  the  capacity  of  the  conductor  K^,  c.^^  the  similar 
coefficient  for  conductor  K^,  and  so  on.  The  magnitudes  c,  whore  the 
two  suffixes  are  different,  are  called  the  mtttv.'al  caj^acUy  coefficients  of  the 
respective  conductors.  In  this  case  c„„==c„„.  Thus  Cjg  is  the  mutual 
capacity  coefficient  of  conductor  A',  relatively  to  conductor  K^,  and 
so  on. 

From  the  last  series  of  equations,  it  follows:  The  capacity  or  the 
capacity  coefficient  of  a  conductai'  is  eqval  to  the  quantity  of  electiicity  posse^^ 
by  the  condiictoi'  when  its  potential  eqiuih  unity^  the  potential  of  all  otiier 
conductors  being  zero. 

The  mutual  capacity  coefficient  of  a  conductor  K.  relatively  to  a  conductor  K^ 
equdls  the  quantity  of  eleciiidty  tvhich  collects  on  K^  when  all  other  conductors 
except  K^  liave  zero  potential  whilst  t/ie  conductor  K^  is  brought  to  unit 
poteniial. 
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If  the  conductor  K^  is  charged  positively  whilst  the  remaining 
conductors  in  the  field  are  earthed,  the  lines  of  force  from  conductor  K^ 
pass  into  these  conductors  and  away  to  earth.  Obviously,  lines  of  force 
cannot  come  from  the  other  conductors,  since  no  point  at  a  lower 
potential  exists  in  the  field.  Consequently,  there  can  be  no  positive 
charge  on  any  of  the  other  conductors.  The  sum  of  the  negative 
charges  on  the  earthed  conductors,  therefore,  can  never  become  numeri- 
cally greater  than  the  positive  charge  on  the  conductor  K^,  Frcm  this 
it  is  seen  that  the  mutual  capacity  coefficients  must  cdimys  he  negative  (or  zeiv), 
and  that  the  sum  of  the  mutual  capacity  coefficients  is  numerically  smaller 
than  (or  at  the  most  equal  to)  the  capacity  coefficient. 

(d)  To  determine  the  capacity  coefficients  experimentally,  the  method 
given  by  Professor  Schleiermacher*  can  be  used  with  advantage. 
All  conductors  except  the  x^  are  earthed,  and  the  capacity  of 
the  x^  is  then  measured ;  from  the  above  definition  this  equals  the 
coefficient  c,,.  Similarly,  we  proceed  with  aU  other  conductors, 
whereby  c  ,  equal  to  the  capacity  of  the  y^  conductor,  is  obtained. 
If  now  all  the  conductors  with  the  exception  of  the  x*^  and  y^  are 
earthed,  whilst  these  two  are  joined  in  parallel,  we  shall  not  get  the 
capacity  c„  +  Cyy,  as  would  be  the  case  with  parallel-connected  inde- 
pendent condensers,  but  a  capacity  C(,^.y,  since  both  conductors  mutually 
affect  one  another.  If  we  form  the  system  of  equations  (185)  for  the 
two  conductors  x  and  y  under  the  assumption  that  all  the  remaining 
conductors  are  earthed  whilst  they  have  the  same  potential  P,  then 

and  0,+  Oy=A.+»)- 

By  eliminating  0,  and  Q^  from  these  three  equations,  we  get 

(207) 

I^  ^{x+w)  —  ^*x  +  ^i,y)  as  in  independent  condensers,  then  (J,y  =  0,  which 
indicates  that  the  two  conductors  x  and  y  induce  no  charge  on  each 
other. 

It  follows  further  that  the  three  capacity  coefficients  of  two  con- 
ductors can  be  determined  experimentally  by  three  capacity  measure- 
ments. For  three  conductors  six  capacity  measurements  are  necessary 
and  for  n  conductors  (l-l-2  +  3-l-...+n)  measurements  in  order  to  find 
all  the  coefficients. 

If  one  of  two  conductors  acts  as  a  screen  to  the  other,  as  in  two 
concentric  spherical  shells,  then  the  lines  of  force  go  partly  between 
the  two  opposing  spherical  surfaces  and  partly  between  the  external 
spherical  surface  and  the  outside  space.  The  latter  lines  are  only 
present,  however,  when  the  outer  conductor  is  charged.  Hence  the 
outer  conductor  possesses  a  capacity  equal  to  the  capacity   of  the 

*£;/J\Z.  1906,  p.  1043. 


Digitized  by 


Google 


392  THEORY  OP  ALTERNATING-CURRENTS 

inner  sphere  increased  by  the  capacity  it  would  have  if  the  internal 
conductor  were  not  present.     With  two  spherical  shells  with  radii  r^ 

and  r^  and  B^  and  H.^  respectively  (Fig.  338),  the 

capacity  of  the  inner  shell  is 


and  of  the  outer  shell, 

C22  =  Cj  J  +  11^  =  -jT^ — — -  +  /i-2' 

Fio.  888.  ^]  -  r» 

From  this  the  mutual  capacity  coefficient  is 

and  ^(1+2)  ^^  *Ci2  4"  Cj  1  +  r^a  =  ^2 ""  ^1  '^  -•H* 

If  the  outer  shell  is  charged,  a  charge  will  collect  both  on  its  inner 
and  on  its  outer  surfaces,  when  the  inner  shell  is  earthed.  On  the 
surface  of  the  inner  sphere  there  will  then  exist  the  same  charge  as  on 
the  inner  surface  of  the  larger  shell. 

(e)  The  formulae  (206)  for  calculating  the  capacity  are  inconvenient 
in  many  practical  cases.  Thus  in  transmission  lines,  for  example,  in 
which  there  may  be  several  conductors  supported  by  the  same  poles, 
each  conductor  can  possess  a  different  potential.  In  this  case  it  is 
complicated  to  calculate  the  charge  on  a  conductor  from  formulae  (206). 

Blence  we  define  in  general  fi^  effective  capacity  of  a  conductor  as  the 
ratio  between  its  charge  and  its  potential. 

Since  the  effective  potential  of  a  conductor  depends  on  the  potentijds 
of  the  other  conductors,  both  the  capacities  and  potentials  of  the  other 
conductors  must  always  be  given.  The  capacity  of  a  conductor  can 
then  in  general  be  found  in  the  same  way  as  above,  by  calculating  the 
work  done  in  moving  unit  positive  charge  from  earth  to  the  surface  of 
the  conductor. 

In  calculating  this  work,  not  only  the  charges  on  the  conductor,  but 
also  all  electric  charges  in  the  field  must  be  taken  into  account. 

By  way  of  example,  the  relation  existing  between  the  effective 
capacity  and  the  capacity  coefficients  will  now  be  shown  in  the  calcu- 
lation of  the  charging  current  of  a  double-line  of  a  single-phase 
alternating-current  system  with  earthed  neutral.  The  potentials  of 
the  two  lines  with  respect  to  earth  are  p^  and  p^,  where 

1  D       •      / 
The  charges  are 

91  =  ^uPl  +  ^21  P2  =  (^11-  ^21)  2  ^'maxSin  CU/, 

92  =  ^22/^2  +  ^12^^!  =  -  (^22  -  ^12)  2  ^rn^si"  ^^» 
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and  the  charging  currents 


.  ^ 


or 


h  =  -jI  =  (^11-  ^2 1)  ^  -^uui.  cos  iot  =  ^  L\  P^  cos  (o/, 

h  =^  7/^^  =  -  (^22  -^12)^  ^n-x  cos  W^  =  -  ^  6*2  /'„,„  cos  W^, 

where  C'i  =  c.j  -rjg  and  ^^2  =  ^23-0, 2,  the  effective  capacities  of  each  of 
the  two  conductors. 

If  the  neutral  point  of  the  system  is  not  earthed,  the  same  current 
«!  =  -  ^2  =  *  ^^il^  flow  in  the  conductors  and 

h  =  (^11-  ^ji)  <«  A  u.»x  cos  W  =  ci)(7i  Pj  ^^  cos  (at, 

h-    '  (^2  -  ^1  b)  w7^2  max  COS  0)/  =    -  CtfCg  7^2  uux  COS  w/, 

whence  i^(I\  „,,  +  /^, .^,)cos  <^^  =  ^1  -  J  =  ^i  (^,  +  ^r)» 

w/lax  COS  U  =  iU,-  +  ~- j  =  ^„ 
where  6*  is  the  effective  capacity  of  the  double-line.     Since 

0      Cj     U2     ^11 —  '^12     ^22  ""^12 
it  follows  6'=  ^-^n~  ^12X^^22  -  ^12). 

In  calculating  the  effective  capacities,  however,  it  is  not  necessary  to 
first  determine  all  the  capacity  coefHcients,  but  the  effective  capacity  is 
calculated  for  the  actual  conditions,  as  will  be  shewn  in  Chap.  XXL 

121.  Specific  Inductive  Capacity.  Until  now  we  have  assumed 
that  the  conductors  are  surrounded  by  air.  If  some  other  insulator 
(solid  or  fluid)  other  than  atmospheric  air  is  brought  between  the 
plates  of  a  condenser,  it  is  invariably  found  that  the  capacity  of 
the  latter  is  increased.  Even  in  air  the  aipacity  is  somewhat — although 
very  little — greater  than  in  a  vacuum. 

(a)  The  ratio  of  the  capacity  of  a  condenser,  in  which  the  space 
between  the  plates  is  filled  with  an  insulator,  to  the  capjicity  of  the 
same  conctenser  when  this  space  is  occupied  hy  air  (or  is  a  vacuum)  is 
defined  as  the  i^pedfic  indiicfire  capacitu  of  the  respective  insulator. 
Since  the  insulator  in* this  relation  is  often  called  the  dielectric,  the 
above  ratio  is  frequently  referred  to  as  the  diehdnc  constant  of  the 
particular  dielectric. 

In  what  follows,  wo  shall  denote  this  constiint  by  c. 

With  ordinary  gases,  €  differs  only  very  little  from  unity,  and  can 
therefore  be  taken  as  unity  for  all  practical  purposes. 
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All  solid  and  liquid  dielectrics  have  dielectric  constants  greater  than 
unity. 

In  the  following  Table,  the  dielectric  constants  for  solid  and  liquid 
dielectrics    in    common    use    are    given.      The    values    vary    within 

fairly  wide  limits — owing  to  the  fact  that  the  materials  were  of 
different  composition  and  were  investigated  under  different  physical 
conditions : 

Ether 3-4— 47 

Ethyl-alcohol 24-3— 27-4 

Amyl-alcohol 15 

Aniline 7*1 

Benzine 1*9 

Benzol 2-2— 24 

Methyl-alcohol 32-7 

Olive  oil 3—316 

Ozokeritoil       -         -         -        -         -  216 

Paraffin  oil 1*9 

Petroleum 2 

Rape  seed  oil *  1  47 

Castor  oil 4-53 

Carbon  disulphide      ...         -  1-7 — 27 

Turpentine 2*2 

Water  (distilled)        ...        -  76—82 

Xylol        ---...  2-4 

Ebonite 2-1— 3-1 

Ice    -        -        -        -        -        -        -  30 

pi      /heavy,  easily  fusible         -         -  2*0 — 5*0 

^*^® » light,  difficult  to  fuse       -        -  5-0— 10*0 

Mica 5-0— 7  0 

Rubber 2  35 

Vulcanised  rubber     -         .         -         .  2o — 3*5 

Guttapercha 3*0— 5*0  (usually  4*2) 

Impregnated  paper  or  jute         -         -  4*3 

Colophouium 2*5 

Manilla  paper    -----  1-8 

Marble 6*0 

Paper  impregnated  with  turpentine   -  2-4 

Paraffin 2  3 

Porcelain 5*3 

Shellac 2-75 

Sulphur 4  0 

Silk 1-6 

As   the   temperature   increases,   the    dielectric    constant    decreases. 

then  at  f  we  have 


Thus  if  €q  denote  the  dielectric  constant  at  /^ 


€  =  €  +rt(^o-<'). 
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For  the  following  substances  the  values  of  a  are 

Mica       (between  IV  and  110**)         00003. 
Ebonite  (       „        IT    „      63')         0*0004. 
Glass      (       „        17"    „      60")  0-0012  to  0-002. 
Benzol  and  Toluol  0-0035. 

In  the  case  of  some  media,  the  dielectric  constant  depends  on  the 
strength  of  the  electric  field. 

(b)  If  €  is  the  specific  inductive  capacity  of  the  dielectric,  the 
potential  difference  of  a  condenser  is,  for  the  same   charge,   only 

~  times  that  of  the  potential  difTerence  in  air. 
Since  (from  Eq.  195)  n  _[%  j 

it  follows  that  the  strength  of  the  electric  field  /  in  a  dielectric,  for 
a  given  charge,  is  only  -  times  as  large  as  in  air.  Two  electric  charges 
^j  and  ^gj  when  situated  in  a  dielectric,  repel  one  another  with  a  force 

K=-^ (208) 

If  we  represent  the  field-strength  in  the  dielectric  by  lines  of  force, 
the  number  of  lines  leaving  positive  unit  of  electricity  is  — 

Between  two  parallel  conducting  plates  with  the  surface  charge  cr, 
and  separated  by  a  dielectric,  the  fiela-strength  is 

/=^=^. (209) 

where  P  denotes  the  potential  difference  between  the  plates. 
The  force  acting  on  unit  surface  of  either  of  the  plates  is 

^""'-r^si^-^ <^^"> 

If  the  surface  densities  <r  are  given,  the  attraction  between  the  plates 
is  therefore  inversely  proportional  to  the  dielectric  constant.  On  the 
other  hand,  for  a  given  potential  difference,  the  attraction  between 
the  plates  is  directly  proportional  to  the  dielectric  constant. 

The  capacity  for  F  cm^  of  the  efibctive  surface  of  a  system  of  plates 
in  a  plate  condenser  is  p 

^=^h (2^^> 

where  €  =  dielectric  constant  of  the  dielectric, — that  is  e  times  greater 
than  in  air. 

(c)  Gauss's  equation  (182)  for  a  closed  surface  surrounded  by  a 
dielectric  will  be  ^ 

€     IJF^iir^i (196a) 
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Flu.  331). 


We  shall  now  consider  the  boundary  surface,  F^  between  two  dielec- 
trics I  and  II  (Fig.  339)  having  the  dielectric  constants  €y  and  Cg. 

The  positive  direction  of  the  field-strength  /  is  assumed  to  be  from 
dielectric  I  to  dielectric  IL 

It  can  be  deduced  from  the  principle  of  the 
conservation  of  energy,  just  as  in  the  case  of  a 
magnetic  field,  that  the  tangential  component  /, 
of  the  electric  field-strength  is  continuous  in 
passing  through  the  surface  F,  Let  /i^  and  f^ 
denote  these  tangential  components  at  two  points 
very  near  to  one  another,  but  on  opposite  sides 
of  the  }>oundary  surface  ;  then 

J\t—j2f 

Now  consider  the  normal  components /,„  and /a,,  of  the  electric  field- 
strength  at  two  such  points.  Imagine  an  extremely  short  c\'linder 
placed  perpendicularly  to  the  surface  /*'  with  the  points  at  the  centres 
of  its  end  surfaces  (see  Fig.  339).  These  end  surfaces  are  parallel  to 
the  element  dF  of  the  surface  considered  and  both  have  the  same 
area  as  dF,     Let  a-  be  the  surface  density  on  the  element,  then 

^J^.ndF-€j,JF^^ir<TdF', 

€2/a«-«i/i„  =  47r(r. 
If  the  surface  is  uncharged  (<r  =  0),  then 

4^  =  -^ (212) 

J 'in        *1 

Thus,  in  passing  from  one  dielectric  to  the  other,  the  normal  com- 
ponents of  the  electric  field-strength  vary  inversely  as  the  dielectric 
constants  of  the  two  dielectrics.  Thus 
wo  have  an  analogous  law  for  electric 
lines  of  force  to  that  for  magnetic. 
Similarly,  termini  of  the  electric  lines 
of  force  occur  at  the  boundary  surface, 
which  appear  to  give  electric  charges 
to  the  surface. 

Fig.  340  represents  the  transition  of 
electric  lines  of  force  from  one  medium 
I  to  another  medium  II  having  double 
the  dielectric  constant.  One  half  of 
the  lines  terminate  at  the  surface,  the 
other  half  pass  out  at  an  angle  which 
is  inclined  to  the  normal,  such  that  its 
tangent  is  twice  that  in  medium  I. 

the  same  number  of  lines  of  force  per  unit  of  surface  in  both  media. 
A  vertical  plane  c — d  in  medium  I  will  cut  twice  as  many  lines  per 
cm^  as  a  vertical  plane  e— /in  II. 


Fig.  840. 


A  horizontal  plane  a — h  cuts 
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At  the  boundary  surface  of  the  two  insulators  there  will  be  an 
apparent  electric  surface  charge,  whose  density  (t,  will  be  given  by  the 
following  equations : 

whence  (r.= --/i„  =  — -  j^/g„. 


*"2 


Let  an  insulator  be  brought  into  an  insulating  medium  of  smaller 
dielectric  constant,  then  where  the  electric  lines  of  force  enter,  there  is 
an  apparent  negative,  and  where  they  leave,  an  apparent  positive 
surface  charge.  Such  an  apparent  electric  charge  is  called  the  infliieiice 
electricity  of  the  insulator.  It  corresponds  to  the  magnetic  surface 
charge  of  paramagnetic  substances,  and  vanishes  as  soon  as  the  insulator 
is  removed  from  the  electric  field.  It  disappears  also  when  the  in- 
sulator is  divided  into  two  parts  while  in  the  field,  the  one  part 
containing  the  positive  and  the  other  the  negative  apparent  charge, 
and  the  individual  parts  are  removed  out  of  the  field.  The  same 
holds  also  for  the  magnetic  surface-charge. 

On  the  other  hand,  a  conductor  retains  its  charge  in  the  latter 
case. 

(d)  By  the  term  induction  Jinx  through  an  element  of  surface  dF,  we 

mean  the  magnitude  ,         .  ,  „ 

^  d<i>^.fJF,  (213) 

where  /,  denotes  the  electric  field-strength  normal  to  the  elemental 
surface.    The  ratio 

K  =  %--h (214) 

can  be  defined  as  the  itubiction  or  polaiimtian  in  the  direction  normal  to 
the  surface  element  dF  at  the  place  considered.  In  air  or  vacuum  the 
induction  coincides  with/,.  In  dielectrics,  h  is  always  greater  than/. 
From  positive  unit  charge  there  are  always  4ir  induction  lines 
leaving  and  into  negative  nnit  always  47r  lines  entering,  no  matter 
whether  the  charge  is  placed  in  air  or  in  some  other  insulator. 
Induction  lines  only  start  and  finish  at  actual  electric  charges,  and  not 
at  apparent  c*harges  on  insulators.  In  passing  through  the  boundary 
surface  between  two  insulators,  the  normal  components  of  induction 
remain  continuous,  whilst  the  tangential  components  are  in  proportion 
to  the  dielectric  constants.     Thus  we  have 


K^^   \ (215) 

At  such   a   boundary   surface   no    induction   lines   will   terminate, 
provided  there  is  no  actual  electric  charge  on  the  same. 


Digitized  by 


Google 


398 


THEORY  OF  ALTERNATING-CURRENTS 


(e)  Let  two  conducting  plates  M^  and  M^  (Fig.  341),  charged  with 
f  Q  and  -  Q,  be  separated  from  one  another  by  insulators  of  different 
dielectric  constants  c,,  €«,  Cg  and  of  thickness  r^, 
fg.     The  density  of  the  charge  is 


M, 


4 


M, 


Q 


where  F  denotes  the  effective  surface  of  a  plat^e. 
The  induction  between  the  plates  can  be  taken  as 
constant,  i.e.  ^>  =  47r(r. 

Since  the  electric  field-strength  is  inversely  pro- 
portional to  the  dielectric  constants,  we  have 


/i=. 


A 


.(216) 


b 

'1  *2  ^8 

Let  P  be  the  total  .potential  difference  between 
the  two  plates,  and  P^,  P^  and  Pg  the  potential  differences  between 
the  several  boundary  surfaces;  then 

The  capacity  of  the  system  per  unit  of  effective  surface  of  a  plate 


/s=: 


is  therefore 


(7=- 


1 


47r 


V«l        «2        ^8/ 


.(217) 


i'ti  =  i 


47r7-2_  1   .        47r7g_  1 


2 

Co 


Putting  _ 

where  C^,  Cg  and  Cg  represent  the  capacity  per  cm^  for  each  of  the 
dielectrics  at  the  given  thicknesses,  then  we  have 

1       1 


'TT^    (217a) 

-^1       ^2       ^3 

i.e.  the  capacity  of  a  condenser,  whose  dielectric  consists  of  several 
pirts,  equals  the  resultant  capacity  obtained  when  the  capacities  of 
the  several  parts  are  connected  in  series. 
The  potential  differences  P^,  P^i  ^3  between 
the  several  boundary  surfaces  equal  the 
terminal   pressures   which   act   across    the 


Hr 


several  condensers  C. 


6*2  and  Cg  when  P  is 


0 


HI— IH^. 


FlQ.  342. 


applied  at  the  terminals.  Hence  the  con- 
denser (Fig.  341)  can  be  replaced  by  the  connection  shewn  in  Fig.  342. 
Let  C,  be  the  capacity  when  we  have  air  between  the  plates,  then  the 
ratio  between  the  capacities  is 

C^  _  ^1  +  ^'2  +  ^'3  _  __Z 

^i     ^1  I  ^2  I  ^3 


1  .  ^2  .  ^'^ 

i        ^2        'l 
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Thus  the  capacity  is  increased  by  introducing  the  dielectrics  into 
the  field. 

If  we  make  €2  =  e3  =  l  and  r^-\-r^  =  rQ,  i.e.  we  place  only  dielectric  €j 
of  thickness  r,  between  the  plates,  the  remainder  of  the  field  being  in 
air,  then  for  tne  same  charge  0,  the  field-strength  in  the  air  remains 
the  same  as  if  the  whole  space  were  filled  with  air.  The  potential 
difference  between  the  plates  is  reduced  to  the  value 

which  is  4ir<r(  1  — \  times  less  than  that  existing  when  the  plates 

are  separated  by  air.  The  introduction  of  the  dielectric  of  thickness  7\ 
has  the  same  effect  as  if  the  plates  were  brought  nearer  together  by 
the  amount  .       i  ^ 

For  the  same  potential  difference  between  the  plates,  the  electric 
field-strength  in  the  air  is  increased  in  the  ratio 


The  capacity  of  the  plates  increases  in  the  same  ratio  when  the 
dielectric  is  inserted.      The  electric   field-strength   in    the   inserted 

dielectric  is  —  times  that  in  the  air,  and  is  thus : 

Ll 

times  the  field-strength  in  the  air  before  the  dielectric  was  introduced. 
When  a  conducting  plate  of  thickness  i\  is  placed  between  the  two 
plate  conductors,  we  have  only  to  insert  c,  =  oo  in  the  above  equations. 
The  two  charged  plates  behave  in  exactly  the  same  way  as  if  they 
were  brought  nearer  together  by  the  amount  i\ .  Provided  the  inserted 
plate  is  insulated,  its  position  between  the  charged  plates  is  quite 
immaterial,  as  in  the  case  in  which  a  dielectric  is  inserted. 

122.  The  Energy  in  the  Electric  Field.  Similar  to  the  magnetic 
field  energy  ^2i4»,  the  energy  required  for  the  production  of  the 
electric  field  is, 

=  J(i'n<?;+F2«<;^+  ..■)+(p.^Q,Q'.+p^.Q,Qs+  •■•)[•  -(218) 
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If  the  charged  plates  are  insulated  so  that  their  charges  remain 
constant,  the  work  done  hy  a  displacement  of  the  plates  in  the  field  is 
equal  to  the  energy  lost  hy  the  system  due  to  the  displacement.  The 
forces  exerted  by  the  field  on  the  plates  tend  to  move  the  latter,  so 
that  the  energy  in  the  field  is  a  minimum. 

If,  on  the  other  hand,  the  potential  of  the  plates  is  kept  constant, 
as  is  the  case,  for  example,  when  the  plates  are  connected  to  gah^nic 
batteries,  the  forces  acting  on  the  plates  tend  to  displace  the  latter, 
so  that  the  energy  of  the  field  is  a  maximum.  In  this  case,  the  work 
done  by  the  forces  tlue  to  the  displacement  in  the  field  equals  the 
increase  of  energy  in  the  system.  Both  the  mechanical  work  done 
and  the  increase  of  energy  in  the  field  is  taken  from  the  batteries  to 
which  the  system  is  connected. 

The  equation  for  the  energy  of  a  system  of  conducting  platen  holds 
good  independently  of  the  dielectric  in  which  the  conductors  may  be 
situated. 

(a)  If  two  parallel  plates  have  a  surface  density  cr  and  a  potential 
difference  P,  then  the  energy  per  cm^  of  the  internal  surface  of 
either  of  the  two  plates  is 

The  constant  electric  field-strength  in  the  space  between  the  plates  is 

where  r  is  the  distances  between  the  plates. 

If  the  space  between  the  plates  is  tilled  by  a  dielectric  whose  constant 
is  €,  then  .    ■ 

V 

4r V 


0-  =  -:-,    (197ri) 


and  the  energy  per  unit  of  volume  of  the  dielectric  is  accordingly 

^v=«i (2^9) 

This  equation  holds  quite  generally  for  a  field/,  in  any  dielectric. 
For  a  given  electric  field-strength  (or  potential  difference)  the  energy 
in  the  dielectric  is  thus  proportional  to  the  dielectric  constant. 

Since  the  induction 

it  follows  that  the  expression  for  the  energy  is 

£=£ <=*> 

For  a  given  induction  (or  charge)  the  energy  in  the  dielectric  is 
inversely  proportional  to  the  dielectric  constant. 
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The  two  surfaces  of  the  plate  coudenser  are  attracted  by  a  force 

p 

per  cm2,  and  exert  a  pressure  on  the  dielectric  equal  to  the  energy  per 
unit  volume  stored  up  in  the  same.  We  thus  see  that  the  stored-up 
energy  in  the  electric  field  (like  the  stored-up  energy  in  a  magnetic 
field)  causes  a  mechanical  strain  between  the  respective  bodies.  From 
this  follows  that  the  energies  of  the  electric  and  magnetic  fields  do 
not  reside  in  the  magnetic  and  electric  charges — as  indicated  by  the 
formula  from  which  they  are  calculated — but,  as  first  pointed  out  by 
Maxwell,  in  the  media  of  the  fields. 

(b)  From  the  law  of  minimum  field-energy  it  follows  that  a  small 
uncharged  conductor,  exerting  no  perceptible  influence  on  the  field 
distribution  in  the  neighbouring  space,  tends  to  move  in  that  direction 
in  which  the  field-strength  increases. 

An  uncharged  conductor  in  a  uniform  field  does  not  experience  any 
resultant  transverse  force;  nevertheless  it  strives  to  set  itself — just 
like  a  piece  of  iron  in  a  uniform  magnetic  field — so  that  its  longitudinal 
axis  coincides  with  the  direction  of  the  electric  field.  This  is  due  to 
the  fact  that  unit  volume  of  the  body  in  this  position  can  embrace  the 
greatest  number  of  lines  of  force  and  neutralise  the  same. 

The  following  method,  which  is  often  used  to  represent  electric 
lines  of  force  diagraramatically,  is  based  on  this  phenomenon.  It  is 
similar  to  the  representation  of  magnetic  lines  of  force  by  means  of 
iron  filings.  If  an  insulating  liquid  is  mixed  with  an  insoluble  powder 
possessing  a  greater  dielectric  constant  than  the  liquid,  and  the  whole 
is  placed  in  an  electric  field,  the  powder  will  set  itself  in  lines  which 
run  parallel  to  the  electric  lines  of  force. 

A  positively  charged  conductor  in  a  uniform 
field  is  acted  on  by  a  resultant  force  along  the 
positive  direction  of  the  field,  since  in  this 
direction  the  field  is  strong  and  in  the  opposite 
direction  weak.  When  a  movement  occurs  in 
this  direction,  the  space  in  which  the  field  is 
strong  is  reduced  and  that  in  which  the  field 
is  weak  is  increased,  so  that  the  total  energy  in 
the  field  decreases  (see  Fig.  343).  Fio.  S43. 

(c)  The  insulator  also,  like  the  conductor— 

in  consequence  of  the  principle  of  minimum  energy  in  the  field — tends 
to  embrace  as  many  induction  lines  as  possible  w^hen  it  is  surrounded 
})y  a  medium  of  smaller  dielectric  constant. 

If  it  has  a  longitudinal  shape,  it  tends  to  set  itself  with  this  axis 
parallel  to  the  electnc  lines  of  force.  If  the  field  is  not  uniform, 
it  tends  to  move  in  the  direction  in  which  the  field-strength 
increases. 

When  an  insulated  sphere  is  brought  into  a  uniform  field  in  a 
medium  having  half  the  induction  capacity  of  the  sphere,  then  we  get 
A.c.  2  c 
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a  distribution  somewhat  as  shewn  in  Fig.  344.  Lines  of  force  and 
induction  lines  are  drawn  full,  whilst  induction  lines  alone  are  shewn 
dotted. 


Fio.  344.— Spherical  Insulator  in  a  Medium        Fin.  845.— Spherical  Oonduetor  In  Blectric 
with  smaller  Dielectric  Conatant  Field. 

In  comparison  with  this,  the  influence  of  a  conducting  sphere  on  a 
uniform  field  is  shewn  in  Fig.  346.  All  lines  of  force  and  induction 
terminate  at  the  influenced  charges  on  the  surface  of  the  sphere. 

123.  Electric  Displacement. 

(a)  By  the  electric  displacement  at  a  point  in  a  medium  we  mean 
a  vector  whose  absolute  value  is 

^=rJ'r.' <220) 

and  whose  direction  coincides  with  that  of  the  electric  field-strength  /. 
Just  outside  a  charged  surface  of  a  conductor  with  surface  density  <r 
the  displacement  is  /  =  o-  ^221 ) 

and  is  directed  outwards  in  the  case  of  a  positive  charge  or  inwards 
in  the  case  of  a  negative  charge. 

Inside  a  conductor  ^  =  0,  since  here/=0. 

In  passing  from  one  dielectric  c^  to  another  Cg,  the  normal  com- 
ponents of  the  electric  displacement  remain  constant,  provided  there  is 
no  real  charge  on  the  boundary  surface. 


Jnl—Jn2  — 


^l/nl  __  ^/«8 


4^         4ir 


.(222) 


On  the  other  hand,  the  tangential  components  are  different,  for 


^"^  47r  ' 


M  = 


4ir' 


and  since 
then 


Jt2        ^2 


.(223) 
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For  electric  displacement,  therefore,  the  same  law  of  discontinuity 
holds  as  for  electric  field-strength  and  electric  induction. 

A  unit  tube  of  electric  displacement  encloses  4ir  unit  tubes  of 
electric  induction,  and  is  directed  from  the  positive  to  the  negative 
unit  charge. 

The  displacement  flux  through  a  closed  surface  F  is,  from  Gauss's  law, 

4>  =  ^JndF=^^fJF=^,   (224) 

vjfhere  2^  equals  the  quantity  of  electricity  enclosed  by  the  surface. 

(b)  An  electric  difference  of  potential  can  only  produce  a  constant 
electric  flux,  i.e.  a  continuous-current,  in  metallic  conductors,  whilst  it 
places  the  dielectrics  in  a  state  of  strain  which  can  be  regarded  as  an 
elastic  displacement.  Consequently  a  continuous  current  cannot  flow 
in  a  circuit  in  which  a  condenser  is  connected,  when  once  steady 
conditions  are  reached,  that  is,  when  the  charging  current  ceases. 
With  alternating-currents  it  is  different,  because  here  the  condenser 
is  always  being  charged  and  discharged,  whereby  the  dielectric  is 
subjected  to  displacements  pulsating  to  and  fro  with  the  current. 
Hence,  in  an  alternating-current  circuit  with  a  condenser,  the  charging 
current  of  the  condenser  will  flow.  Maxwell  designated  the  currents 
in  the  condenser  as  displacement  currents,  and  asserted  that  sucJi  currents 
obef/  the  same  laws  as  ordinary  electric  currentSy  except  that  no  heating 
losses  occur  in  the  dielectric.  This  not  only  holds  for  the  displace- 
ment current  in  the  condenser,  but  also  for  all  the  other  displacement 
currents  in  the  dielectrics  of  the  electric  fields.  The  magnitude  of  the 
displacement  current  i  is  the  quantity  of  electricity  which  conveys 
unit  quantity  to  the  surface  normal  to  its  direction  at  the  instant 
the  polarisation  of  the  dielectric  occurs.     Consequently,  the  displace- 

ment  current  ^  haa  the  dimension  "^^^""  ^"^  or  electee  charge 

at  time  time 

i.e.  {L*M^T~^)  in  the  electrostatic  system  of  units.  If  the  displace- 
ment current  is  to  be  treated  like  an  ordinary  current,  it  must  be 
expressed  in  electromagnetic  units.     In  this  system,  current  has  the 

dimension  (L^M^T'^),  The  ratio  of  the  current  in  electrostatic  units 
to  that  in  electromagnetic  has  therefore  the  dimension  {LT~^),  that 
is  the  dimension  of  a  velocity.  The  value  of  this  ratio  has  been 
experimentally  determined,  and  is  approximately  3  x  10^®  cm/sec. 
This  agrees  with  the  velocity  of  light  v  in  a  vacuum,  which  Maxwell 
explained  on  the  ground  that  electric  charges  must  move  at  very  high 
velocities  in  order  to  exert  the  same  effect  on  magnets  as  ordinary 
currents. 

From  this  ratio  v  between  currents  in  the  two  systems,  it  follows 
that  the  practical  unit  of  cun'ent 

1  ampere  =  0*1  c.G.s.  electromagnetic  unit 

=  3  .  10»  C.G.s.  electrostatic  units i!.(225) 
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The  same  ratio  exists  between  the  units  of  electric  quantity  in  the 
two  systems : 

1  coulomb  =  01  c.G.s.  electromagnetic  unit 

=  3  .  10»  c.G.s.  electrostatic  units (226) 

The  ratio  between  the  units  of  potential  in  the  several  systems  of 
units  can  be  found  by  considering  that  the  expression  for  the  energA* 
consists  of  the  two  factors,  electric  quantity  and  potential,  i.e.  the  uiiit*; 
of  potential  must  bear  to  one  another  the  inverse  ratio  to  that  of  the 
units  of  electric  quantity. 

We  have  thus : 

1  volt  =  10^  C.G.S.  electromagnetic  units 

=  ^ Ju  C.G.s.  electrostatic  units, (227) 

or  1  c.G.s.  electrostatic  unit  =  300  volts. 

For  the  units  of  capacity,  we  have : 

1  farad  =  ^-^"^^™^  =  ^4^  =  9  .  10"  electrostatic  units,    ...(22{<) 
1  volt  ^Ijy  ^ 

or  1  microfarad  =  9.10^  C.G.s.  electrostatic  units 

=  9  kilometres,    (229) 

i.e.  a  sphere  of  9  kilometres  radius  has  a  capacity  of  1  microfarad. 

For  the  displacement  flux  in  the  electro-magnetic  system  of  units, 
we  have  the  expression 

'^  =  1-?=4VJ/"'^^' <^24«) 

and  the  displacement  current  is  i  =  -^  -. 

(c)  Starting  from  the  hypothesis  that  the  displacement  current  ol>eys 
the  same  law  as  the  ordinary  current,  Maxwell  developed  the  equation ^^ 
for  the  distribution  of  the  electric  and  magnetic  forces,  and  the  pn>- 
pagation  of  their  variations  in  space.  It  will  only  be  mentioned  here 
that  Maxwell's  equations  can  be  deduced  from  the  fundamentAl  law 
of  electro-masnietism,  p 

47rt=     H,d1, 

where  C,  is  a  closed  curve  interlinked  with  the  current  t,  and  from 
Maxwell  s  fundamental  law  of  electromagnetic  induction. 
After  hiserting  the  electric  field-strength,  this  is 

-t=*=[/-'^' <^^) 

where  C\^  is  a  closed  curve  embracing  the  flux  <f>.  This  method  of 
deducing  Maxwell's  equations  is  that  given  by  Galileo  Ferraris.*  One 
deduction  from  Maxwell's  equations  is  that  the  electric  and  magnetic 

*  Wimenschaftliche  Griuidlagen  dtr  Elektrottchnik. 
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forces  move  in  vacuo  with  the  velocity  of  light.     The  electric  and 

magnetic  forces  form  an  angle  of  90"  and  are  both  transverse  to  the 

direction  of  propagation ;  they  travel  by  means 

of  oscillations  just  like  heat  and  light  waves. 

As  a  strict  consequence  of  Maxwell's  equations, 

we    have    the    following    hypothesis    due    to 

Poynting :    "  The  direction   in   which  energy 

travels   through    an    electromagnetic    field    is 

always  perpendicular  to  the  directions  of  the 

magnetic  and  electric  field-strengths :  Through 

each  unit  of  area  of  the  plane  normal  to  the 

direction  in  which  the  energy  is  propagated, 

the  quantity  of  energy  passing  per  second  is 

equal  to  the  area  of  the  parallelogram  (Fig.  346) 

whose  sides  are  measured  by  the  electric  and  magnetic  field-strengths, 

divided  by  47r." 

From  Poynting's  hypothesis,  the  energy  in  a  transmission  line  is  not 
propagated  in  the  conductors,  but  in  the  surrounding  dielectrics.  The 
conductor  does  not  represent  a  channel  along  which  the  energy  travels, 
but  a  space  in  which  a  part  of  the  energy  converges  and  in  which  this 
part  is  converted  into  heat. 


Fio.  846. 
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CHAPTER  XX. 

ELECTBIG  PBOPEBTIES  OF  THE  DIELECTBIGS. 

124.  Conductivity  and  Absorptivity.  125.  Energy  Losses  in  the  Dielectric. 
126.  Influenoe  of  the  Specific  Inductive  Capacity  and  Conductivity  of  the 
Dielectric  on  the  Distribution  of  the  Electric  Field-strength.  127. 
Dielectric  Strength. 

In  Chap.  XIX.  mention  was  made  of  the  difference  in  dielectrics  in 
respect  of  their  inductive  capacity.  Other  electrical  properties  are 
also  possessed  by  dielectrics,  and  as  these  properties  are  important  in 
practice,  they  will  therefore  be  shortly  dealt  with  here. 

124.  Conductivity  and  Absorptivity. 

(a)  When  the  two  conductors  of  a  cable  or  the  two  plates  of  a 
condenser   having  either  a   solid   or  fluid   dielectric  are  connected 
through  a  galvanometer  with  the  terminals  of  a  continuous-current 
machine  of  constant  pressure,  it  is  found  that  a 
large  current  flows  at  the   first  instant,  thus 
charging  the  condenser.     This  charging  current 
_B     does  not  sink  immediately  to  zero,  but  decreases 
comparatively  slowly,  until  after  a  fairly  con- 
siderable time  it  reaches  an  almost  constant  and 
Fio.  847.  usually  very  low  value.      The  explanation  of 

this  is  partly  that  the  dielectrics  have  a  certain 
small  electric  catuludivity,  due  to  which  a  current  of  conduction  is  added 
to  the  charging  current.  The  conduction  of  the  dielectrics  may  he 
purely  metallic  or  accompanied  by  electrolysis.  The  latter  effect  is 
avoided  as  much  as  possible  on  account  of  damage  done  to  the  insulation. 
Regarding  the  conductance  of  the  dielectric  as  constant,  then  an  actual 
condenser  can  be  replaced  by  an  ideal  condenser  with  a  perfectly 
insulating  dielectric  and  a  parallel-connected  ohmic  resistance.  Such  an 
equivalent  scheme  is  shewn  in  Fig.  347,  which  can  be  used  for  calculating 
the  time  of  discharge  of  a  condenser  when  left  to  itself,  i.e.  completely 
insulated.     The  discharge  takes  place  in  accordance  with  the  equation 

^y  =  0*"'^    (231) 

where  Q  is  the  initial  charge  and  t  is  the  time  of  discharge  in  seconds. 
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The  conductance  of  the  dielectric  generally  increases  with  the 
temperature  and  with  the  electric  tension.  Media,  which  retain  their 
chenucal  composition  at  high  temperatures,  such  as  glass,  porcelain, 
etc.,  become  comparatively  good  conductors  when  raised  to  their 
melting  temperature.  An  interesting  application  of  this  phenomenon 
is  the  Nernst  glow  lamp.  The  dielectric  forming  the  glowing  filament 
of  the  lamp  in  this  case  consists  of  magnesia — the  latter  is  warmed  up 
by  a  special  attachment,  whereby  the  conductance  increases  to  such  an 
extent  that  an  appreciable  current  begins  to  flow  through  the  filament 
which  brings  the  same  to  incandescence. 

Diel^trics  have  in  geirn'ol  a  negative  temperature  coefficient. 

Further,  the  resistance  of  dielectrics  depends  largely  on  the  electric 
conditions  (thus  on  the  strength  of  the  electric  field) — decreasing  as 
these  become  more  stringent. 

The  following  table  gives  the  specific  resistances  for  several  insulat- 
ing materials  at  ordinary  temperatures,  and  for  average  electric 
conditions : 


Material. 


Gutta-percha      ....-[ 

Wires  insulated  with  Gutta-percha   - 

Pure  Rubber 

Vulcanised  Rubber  -  -  -  . 
Paper  impregnated  with  Turpentine  • 
Jute  impregnated  with  Turpentine    - 

Shellac 

Paraffin  wax 

Mica 


Specific  Resifltance 

p^  in  megohma 

per  cm/cm'. 


7xlO» 

0-45  X  i(r 

0-2xl0» 

10-9  X  10» 

l-5xl0» 

3xl0«> 

ll-9xl0» 

9xl0» 

24xlOP 

0-084  x  lOP 


Degrees 
entigrade 


Centi 


0 
24 
24 
24 
15 
16 
15 
28 


The  eflect  of  the  temperature  on  the  insulation  resistance  of  a 
transfonner  (curve  A)  and  of  dry  cloth  (curve  B)  is  shewn  in  Fig.  348. 
With  the  cloth  the  resistance  increases  at  first  with  the  temperature 
until  the  moisture  has  been  driven  out,  and  then  for  still  higher 
temperatures  it  falls  again  to  a  value  of  only  a  few  megohms. 

(b)  Prof.  Schleiermacher*  has  proposed  the  use  of  the  same  ex- 
pressions for  the  currents  due  to  conduction  as  used  by  Maxwell  for 
the  charging  currents,  when  several  conductors  at  different  potentials 
are  placed  in  the  electric  field.  These  conduction  currents  for  the 
several  conductors  are : 


*KT.Z.  1905,  p.  1043. 
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where  the  coeflScients  with  like  suffixes  g^^,  //og,  i/s.i  ••  denote  the  ratio 
of  the  conduction  current  to  the  potential  above  earth,  when  all  the 
other  conductors  are  earthed.     The  coefficients  with  unlike  suffixes 
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Fio.  348.— Rolaiion  between  Insulation  RosiHtance  and  Temperature. 
J^  for  Transformer;  By  for  dry  Cloth. 

correspond  to  the  mutual  capacity  coefficients,  defined  as  follows : 
g^^  denotes  the  current  flowing  from  conductor  y  to  conductor  ^,  when 
the  former  has  unit  potential  and  all  other  conductors  have  zero 
potential.  The  experimental  determination  of  these  coefficients  is 
quite  similar  to  that  adopted  for  capacities. 

To  determine  (7„,  all  the  conductors  except  the  rr***  are  earth etl, 
and  the  ratio  of  the  conduction  current  i  of  the  x^^  conductor  to  its 
potential  P  is  measured. 

i 

9xx=  p' 

In  the  same  way  g^^  is  determined  for  the  y^  conductor  and  i/,,^.,. 
for  the  j)^  and  y^^  together.     Then  it  follows 


g,.='j,,=  -?"-:t'7,,^.y,i. 


.(232) 


(c)  The  fHow  falling  off  of  the  charging  current  with  time  is  not 
explained  by  assuming  a  constant  conductance  for  the  dielectric,  but 
must  be  considered  in  connection  with  the  phenomena  which  occur 
when  a  condenser  is  discharged. 
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If  the  two  plates  of  a  charged  condenser  are  connected  through  a 
galvanometer,  at  first  a  large  current  will  flow,  which  gradually  begins 
to  sink,  and  only  after  some  considerable  time  vanishes  altogether. 
If  the  connection  is  broken  after  the  first  rush  of  current  and  made 
again  after  some  time,  another  but  weaker  rush  of  current  will  ensue 
in  the  same  direction  as  the  first.  The  condenser  can  thus  give 
several  such  discharges,  which  gradually  become  feebler  and  feebler. 
This  phenomenon  is  due  to  the  resvhial  diarge  in  the  dielectric.  The 
explanation  of  the  phenomenon  was  first  given  by  Maxwell.  Accord- 
ing to  him,  the  residual  charge  is  due  to  the  heterogeneous  nature 
of  most  dielectrics. 

Fig.  349  shows  a  section  through  the  dielectric  of  a  condenser, 
whose  plc^tes  are  A  and  B.  Assume  the  dielectric  consists  of  the 
layers  1)  and  i>',  having  difi'erent  properties.  As  shewn  on  p.  398, 
such  a  condenser  can  be  replaced  by  two  condensers  C  and  C'  con- 
nected in  series   (Fig.   350).     If   the   dielectric  U  is   not  a  perfect 


D 

A 

C 

C 

h 

B 

D 

r' 

Fkj 

34U. 

F 

'lO. 

350. 

insulator,  we  must  suppose  an  ohmic  resistance  /  to  be  connected  in 
parallel  with  the  condenser  6".  Fig.  350  thus  gfves  the  equivalent 
scheme  of  the  condenser  in  which  the  dielectric  D  is  a  perfect 
insulator. 

Whether  the  a)x)ve  mentioned  action  of  the  several  layers  of 
a  dielectric  is  the  sole  cause  of  the  residual  charge  or  whether 
other  influences,  e.g.  chemical  action  (similar  to  that  in  an  electric 
accumulator)  are  at  work,  is  not  yet  certain.  Certainly  very 
heterogeneous  dielectrics  have  specially  large  residual  charges,  but 
even  quite  homogeneous  liquid  dielectrics  appear  to  shew  traces  of 
the  same. 

Since  transmission  lines  and  all  electrical  apparatus  subject  to  high 
potential  differences  act  as  condensers,  the  formation  of  residual 
charges  (or  the  so-called  nhaorpimi  of  the  dielectrics)  must  not  be  left 
out  of  account  when  working  with  high  pressure  currents,  otherwise 
serious  consequences  may  follow.  If  for  example  a  cable  or  transfonner 
is  disconnected  from  the  high-pressure  terminals,  the  disconnected 
apparatus  should  be  first  connected  to  earth  before  it  is  touched.  A 
single  earthing,  however,  is  not  always  sufficient,  since  charges  may 
afterwards  collect  and  may  give  dangerous  shocks.  Special  attention 
should  be  given  to  earthing  where  high  direct-current  pressures  are 
concerned,  since  the  liability  to  residual  charge  is  greater  in  this 
case. 
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As  a  practical  case  in  which  all  parts  of  the  dielectric  possess  con- 
ductance, the  equivalent  scheme  shewn  in  Fig.  351  may  be  taken. 
According  to  the  above,  a  residual  charge  should  not  occur  when  the 
ratio  of  the  dielectric  constant  to  the  electric  conductivity  is  the 
same  at  all  points  in  the  dielectric. 


Fig.  851. 

125.  Energy  Losses  in  the  Dielectric. 

(a)  The  energy  loss   in   a   dielectric    placed   in  a  constant   field 

is  given  by  the  leakage  current.     If,  however,  the  electrification  is 

alternating,  as  for  instance  in  a  condenser  to  which  an  alternating 

pressure  is  applied,  the  losses  are  in  general  much  greater  than  those 

corresponding   to    the    insulation    resistance.      The   cause   of    these 

additional  losses  has  not  yet  been  thoroughly  investigated.     It  ma}'^  be 

due  to  the  absorptivity  of  heterogeneous  dielectrics,  discussed  in  the 

previous  section.*     In  the  dielectric  represented  in  Fig.  350  a  loss  will 

occur  when  an  alternating  pressure  is  applied,  but  not  with  a  continuous 

pressure.     Also  in  the  scheme  in  Fig.  351,  the  loss  is  greater  with 

C     C 
alternating-current  than  with  continuous  when  -  2  t>  ^•^'  when  the 

ratio  of  specific  inductive  capacity  to  resistance  of  the  several  parts  of 
the  dielectric  varies.  These  losses  are  often  supposed  to  be  due  to 
what  is  called  dielectric  hysteresis — of  a  similar  nature  to  magnetic 
hysteresis. 

Steinmetz  t  found  for  practical  condensers  made  of  parafiUned  paper, 
with  tin-foil  plates  dried  in  a  vacuum-drying  oven  and  steeped  in 
paraffin,  that  the  losses  at  constant  frequency  increase  with  the  square 
of  the  pressure,  which  corresponds  to  a  constant  conductance  g  for  the 
condenser.  Since  the  dielectric  constant,  and  with  it  the  capacity  or 
the  susceptance  h  of  the  condenser,  is — under  normal  conditions — 
independent  of  the  pressure,  the  phase  displacement  of  the  charging 
current  remains  constant,  at  a  given  frequency.  If  the  thickness  of 
the  dielectric  of  a  condenser  be  increased,  the  current  remains  the 
same  for  the  same  eleqtric  field-strength,  whilst  the  pressure  increases 
in  proportion  with  the  thickness.  The  loss  then  increases  in  proportion 
with  the  thickness  of  the  dielectric,  so  that  the  phase  displacement  of 
the  charging  current  remains  constant  for  the  same  frequency.  Thus 
for  a  given  frequency,  every  dielectric  has  a  constant  phase  displacement. 
Steinmetz  found  for  the  above  paper  condensers,  cos<^  =  0'0038  to 
0'0068,  according  to  the  frequency. 

♦  Hess,  rEdaifuge  Ehctr.  1896,  vol.  4,  p.  205. 
t  AY.  World,  1901,  vol.  37,  p.  1065. 
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For  the  power  factor  of  the  charging  current  in  electric  cables,  we 
have  the  following  values : 

001  to  0*025  for  paper  and  jute  cables, 

002  to  004    for  rubber  cables, 
0*03  to  0*07    for  gutta-percha  cables. 

(b)  The  capacity  generally  decieases  somewhat  as  the  frequency 
increases,  which  is  easily  explained  by  the  action  of  the  heterogeneous 
nature  of  the  dielectric  mentioned  in  the  previous  action. 

In  the  scheme  in  Fig.  350,  for  example,  let  the  capacity  for  con- 
tinuous charge  be  C,  then  for  rapid  charge  and  discharge  it  will  be 

— -—,.     In  a  paraflSned  paper  condenser  it  was  found  by  Eisler*  that 

the  capacity  was  2*5  mfs.  for  continuous  charge;  2*15  mfs.  for  c  =  l8 
cycles  y  and  2  01  mfs.  for  c  =  45  cycles. 

The  decrease  of  the  effective  capacity  of  condensers  with  increasing 
frequency  must  be  specially  noted  in  measurements.  It  follows  also 
that  the  dielectric  constant  of  a  dielectric  will  vary  with  the  frequency 
at  which  the  determination  is  made.  To  eliminate  absorption  phe- 
nomena as  far  as  possible,  such  determinations  are  often  made  with 
very  high  frequencies,  as  with  Hertzian  waves. 

At  constant  pressure,  the  losses  in  the  dielectric  increase  with  the 
frequency.  The  energy  absorbed  per  cycle  usually  increases  at  first  as 
the  frequency  is  increased,  attains  a  maximum,  and  at  higher  frequencies 
may  decrease.  Eisler  found  an  increase  of  17  %  in  the  losses  per  cycle 
from  18  to  45  cycles.  In  the  experiment  of  Steinmetz  mentioned  on 
p.  411,  the  loss  per  cycle  increased  up  to  a  frequency  of  about  100,  and 
began  to  fall  at  higher  frequencies. 

Since  the  conductance  ^  of  a  condenser  is  always  small  compared 
with  the  susceptauce  6,  we  can  write 

Since  C  only  varies  slightly  with  the  frequency,  the  power  factor 
will  vary  in  the  same  way  as  the  losses  per  cycle. 

The  inconstancy  of  the  losses  per  cycle  is  explained  by  many  as  a 
kind  of  viscous  hysteresis;  or  the  same  phenomena  may  be  deduced 
from  the  equivalent  scheme  for  non-homogeneous  dielectrics  (Fig.  351). 

126.  Influence  of  the  Specific  Inductive  Capacity  and  Conductivity 
of  the  Dielectric  on  the  Distribution  of  the  Electric  Field-strength. 

(a)  If  layers  of  various  dielectrics  are  placed  between  the  plates  of  a 
condenser,  then^provided  no  conductance  is  present — the  distribution 
of  the  electric  field-strength  will  vary  inversely  as  the  dielectric  con- 
stants.    Thus  a  uniform  field  can  by  this  means  be  made  non-uniform. 

'f' ZtiUchr,  f,  EUktr.  1895,  H.  12,  p.  345. 
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Conversely,  a  non-uniform  field  can  be  made  more  or  less  uniform  by 

the  use  of  various  dielectrics. 

Considering  a  long  conductor  of  radius  r  (Fig.  352),  having  potential 

P  and  surrounded  by  a  co-axial,  conducting  cylinder  of  radius  II  and 
potential  zero;  then  at  distance  p  from  the 
axis,  let  the  dielectric  constant  be  c  The 
electric  induction  at  this  distance  is,  accoitiing 
to  Gauss's  theorem, 

Iwp  p 

where   $  =  electric   charge   per  cm    length   of 
conductor. 

The  electric  field-strength  is  therefore 


.(233) 


i.e.  if  the  dielectric  constant  €  is  constant 
throughout,  the  field-strength  will  vary  in- 
versely as  the  distance  from  the  axis  of  the 
wire,  as  the  figure  shews.     The  variation  of 


the  potential  P 


=  f  -fdp 


is   shewn    by   the 


Fio.  352. 


second  curve  P.  If,  however,  we  wish  to  keep 
the  electric  field-strength  constant,  an  insul- 
ator must  be  used  whose  dielectric  constant  is  inversely  proportional 
to  the  distance  away  from  the  axis  of  the  conductor.  This  can  be 
obtained  by  using  various  insulating  materials  in  several  layers. 

Moreover,  it  follows  from  the  integration  to  the  limit  E,  that  air- 
bubl)les  and  other  irregularities  in  the  insulating  material  are  to  be 
avoided,  both  in  compound  and  solid  cables.  AVith  stranded  cables, 
on  account  of  the  small  radius  of  the  single  wires,  the  maximum 
electric  field-strength  is  25  to  40%  grciiter  than  with  solid  cables 
or  lead-covered  stranded  cables. 

On  pr  401  we  have  seen  that  particles  of  a  dielectric  having  a  larger 
dielectric  constant  than  the  neighbourhood,  tend  to  move  in  the  direc- 
tion in  which  the  field  increases.  In  a  liquid  or  semi-liquid  dielectric, 
such  piirticles  would  assist  in  forming  a  uniform  distribution  of  field, 
which  is  of  importance,  as  will  be  shewn  later  in  connection  with  the 
piercing  strength,  and  this  property  can  be  utilised  in  cables. 

(b)  The  distribution  of  the  electric  field-strength  is  only  determined 
by  the  dielectric  constants  when  no  conductor  is  present,  or  when  the 
field  is  alternating  so  rapidly  that  the  conduction  currents  are  negli- 
gible compared  with  the  displacement  currents.  Otherwise  the  specific 
resistances  detorniine  the  distribution.  In  a  unifonn  and  constani  fields 
file  electric  field -si  rength  (Juirihufes  itself  according  to  the  specific  n'^%sia7ices 
of  the  several  layers  of  the  dielectric.  If  a  constant  pot-ential  difference 
be  applied  at  the  terminals  A  and  B  in  Fig.  351,  the  pressures  P  and 
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I^  of  the  condensej-s  C  and  C  will  have  the  ratio  of  r  to  r',  and  are 
independent  of  the  magnitudes  of  the  capacities  0  and  C\ 

In  a  non-uniform  field  produced  by  a  direct  pressure,  a  constant 
electric  field-strength  can  be  obtained  by  giving  to  each  part  of  the 
dielectric  a  specific  conductivity,  proportional  to  the  induction  in 
the  field  at  the  respective  point.  In  Fig.  352,  for  example,  the  con- 
ductivity of  the  dielectric  at  any  point  is  inversely  proportional  to  the 
distance  of  the  point  from  the  axis  of  the  conductor.  Use  is  made 
of  this  in  the  insulation  of  cables  by  saturating  the  inner  layers  of  the 
insulation  with  a  liquid  of  higher  conductivity  than  the  outer.* 


Pio.  358.— Wall-hifiulator  for  High-tension  Lines. 

In  some  cases  an  approximately  uniform  distribution  of  field-strength 
throughout  the  dielectric  may  be  obtained  by  an  arrangement  due  to 
the  Siemens-Schuckert-Werke.t  The  insulator  is  composed  of  thin 
layers  separated  from  one  another  by  a  conductor  (tin-foil).  Fig.  353 
shews  a  leading-in  tube  for  high-tension  alternating-current  made  on 
this  principle.  The  tin-foil  is  shewn  by  full  lines  and  the  insulating 
layers  dotted. 

d^  =  diameter  of  wire, 

/^  =  length  of  the  inner  layer  of  insulation, 
d^  =  diameter  of  the  hole  in  the  wall, 

l^  =  length  of  the  hole  in  the  wall. 

For  a  sheet  of  tin-foil  of  length  /  and  diameter  f/,  we  have 

The  layers  act  therefore,  neglecting  electrical  leakage,  like  a  number 
of  condensers  of  equal  capacity  connected  in  series,  and  each  layer 
takes  up  the  same  pressure. 

Moreover,  with  this  type  of  leading-in  tube,  the  harmful  discharges 
between   wall    and    wire    disappear.      With   the   ordinary    leading-in 

•O'Gorman,  "Insulation  of  Cables,"  Jom-a.  Insf,  E.E.  1900,  xxx.  p.  608. 
tR.  Nagel,  Eltktr.  Bahnen  nnd  Hetriehe,  1WK>,  p.  278. 
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tube,  as  shewn  in  Fig.  354,  large  surface  discharges  occur,  and  are 
unavoidable  even  with  very  long  insulators.  The  following  con- 
sideration will  make  this  clear.     Esuch  element  of  the  conductor  with 
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FiQ.  854.— WalMnaulator  for  Low.tenAion  Lines. 

itfl  insulation  forms  a  small  condenser,  of  which  the  primary  plat«s  are 
metallically  connected  by  the  conductor  and  the  secondary  plates 
are  connected  in  series  through  the  surface  resistance,  as  shewn  dia- 
grammatically  in  Fig.  355.     If  r  is  the  surface  resistance  per   unit 


"T  n-  -T        T-^-r  T  -r 
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Fia.  355.— Kquivalout  Circuit  of  Wall-inaulator. 

length  of  the  insulator  and  C  the  capacity,  the  potential  fdong  the 
whole  surface  is  distributed  according  to  the  same  exponential  law, 

in  accordance  with  which  the  potential  is  distributed  over  a  long 
alternating-current  cable  without  conductance  or  self-induction  when 

one  end  is  earthed.     In  this  equation  A.  =  a/ -  =  JrircC^  and  the  slope 

dPx 
of  potential  -'  -  is  a  maximum  near  the  end  of  the  insulator,  where 

x=^l.  The  slope  is  here  almost  independent  of  the  length  of  the 
insulator,  so  that  surface  discharges  always  occur,  even  with  long 
insulators,  when  the  slope  of  potential  is  high,  relatively  to  the 
surface  resistance  r  per  unit  length.  WTien  the  leading-in  tube  is 
of  the  form  shewn  in  Fig.  353,  on  the  other  hand,  the  pressure  is 
distributed  according  to  a  straight  line  over  the  whole  surface  of 
the  insulator,  and  no  harmful  surface  discharges  can  occur  until  the 
pressure  is  sufficient  to  produce  a  spark  over  the  whole  surface. 
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(c)  To  determine  the  electric  field-strength,  it  is  })est  to  use  the 
same  methods  as  for  magnetic  fields ;  viz.  that  of  drawing  a  diagram 
of  the  lines  of  forces  and  thence  calculating  the  field-strength  /„ 
for  each  point,  equal  to  the  electric  flux  rf<^  of  the  tube  of  force 
divided  by   the  section  dF  of  the  same  at  the  point  considered. 

Thus  /,  =  — ^„  where  c  is  the  dielectric  constant. 

As  startine-points  in  drawing  out  the  lines  of  force,  we  can  apply 
the  law  of  discontinuity  to  the  lines  passing  from  one  medium  to 


Pio.  856a. 


Fia.  8566. 


Fio.  856c  Fio.  866rf. 

Pio.  S56o  to  (£.— Linofl  of  Force  lu  Thrce-phaso  Cable*  (ThonitonX 

another  and  the  law  of  maximum  field-energy.  According  to  the 
latter,  the  lines  of  force  between  conductors  of  given  potential  arrange 
themselves,  so  that  the  displacement  flux  between  the  conductors  is  a 
maximum.  Owing  to  the  small  values  of  the  dielectric  constants 
compared  with' the  magnetic  permeability,  it  is  much  more  difficult  to 
draw  electric  lines  of  force  accurately  than  magnetic,  when  insulating 
materials  of  different  dielectric  constants  are  present  in  the  field.  For 
this  reason  HeleShaw's  method  of  representing  the  lines  of  force  by 
stream-lines  between  two  flat  plates,  as  described  on  p.  365,  is  very 
useful  in  this  connection.  From  such  figures  it  is  eas}-  to  determine 
simply  the  electric  flux  in  each  tube  and  thus  o))tain  the  field- 
strength  at  each  point.     Figs.  3r>6a  to  d  shew  the  diagrams  for  two 
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three-phase  cables,  taken  })y  W.  M.  Thornton  and  O.  J.  Williams.* 
The  dielectric  constant  of  the  conductor  is  assumed  infinitely  large, 
and  the  space  l>etween  the  plates  where  the  conductors  are  is  there- 
fore miwle  as  large  as  possible.  At  the  places  where  the  insulation  is, 
the  space  between  the  plates  is  made  directly  proportional  to  the  cube 
root  of  the  dielectric  constant.  The  fluid  is  led  in  and  out  at  the 
places  where  the  conductors  are,  and  the  qu^antity  of  fluid  for  each 
conductor  is  made  proportional  to  the  pressure  in  that  wire  at  the 
moment  considered.  Figs,  a  and  b  shew  the  field  when  one  wire  has 
zero  potential  and  the  other  two  the  potentials  ±\/fPni*x-  Figs,  f- 
and  a  shew  the  field  when  one  wire  has  a  potential  /^,„»x,  and  the 
other  two  the  potential  -  IP^nx-  1'he  sheath  of  the  cal)le  has  zero 
potential  in  all  the  figures.  As  is  clear  from  the  diagrams,  the  field- 
strength  alters  frorii  point  to  point,  and  at  every  point  varies  with  the 
time. 

127.  Dielectric  Strength.  If  the  pressure  between  two  insulated 
conductors  (electrodes)  is  gradually  raised,  various  discharge  phenomena 
occur  within  the  dielectric  and  along  its  surface,  and  finally  the 
pressure  is  equalised  by  a  sudden  discharge  through  the  dielectric. 
The  dielectric  is  then  said  to  be  pierced.  If  the  dielectric  is  liquid  or 
gaseous,  all  traces  of  the  passage  of  electricity  immediately  vanish ;  a 
solid  dielectric,  however,  will  remain  pierced  at  the  place  where  the 
discharge  occurred.  If  sufficient  electric  energy  is  supplied  to  the 
electrodes,  the  break-down  will  continue  in  the  form  of  an  arc,  even 
with  comparatively  low  pressures. 

The  pressure  between  the  electrodes  at  which  the  break-down 
occurs,  is  called  the  piercing  pressure.  This  latter  depends  on  the 
material,  the  distance  of  the  electi'odes  apart,  and  on  the  distribution 
of  the  electric  field  in  the  dielectric  (shape  of  the  electrodes).  The 
length  of  time  during  which  the  pressure  acts  on  the  dielectric  has 
also  a  considerable  effect  on  the  piercing  pressure.  For  a  very  short 
time  the  insulation  can  often  withstand  a  much  higher  pressure  than 
continuously.  The  piercing  pressure  of  a  dielectric  for  a  given  distance 
between  the  electrodes  is  a  maximum  when  the  field  is  uniform,  i\s 
for  instance,  between  two  parallel  plates  at  a  sufficient  distance  from 
the  edges,  in  which  case  the  maximum  field-strength  is  a  minimum. 
Between  two  points  or  between  a  point  and  a  large  plate,  the  electric 
field  is  very  varied,  so  that  in  this  case  the  piercing  pressure  for  a 
given  distance  is  smaller. 

Between  the  edges  of  two  parallel  plates  the  electric  lines  of  force 
are  curved.  The  electric  field-strength  near  the  surface  of  the  dielectric 
is  consequently  increased  and  on  the  inside  decreased.  Since  the 
maximum  field-strength  in  the  dielectric  is  thus  increased,  the  break- 
down between  two  such  plates  generally  occurs  at  the  edge.  For  this 
reason,  high-pressure  condensers  are  often  made  so  that  the  dielectric 
is  thicker  between  the  edges  of  the  plates  than  elsewhere. 

*  Engineering,  1909,  p.  297. 
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In  the  case  of  alternating  currents,  piercing  depends  chiefly  on  the 
aniplitude  of  the  wave  of  pressure. 

The  dielectric  strength  of  an  insulating  material  can  be  small  even 
when  the  specific  resistance  of  the  same  is  high  and  vice  versa.  Dry 
air,  for  example,  is  a  very  good 
insulator,  but  compared  with  most 
solid  and  liquid  insulators  its  di- 
electric strength  is  very  small. 

The  piercing  pressure  usually  in- 
creases somewhat  more  slowly  than 
the  thickness  of  the  insulating 
medium.  With  thin  layers,  how- 
ever, the  converse  may  be  the  case. 

Fig.  357  shews  by  way  of  example 
the  piercinff  pressure  for  mica  as  a 
function  of  the  thickness  of  the 
same,  taken  from  experiments  made 
by  Steinmetz.  The  amplitudes  of 
the  pressiures  are  given  in  kilovolts  and  the  thicknesses  in  hundredths 
of  a  mm.*  In  this  case  an  alternating-current  at  150  cycles  was  used. 
Since  the  material  shewed  much  heating,  the  pressure  could  only  be 
applied  for  J  minute. 

In  the  following  Table,  due  to  Steinmetz  and  Dr.  Baur,  the  piercing 
pressures  for  1  mm  thickness  of  various  insulating  materials  are  given. 
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Dielectric. 


Pierciug  Pressure 
for  1  mm  thicknosii. 


Mica  - 
Mioanite 

Paraffined  Plates) 
Paraffined  Paper  J 
Dry  Wood  Fibre 
Hard  Porcelain  - 
Oiled  Linen 
PresBpahn  - 
Leatheroid 
Vulcanised  Rubber 
Red  Vulcanised  Fibre 
Asbestos  Paper  - 
Vulcanised  Asbestos 
Transformer  Oil 
Melted  Paraffin  - 
Boiled  Oil  - 
Oil  of  Turpentine 
Insulating  Varnish 
Lubricating  Oil  • 


5S000 
about  35000 

30000 

13000 

13000 

12500 

12000 

10000 

10000 

5000 

4300 

3500 

9000 

8000 

8000 

6500 

5000 

1500 


*KT.Z.  1893,  p.  251. 
2d 
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The  figures  represent  average  values  taken  from  experiments  with  test 

pieces  of  various  thicknesses  and,  on  the  assumption  of  proportionality 

between  thickness  and  piercing  pressure,  are  reduced  to  a  thickness 

of  1  mm.     Since,  however,  no  relation  exists  between  the  thickness  of 

the  insulating  material  and  the  piercing  pressure,  the  values  can  only 

be  taken  for  plates  about  1  mm  thick. 

Insulating  oil  under  high  pressures  gives  a  straight  line  increase  of 

the  piercing  pressure  with  the  distance  between  the  electrodes.     For  a 

mineral  transformer  oil  with  plate  electrodes,  the  alternating  pressures 

P  P 

+  -^  and  -  -^ ,  at  which  breakdown  occurred,  were  found,  for  sparking 

distances  d  greater  than  5  cm,  to  be 

P=  124000 +  9000d. 

With  very  unsymmetrical  distribution  of  the  electric  field  the 
piercing  pressure  is  much  less.  Between  an  earthed  plate  and  a 
pointed  electrode  at  potential  P^  it  was  found  for  the  same  oil  as  alwve 

P  =  37000 +  7000(i. 

If  the  spark  gap  d  is  given  in  cm,  the  efTective  pressure  will  be  in 
volts.  These  pressures  can  act  on  the  oil  for  about  5  minutes  without 
causing  a  break-down.  If  the  pressure  is  quickly  raised,  much  higher 
pressures  can  be  reached  before  the  oil  breaks  down — in  such  cases, 
however,  the  results  are  generally  irregular. 

The  breaking-down  strength  is  considerably  weakened  by  moisture 
in  the  case  of  both  solid  and  liquid  insulating  materials.  Oils  are 
dried  for  this  reason  either  by  heating,  or  by  treating  with  quicklime 
and  such  like.  Hygroscopic  solid  substances  must  be  dried  in  a 
vacuum  oven  and  impregnated  with  varnish  of  some  kind,  so  that 
they  cannot  absorb  moisture  from  the  air. 

The  breaking-down  strength  of  an  insulating  material  is  in  general 
reduced  when  mechanical  stresses  are  simultaneously  applied. 

With  most  solid  and  liquid  insulatoi*s,  the  duration  of  application  of 
the  pressure  has  a  considerable  influence  on  the  insulation  resistance  as 
well  as  on  the  dielectric  strength.  The  dielectric  strength  usually 
decreases  considerably  for  the  first  few  minutes,  while  the  insulation 
resistance  increases.  A  well-dried  machine  usually  has  a  very  high 
insulation  resistance  at  the  beginning  when  cold.  At  first  the  in- 
sulation resistance  decreases  very  rapidly,  even  after  the  temperature 
has  become  constant,  and  often  reaches  a  minimum  after  several  days' 
work,  after  which  it  slowly  recovers  during  a  still  longer  time. 
Measurements  of  insulation  on  machines  and  apparatus  should  there- 
fore be  carried  out  after  the  normal  temperature  rise  has  been  reached 
in  the  process  of  its  work. 

The  temperature  has  little  effect  on  the  dielectric  strength,  p^o^^ded 
that  the  same  is  not  sufficient  to  bring  about  chemical  changes  in  the 
material.  This  is,  however,  often  the  case  even  at  comparatively  low 
temperatures. 
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If  the  dielectric  consists  of  several  layers  of  different  materials 
perpendicular  to  the  lines  of  force,  the  electric  field-strength  dis- 
tributes itself — as  previously  shewn — over  the  several  materials 
according  to  their  respective  specific  resistances  when  the  pressure  is 
constant.  IFith  constant  pessitre  therefate,  in  order  to  iise  tlie  sevei-al 
vmteriiih  to  the  Itest  advantage,  the  dielectiic  strengths  of  ilie  mateiials  should 
he  jfToportional  to  their  specific  resistances. 

If  the  pressure  is  alternating,  the  electric  field-strength  distributes 
itself  over  the  insulating  substances  inversely  as  their  dielectric  con- 
stants. Hence^  with  altemaiingaairent  apparains,  in  order  to  luse  the 
in^mlating  material  to  tlie^  best  advantage,  the  dielectric  strengths  of  the  several 
riiatejials  should  be  inversely  as  their  dielectric  constants. 

In  the  construction  of  insulators  for  high  pressures,  attention  must 
be  paid  not  only  to  the  dielectric  strength  of  the  insulating  material, 
but  also  to  the  phenomena  at  the  boundary  surface  of  two  dielectrics. 
For  example,  if  two  conductors  at  a  large  difference  of  pressure  are 
supported  in  air  by  solid  insulators,  it  is  not  sufficient  that  the  distances 
between  the  two  conductors,  in  air  and  through  the  insulator,  corre- 
spond to  the  pressure,  but  it  is  most  important  of  all  to  see  that  the 
distance  apart  metvsured  along  the  sncrface  is  sufficient. 

p 

Fio.  358. 

Sparking  may  easily  occur  through  the  collection  of  moisture  and 
dirt  on  the  surface.  Moreover,  if  the  capacities  of  the  two  electrodes 
are  different,  the  electrode  with  the  smaller  capacity  produces  surface 
discharges  in  the  form  of  rays,  which  assist  the  sparking  between  the 
electrodes.  Also,  the  capacity  of  the  two  conductors  under  pressure 
with  regard  to  a  third  insulated  conductor  can  influence  the  piercing 
pressure  between  the  two  former  conductors  to  a  less  extent.  .  For 
example,  if  two  electrodes  E^  and  E^  (Fig.  358)  stand  on  an  insulating 
plate  J  under  such  a  pressure  that  sparking  does  not  yet  occur,  and  an 
insulated  conducting  plate  P  is  brought  to  the  other  side  of  the 
dielectric  J,  surface  discharges  occur  between  the  two  electrodes  and 
sparking  takes  places  from  one  to  the  other.  This  phenomenon  is 
similar  to  the  surface  discharges  with  leading-in  tubes.  Sparking 
occurs  with  a  still  smaller  pressure  when  the  plate  P  is  connected  to 
one  of  the  electrodes.  The  surface  discharges  are  then  seen  only  about 
the  electrode  not  connected  to  P,  in  the  form  of  rays.  In  order  to 
obtain  the  largest  possible  distance  over  the  surface  with  the  smallest 
distance  between  the  electrodes  and  still  avoid  sparking,  bell  and 
petticoat  insulators  are  used. 

In  accordance  with  the  standards  of  the  Verband  deutscher  Elektro- 
techniker  the  dielectric  strength  of  electric  machines  and  transformers 
should  be  tested  for  one  minute  when  they  are  warm. 
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The  testing  pressures  should  be : 


Working  Pro«8uro. 

Under  40  volts 
40  to  5000  volte 
6000  to  7500  volte 
7500  and  upwards 


To8t  Pi-esmire. 


At  least  100  volte. 

2}  times  working  pressure,  but  not  less  than  1000  volts. 

7500  volts  above  working  pressure. 

Twice  working  pressure. 


The  dielectric  strength  must  be  tested  between  windings  and  frame 
and  between  electrically  separated  windings.  In  the  latter  case,  with 
windings  of  different  pressures,  the  highest  must  be  used  as  the 
test-pressure. 
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CHAPTER  XXI. 

CONSTANTS  OF  ELEOTBIG  GONDUGTOBS. 

128.  Resistance  of  Eleotrio  Conductors.  129.  Self-  and  Mutual  Induction  of 
Electric  Conductors.  130.  Self-  and  Stray  Induction  of  Coils  in  Air 
and  Iron.  131.  Increase  of  Resistance,  due  to  Eddy  Currents  in  Solid 
Conductors.  132.  Stray  Fields  and  Electrodynamic  Forces  due  to 
Momentary  Rushes  of  Current.  133.  Capacity  and  Conduction  of  Electric 
Cables.  134.  Capacity  of  Coils  in  Air  and  in  Iron.  135.  Telegraph  and 
Telephone  Lines. 

128.  Besistance  of  Electric  Gonductors.  Most  conductors  consist 
of  copper.  With  continuous  currents  and  alternating-cun-ents  of  low 
frequency,  the  current  is  uniformly  distributed  over  the  section  of  the 
conductor.  If  I  denotes  the  single  length  of  the  line  in  km  and  q  its 
section  in  mm^,  and  /j  =  0016  (1+0*0047^),  the  specific  resistance  of 
the  copper,  then  the  ohmic  resistance  of  the  whole  line  is 

r  =  ?^  1000  ohms. 

The  heating  loss  in  the  line  is 

/  V  =  2lqp  ^l  1000  =  lOOOpFs^ 

where  V=  2lq  denotes  the  volume  of  the  line  in  dm^  and  s  the  current 
density  in  amperes  per  mm^. 

Of  late  years  bare  aluminium  conductors  have  also  been  used  for 
transmission  lines.  An  aluminium  line  with  the  same  ohmic  resistance 
as  copper  will  have  ^  diameter  1  3  times, 

a  section     1  69  times, 

a  weight     0*5 13  times, 

larger  than  the  copper  line.  The  aluminium  wire,  however,  has  only 
0*65  times  the  tensile  strength  of  the  copper.  According  to  circum- 
stances, sometimes  the  aluminium  is  cheaper  and  sometimes  the  copper. 
In  the  following  table  the  specific  resistances  and  weights  of  the 
materials  most  commonly  used  are  given.  The  specific  resistance  is 
for  1  metre  length  and  1  mm*^  section.     If  this  is  required  for  1  cm 
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length  and  1  cm^  section,  as  it  occurs  in  many  formulae,  the  values 
given  in  the  table  must  be  divided  by  10^.  The  specific  weight  is 
given  in  gms.  per  cubic  cm. 


Silver 

Copper     - 

Gold 

Alunnnium 

Zinc 

Platinium 

Tin  - 

Nickel      - 

Lead 

Pure  Iron 

Wrought  Iron  and  Mild 

Iron  Wire  Conductor 

Cast  Steel 

Alloyed  Stampings 

Cast  Iron 

Brass  (30  %  Zinc) 

Manganin 

Constantin     ^  - 

Nickelin  I. 

German  Silver 

Rheotin   - 

Kruppin  - 

Retort  Carbon 


Steel 


Spoclflc  Rcsistanco 
at  0"  in  ohma 
per  m/inni^. 


0015 

0016 

0021 

0027 

0056 

01)90 
OlOtoOhS 
010  to  012 

019 

0095 

010 

0125 

0-20 

0-54 

1-00 

0065  to 0-085 

0-41  to  0-45 

0-48 
0  41  to  0-43 
0-36  to  0  38 

0-47 

0-84 
13  to  100 


Incr«Mc  of 

Keslstance  per 

I'C.  in  v.. 


0-36 
0-40 
0-35 
0-40 
0-39 
0-24 
0-45 
0-4  to  0-3 
0-37 
0-5 
0-5 
0-5 
0-4 

01 
012  to  0-20 

0-001 

0-003 

0-24 

0-27 

0-21 

007 
008  to  002 


Specific 
Weight. 


10-5 

8-9 
19-3 

2-75 

7-2 
21-5 

7-3 

8-9 
11-4 

7-8 
7-8 
7-8 
7-8 
7-2 
83 
8-4 
8-8 
8-8 
8-7 
8-55 
81 
2-3  to  1-9 


The  specific  resistance  of  ordinary  fresh  water  is  about  10**  ohms. 
For  liquids  and  electrolytes  the  lowest  specific  resistances  are  those 
given  in  the  following  table,*  along  with  the  corresponding  solutions. 


Sixjcific 
Resistance. 

Percentage 
Solution. 

Specific 
Weight. 

HN03     .     - 

1-36.10* 

29-7 

1185 

HCl    - 

1-39.10* 

18-3 

1-092 

HaSO^ 

1-45.10* 

30-4 

1-224 

KOH  - 

1-96.10* 

28  0 

1-274 

NaCl  - 

1-70.10* 

25-0 

— 

MgSO,        -        - 

21-7.10* 

17  0 

1-183 

ZnS04 

-22-6.10* 

23-5 

1-286 

CUSO4 

22-7.10* 

181 

1-210 

*  Dtntschtr  Kalendar  fiir  Ekktroltchniktr  von  Upperiborn, 
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The  resistance  of  the  earth,  in  so  far  as  it  affects  electric  railways 
and  earthed  installations,  is  very  variable.  It  not  only  depends  on  the 
nature  of  the  soil  and  on  the  weather,  but  chiefly  on  the  arrangement 
of  the  earthing  plates  or  rails.  The  highest  value  that  has  been 
observed  for  the  earth's  resistance  in  the  case  of  railways  is  0'2  ohm 
per  km.  It  may,  on  the  other  hand,  be  also  nearly  zero.  To 
obtain  low  contact  resistance,  it  is  advisable  to  have  several  parallel 
plates  placed  at  some  distance  from  one  another  and  sunk  as 
deeply  as  possible,  so  that  they  come  into  contact  with  underground 
water. 

The  contact  resistance  of  a  plate  is  proportional  to  the  specific 
resistance  of  the  soil  surrounding  it,  and  inversely  proportional  to 
the  mean  linear  dimensions  of  the  plate.  Let  r  denote  the  contact 
resistance  in  an  unlimited  medium  having  a  specific  resistance  p. 

Then  for  circular  plates  of  diameter  d^  ^  =  ^' 

for  square  plates  with  side  rf,  r=  «:.^.^  >» 

for  cylindrical  electrodes  of  diameter  d  and  length  Z, 

129.  Self-  and  Mutual  Induction  of  Electric  Conductors. 

(a)  In  the  determination  of  the  self-induction  of  conductors,  we  shall 
first  start  with  the  case  of  a  single-phase  system.  The  two  conductors 
which  serve  as  the  outgoing  and  return  lines  are  assumed  to  be  fixed 
to  poles  and  parallel  to  one  another  over  the  whole  length.  We 
suppose  that  the  two  conductors  are  connected  by  wires  at  both  ends 
instead  of  by  the  actual  apparatus,  so  that  we  have  to  determine  the 
self-induction  of  a  rectangular  loop. 

For  the  time  being  we  assume  that  the  current  is  distributed 
uniformly  over  the  section  of  the  conductors,  and  further  that  no 
ferro-magnetic  bodies  are  present  in  the  magnetic  field  produced  by  the 
current  in  the  conductors.  It  is  therefore  allowable  to  superpose  the 
magnetic  fluxes  produced  by  the  current  flowing  in  each  of  the  wires. 
As  shewn  in  the  introduction,  the  current  flowing  in  each  conductor 
produces  a  magnetic  field,  whose  lines  of  force  are  circles  round  the 
conductor. 

The  field-strength  if  at  a  point  P  at  a  distance  p  from  the  axis  of 
the  wire  is  |^^^^_  m.m.f. 


H= 


f  ^l      length  of  line  of  force 
or,  when  the  point  P  lies  outside  the  wire, 


i/.= 


2,Trp        p 
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and,  when  the  point  P  lies  inside  the  wire, 


Hr- 


From  this  we  get  the  diagram  of  the  field-strength  for  the  plane  A  By 
as  shewn  in  Fig.  359. 


Fina.  859  and  360.— Magnetic  Field  of  Two-wire  System. 

If  there  are  two  conductors  serving  as  outgoing  and  return  lines, 
the  current  produces  a  field  for  each  of  the  two  wires.  Superposing 
these  fields,  we  get  the  resultant  field-strength  of  a  double  line,  as 
shewn  in  Fig.  360.  The  shaded  surface  serves  as  a  measure  for  the 
flux  per  cm  length  interlinked  with  the  conductors. 

Since,  however,  the  tofcil  current  is  not  interlinked  with  the  whole 
flux,  we  must  take  this  into  account. 
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The  energy  supplied  to  the  magnetic  field  during  a  time  interval  dt  is 

Here  iw,  (or  w,,  since  in  the  calculation  of  L,  i  is  put  equal  to 
1  ampere)  denotes  the  current  interlinked  with  the  tube  of  force  4>,. 
From  Formula  27,  p.  41,  we  get  the  following  expression  for  the 
coefficient  of  self-induction  L, 

X  =  2  (J*)  10-8  =  2  (w.*,)  10-8  henry, 

where  the  summation  is  to  be  taken  over  all  the  tubes  of  force  in  the 
field.  Since,  however,  the  field  is  produced  by  the  superposition  of 
two  equal  fields,  it  is  sufficient  if  we  integrate  the  tubes  of  force  in  one 
field  and  multiply  the  result  thus  obtained  by  2. 

We  calculate  first  the  sum  for  the  space  between  the  wires.  The  flux 
in  this  part  is  interlinked  with  the  whole  current  in  the  conductors ; 
hence  w^^  is  here  unity,  and  the  sum  is 

2    K*,a)=    2    *„=2  ^IHJp, 

d  d  •'P=2 

where  d  =  diameter  of  wires 

and  a  =  distance  between  the  axes  of  the  wires. 

By  assuming  the  limit  /d  »  a>  a  small  error  is  introduced,  which,  how- 
ever, is  negligible  for  small  values  of    . 

Hence  T  (*.)  =  2^r'?-^^  =  0-4nog.(|). 

or,  substituting  ordinary  for  natural  logarithms, 
2"(*,,)  =  <^"»2/log,o(|). 

d  ' 

P=2 

For  the  interior  of  each  wire  we  consider  only  that  field  produced  by 
the  current  in  the  wire  itself,  and  since  here 

we  have         2  (w.*,,)  =  2  lH,u\dp  =  2\        lH,~^-.dp 

p=o  Jp=o  Jp=o        /»y 


=  01/. 
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Hence  the  coefficient  of  self-induction  of  a  double  line  is 

L=j^[o-92log,o(f)  +  0-l], (235) 

2n-r/f 


and  its  reactance 


X  =  2ircL  - 


108 


[o-92log,o(5)  +  0-l]. 


where  /  is  measured  in  cm.      If  /  is  measured  in   kilometres,  the 


reactance  is 


2wd 

"  W 


r0-92logio(^)  +  0-l1ohms (236) 

We  have  seen  that  the  magnetic  field   inside  a  conductor  is  not 
constant.     It  follows  from  this  that  the  cuirent  lines  in  the  conductor 


^/. ^ 


•-- 1-- 


/ 


Fio.  861.— Effect  of  Earth  on  tho  iSoIMuductiou  of  a  Conductor. 

do  not  all  have  the  same  inductance,  and  that  when  the  alternating- 
current  is  of  high  frequency  the  current  is  not  uniformly  distributed 
over  the  section  of  the  conductor.  We  shall  return  to  this  in  Section 
131. 

(b)  In  a  system  in  which  only  one  overhead  conductor  is  used  and 
the  earth  acts  as  a  return,  the  self-induction  of  the  former  can  be 
ascertained  from  the  following  considerations. 

In  Fig.  361  the  Hues  of  force  of  the  magnetic  field  represented  are 
those  produced  by  the  current  flowing  in  the  two  conductors  A  and 
B\     It  is  clwir  that  perpendicular  By  passing  through  the  middle  point 
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of  the  line  joining  the  centres  of  the  two  circles,  represents  a  line  of 
force.  The  flux  above  is  interlinked  with  the  conductor  A  and  that 
below  with  the  conductor  B\  If  we  now  substitute  for  the  conductor 
B"  a  surface-caiTying  current  (for  instance,  the  surface  of  the  earth)  By 
then  this  will  have  no  effect  on  the  diagram  of  the  lines  of  force  and 
equipptential  surfaces  above  B^  so  that  the  self-induction  of  the  con- 
ductor A  remains  the  same  and  that  of  the  conductor  B  vanishes, 
since  the  radius  of  B  is  infinite.  From  this  it  follows  that  as  regards 
self-induction  the  earth  return  acts  like  a  conductor  which  is  the 
image  of  the  first  conductor  with  respect  to  the  earth's  surface. 

If  a  denotes  the  distance  of  the  conductor  from  the  surface  of  the 

earth,  then  the  summation  2(w^^,)  must  be  extended  from  p=-  to 

p  =  2<i,  and  since  we  only  have  one  conductor  the  coefficient  of  self- 
induction  will  be  T  r        /i.«\  -\ 

A  [0-46  (5)  4- 0-05] (237) 

(c)  We  have  still  to  investigate  the  influence  of  a  current  in  a 
conductor  on  the  neighbouring  jconductors  of  other  circuits.  If,  for 
example,  there  are  four  conductors  on  the 
same  pole,  of  which  A  and  B  belong  to 
one  circuit  and  C  and  D  to  another,  then 
some  of  the  tubes  of  force  of  the  magnetic 
field  produced  by  the  currents  in  A  and 
B  will  be  interlinked  with  the  loop 
formed  by  the  conductors  C  and  2),  and 
will  therefore  induce  e.m.f.'s  in  the  latter 
conductors.  It  is  simplest,  however,  to 
calculate  the  effects  of  the  two  fields  due 
to  the  current  in  A  and  due  to  the  current 
in  B  separately  and  afterwards  to  super- 
pose them. 

The  magnetic  lines  of  force  produced 
by  the  current  in  A  are  concentric  circles,  pio.  362. 

whence  it  follows  that  the  mutual  induc- 
tion coefficient  of  the  conductor  A  and  the  loop  formed  by  C  and 

-  M,.co=  T(n*.)  =  108 0-46 log,o(^} 

In  the  same  way  we  find  the  mutual  induction  coefficient  between 
the  conductor  B,  and  the  loop  CW  equals 

M,.co  =  "i"  K*,)  =  1^3  0-46  log.o  (-*i)- 

Since  the  currents  in  A  and  B  are  equal  but  of  opposite  direction, 
the  mutual  induction  coefficient  between  the  two  circuit-s  is 

.V..-<.=  ,>-4«('«8,o:-;-»og.„^)  =  1^30-461og,o(«;*;).  ...(2.38) 
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If  the  circuit  CD  consists  of  one  overhead  wire  with  an  earth  retwni, 
then  ttj  and  ft.^  *r®  ^  ^  taken  as  the  distances  of  the  conductors 
A  and  B  from  a  conductor  situated  symmetrically,  with  respect  to  the 
earth's  surface,  to  the  conductor  C.  Accordingly  a^^^b^,  and  we  get 
for  MjB-cj  t-he  simple  expression 

^..-c=  103  0-46  log,o(^) 

In  general,  the  mutual  induction  between  neighbouring  conductors, 
(as,  for  example,  between  telephone  wires  on  the  same   poles   as  a 

transmission  line)  is  made  as  small 
as  possible.  This  is  done  by  cross- 
ing the  wires  A  and  B  or  by  placing 
the  telephone  wires  sjonmetrically 
with  respect  to  the  conductors  A 
and  B;  for  in  this  case   we   get 

(d)  In  an  uninterlinked  two- 
phase  system,  which  is  the  system 
usually  employed  for  two-phase 
transmission,  the  best  arrangement 
for  the  wires  is  that  shewn  in 
Fig.  363.  The  mutual  induction 
coefficient  between  the  two  phases 
in  this  case  equals 


Mab-cd  =  ^^'^^ 


^««.oe 


■i^\= 


«*l/ 


0. 


Fkj.  368. 


since  a^  =  a^  and  ^1  =  ^9.     The  two 

phases  are  entirely  independent  of 

one  another  as  regards  inductive 

action  between  the  wires,  and  the  resultant  coefficient  of  self-induction 

for  one  phase  is  ,    ^  . 

^=iis[o-921og,o(^)  +  0-l]. 

(e)  If  the  three  conductors  of  a  three-phase  system  are  symmetrically 
arranged,  i.e.  placed  at  the  three  angles  of  an  equilateral  triangle 
(Fig.  364),  then  equal  currents  flowing  in  lines  II  and  III  will  induce 
the  same  e.m.f.  in  phase  I. 

Since  now  two  wires  can  always  be  considered  as  the  return  for  the 
third,  the  coefficient  of  self-induction  of  a  phase  with  the  above 
symmetrical  arrangement  of  the  wires  is  independent  of  the  load  in 
the  several  phases  and  equals 

L  =  ^,  [o-46  log,,  (5)  +  0-05],    (239) 

since  here  for  one  phase  only  the  single  length  has  to  l^e  considered. 
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If  the  three  wires  are  not  symmetrical,  but  arranged  in  a  straight 
line,  as  shewn  in  Fig.  365,  the  current  in  the  middle  wire  cannot  exert 
any  inductive  effect  on  the  two  outer  wires  and  conversely..  The 
coefficient  of  self-induction  of  the  middle  phase  is,  therefore, 

I 


L^- 


103 


[o-461og,o(^)+0-05], 


while  with  a  symmetrical  load  in  all  three  phases  the  coefficient  of 
the  two  outside  phases  is 


i.  =  lJi[o-461og,o(|)  +  0119]. 


To  make  the  coefficients  of  self-induction  of  all  the  phases  equal 
with  this  arrangement,  each  of  the  three  phases  may  in  turn  occupy 


Fio.  805. 


a  third  of  the  length  /  as  the  middle  phase.     In  this  case  the  coefficient 
of  self-induction  of  each  phase  will  be 

i=I^,[0-461og,(5)4.|log,(|)  +  0-05] 

=  l^.[0-461og„(|)  +  0-096] (240) 

(£)  With  concentric  cables  the  conductor  forming  the  core  is  a 
complete  cylinder,  whilst  the  other  is  a  hollow  concentric  cylinder. 

This  arrangement  of  the  two  conductors  as  one  cable  used  to  be 
almost  exclusively  used  and  was  most  convenient  for  manufacture. 
The  capacity  of  the  outside  conductor  of  such  a  cable,  however,  with 
respect  to  the  inner  conductor,  is  so  large  that  in  recent  years  stranded 
cables,  in  which  the  conductors  lie  side  by  side,  have  come  more  into 
use.     If  each  conductor  is  arranged  in  a  cable  by  itself,  an  iron  sheath 
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should  be  avoided,  because  the  latter  would  considerably  increase  the 
self-induction  of  the  conductor.  Since  the  iron  covering  is  ouly  re- 
quired for  giving  strength  to  the  cable,  stranded  cables  with  several 
conductors  are  largely  used. 

For  stranded  cables  with  two  and  three  conductors  we  get  precisely 
the  same  formulae  as  for  a  double  line  and  a  three-phase  line.  Hence 
with  a  double-line  cable, 

L  =  .j-^[0-92log(|)  +  0-l] (235a) 

and  in  a  three-phase  cable,  for  each  phase 

Z=j^[o-461ogio(^)  +  0-05] (239«) 

When  cables  are  provided  with  an  iron  sheath,  the  lines  of  force  outside 
the  conductor  close  through  the  covering,  whereby  the  self-induction 
is  increased.  The  eddy-currents  produced  in  the  iron  covering  by 
these  lines  of  force  are  however  so  small  that  no  heating  is  pro- 
duced in  the  covering  when  the  load  is  symmetrical,  and  only  very 
little  heating  when  the  load  is  slightly  unbalanced. 

130.   Self-  and  Stray  Indaction  of  Coils  in  Air  and  in  Iron. 

(a)  Of  all  coils  the  simplest  is  the  circular  coil  formed  by  a  wire  of 
circular  cross-section  (Fig.  366).     Its  coefficient  of  self-induction  is 

^  =  /o,[o-46(l  +  l-645|)log,oJ^+0-37  ^-0-163],  ...(241) 

or,  if  the  value  of     is  not  too  large, 
*« 

^  =  lis  [o-461og,oj>- 0-163]. 
This  can  only  be  determined  by  means  of  a  complicated  integi-ation. 


T 


I 


Fio.  sea. 


Fio.  367. 


Another  simple  coil  is  of  a  circular  wire  wound  in  the  form  of  a 
rectangle  of  sides  a,  and  aa-  Since  the  coefficient  of  self-induction  per 
unit  length  for  two  parallel  round  wires  of  diameter  d  and  distance 
a  apart  (Eq.  235)  is 


X=jL[o921og„(5)+Ol],- 
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and  since,  further,  two  conductors  at  right  angles  can  exert  no  in- 
ductive action  on  each  other,  the  coefficient  of  self-induction  of  the 
rectangle,  shewn  in  Fig.  367,  is 

L  =  j^-8  [o-92a,  log,o  {^"^^  -t-  0-92a2  log^o  {^^  +  {ih  +  ^2)  const. J. 

By  accurate  calculations  this  constant  is  found  equal  to  -0*24 
instead  of  -f  0*1,  which  might  have  been  expected  ;  hence  the  coefficient 
of  self-induction  of  a  rectangle  equals 

L  =  108  [0-92ai  log,„  (^)  +  0-92a, log,,  (^)  -  0-24(a,  +  a,)]  (•J42) 
or  approximately 

i=Vo.'"»-»<'»«..'-^"';-°'*-«-^]="*'K6)-<'-4("2«) 

where  /,  is  the  mean  length  of  the  coil. 


m:^.^ 


-d- 


If  the  circular  or  rectangular  coil  is  not  formed  of 
wire  of  circular  section,  but  say  of  rectangular  section, 
the   calculations   may   be   carried   out  with   sufficient     .      1        j      , 
accuracy  by  taking  the  diameter  d  as  the  diameter  of     1       <,' .X       | 
a  circle  having  the  same  periphery  as  the  section  of     '      ''^--^     '' 
the  conductor  (see  Fig.  368).     This,  however,  is  only 
permissible  when  the  section  is  not  too  fiat. 

If  the  circular  coil  consists  of  several  (w)  turns,  as  is 
shewn  in  Fig.  369,  the  formula  becomes 

i  =  S'[o-461og,o(|)-0163],    (243) 

where  d,  is  the  diameter  of  a  circle  of  equal  periphery  to  the  coil  and 
l,^TrD  is  the  mean  length  of  the  coil.  It  is  assumed  in  this  formula 
that  /,  is  large  compared  with  d,. 


Pio.  868. 


4- 


iiirT~ii' 


--i,- 


T 


m. 


•^d,-^ 


Fio.  809. 


Fio.  870. 


From  the  abai'e  fmmula  it  follows  directly  that  the  coefficient  of  self- 
indtiction  is  proportiojial  to  the  square  of  the  number  of  twins. 

Treating  a  rectangular  coil  with  w  turns  (Fig.  370)  in  a  similar  way, 
we  have 

L  .  ,^[0M.,  lo«„(5fl)  +  0-92a,  lo«„(5>)  -  0-21  (.,  +  .,)] 

="-i=^Ka)-«i <-) 
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If  such  a  coil  is  laid  on  a  flat  iron  surface,  the  coefficient  of  self- 
induction  is  approximately  doubled,  because  the  magnetic  reluctance  is 
practically  reduced  to  half. 


wvr^ir^vrt»Trvvi«!i'!r 


V- 


H iiiiniiiiiiiii 


4- 

Fio.  872. 


Fio.  871.— Magnetic  Field  of  an  Armature  €>>il. 

This  is  also  approximately  the  case,  even  when  the  iron  surface  is 
cylindrical,  because  the  lines  of  force  always  pass  into  the  iron  at 
right  angles ;  tlie  surface  of  the  iron  forms  an  equipotential  surface. 

Fig.  371  shows  the  distribution  of  the  lines  of  force  for  a  coil  of 
circular  section  half  embedded   in   an  iron  cylinder.     The  lines  of 

force  are  dotted  for  the  case  in  which  the 
cylinder  is  made  of  non-magnetic  material. 
From  the  distribution  of  the  lines  it  is  clear 
that  the  introduction  of  the  iron  cylinder 
into  the  field  of  the  coil  reduces  the  mag- 
netic reluctance  to  half  and  thereby  doubles 
the  self-induction. 
The  field-strength  in  the  middle  of  a  long  thin  coil  of  diameter  D 
and  length  /.  (Fig.  372)  is 

jr  _  O'iiriw      iw 

Denoting  the  section  of  the  coil  by  q^  =  jD\  the  flux  through  the 

middle  part  of  the  coil  equals  approximately  ^r^^^  &^  ^he  ends  of 
the  coil,  however,  the  flux  is  somewhat  smaller,  so  that  all  the  it 

turns  do  not  embrace  the  same  flux.    2f-J2!-  is  a  measure  of  the  flux- 

k 
interlinkages  with  the  coil,  where  the  factor  k,  is  greater  than  1  and 
takes  into  account  the  decrease  in  flux  at  the  ends  of  the  coil. 
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Hence  we  obtain  the  coefficient  of  self-induction  L  of  such  a  coil, 
equal  to  the  sum  of  the  flux-interlinkages  f or  t  =  1  ampere, 

L=^    -^-:  (245) 

k^  depends  on  the  dimensions  of  the  coil,  especially  on  the  ratio 
--.  The  greater  this  ratio,  the  nearer  k,  approaches  unity.  If  -^  is 
very  large,  -^  is  the  magnetic  reluctance  of  the  cylindrical  coil  and 
—fj  is  the  magnetic  reluctance  of  the  eiFective  flux,  which  is  con- 

sidered  to  be  interlinked  with  all  w  turns. 

(b)  When  dealing  with  the  coils  in  electric  machines  and  trans- 
formers, it  is  not  usual  to  calculate  with  self-  and  mutual  induction, 
(as  mentioned  in  Chap.  VII.,  p.  116),  but  with  the  main  and  leakage 
fluxes,  or  the  quantities  corresponding  to  these,  i.e.  the  coefficients  of 
mutual  and  leakage  induction.  It  would  carry  us  too  far  here  to 
calculate  all  the  coefficients  occurring  in  machines  and  transformers ; 
and  therefore  we  shall  confine  ourselves  to  pointing  out  the  methods 
by  which  they  may  be  calculated. 

Fig.  373  shews  the  distribution  of  the  lines  of  force  in  a  single-phase 
iron-core  transformer  with  a  cylindrical  winding.  I  denotes  the 
primary  coils  and  II  the  secondary.  Both  embrace  the  main  flux, 
which  is  produced  by  the  difference  between  the  primary  and  secondary 
ampere  turns.  The  leakage  lines,  of  which  the  primary  are  inter- 
linked with  part  of  the  primary  winding  and  the  secondary  with  part 
of  the  secondary  winding,  are  squeezed  between  the  primary  and 
secondary  coils,  in  which  currents  flow  in  opposite  directions.  The 
leakage  coefficients  S^  and  S^  are  given  by  the  summations  (p.  112) 


s,-^ 


which  extend  over  all  the  tubes  of  force  interlinked  with  the  primary 
and  secondary  turns  respectively. 

In  general,  it  is  only  necessary  to  know  the  sum  of  these  two 
coefficients,  and  this  can  easily  be  approximated  as  follows. 

For  each  limb  of  the  transformer, 

1   w^ 
'S',  +  >^i  =  Y^8-^henrys, 

where  w^  is  the  number  of  primary  tunis  per  limb,  S'^  the  secondary 
leakage  coefficient  reduced  to  the  primary  and  R,  the  effective  magnetic 
reluctance  of  the  space  between  the  two  windings.     This  reluctance  can 
A.c.  2e 
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be  expressed  in  the  same  way  as  the  rehictance  of  a  cvlindrical  coil 
(Eq.  245), 

where  q,  is  the  section  of  the  effective  flux  between  the  primary 
and  secondary  winding,  /,  the  mean  length  of  the  two  windings  and  I; 
a  factor  which  takes  into  account  the   magnetic   reluctance   of   the 


Fio.  878.— Leakaiire  Field  of  TniDBfornier  with  Cylindrical  Winding. 

leakage  flux  outside  the  space  between  the  two  windings,  and  the 
decrease  in  the  leakage  field  at  the  ends  of  the  windings.  Denoting 
the  radial  distance  between  the  two  windings  by  A,  the  depth  of  the 
primary  and  secondary  windings  by  Aj  and  A^,  and  the  periphery 
between  the  two  windings  by  Z7,  we  have 


,,=  ^.(A*^±^). 


The  presence  of  -^  and  -^  in  this  expression  is  due  to  the  fact  that 
the  integration  has  to  be  carried  out  for  the  interlinkages  of  the  tubes 
of  force  ^(-jt)  and  not  for  the  tubes  of  force  2f-^j.     The  result  of 
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this  is  not  the  mean  of  A^  and  A.,,  but  a  third  of  their  sum.     Hence 
the  sum  of  the  leakage  coefficients  of  the  windings  per  limb  is 

A,  +  Aa 

^     ^henrys (246) 


,  ^"K 


6'i  +  ^2  =  Ya« i 


w 


0'8k;, 


The  strength  of  the  leakage  field  itself  for  a  section  in  the  middle  of 
the  windings  is  shewn  by  curve  C  in  Fig.  373. 


Fio.  S74a.— Leakage  Field  of  Thi'oo-phase  Geuorator. 

Prof.  G.  Kapp  has  determined  experimentally  the  values  of  k,  for 
several  transformers ;  in  modem  transformers  k,  lies  between  0*95  and 
1*05.     In  order  that  no  local  leakage  fields  may  exist  in  the  trans- 


former, care  must  be  taken  that  the 
possible  alike  in  shape  and  arranged 
symmetrically  with  respect  to  each 
other. 

The  armature  coils  of  electric 
machines  are  nowadays  nearly  always 
placed  in  slots.  In  this  case  it  is  of 
advantage  in  calculating  the  leakage 
coefficient  to  split  up  the  leakage  lines 
into  three  groups : 

1.  Lines  A  (Fig.  374a),  which 
entirely  pass  through  the  slots. 

2.  Lines  B,  whicn  pass  l)etween  the 
tops  of  the  teeth. 

3.  Lines  C  (Fig.  3746),  which  are 
closed  round  the  coil-ends  outside  the 
iron. 


two   windings  are  as  far  as 


a  c  %^  c  c 


Fio.  S746.— Leakage  Field  of  Ck)il.ond8. 


In  addition  to  the  leakage  lines,  there 
are  also  the  lines  D  of  the  main  flux,  which  pass  through  the  armature 
coils  and  produce  in  them  the  E.M.F.  of  mutual  induction.  The  main 
flux  of  a  polyphase  generator,  as  shewn  in  Fig.  374rt,  is  produced  by 
the  resultant  of  the  field  and  armature  ampere-turns. 
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As  was  pointed  out  in  Sect.  118,  p.  382,  the  resultant  ampere-turns 
of  an  n-phase  armature  winding  having  w  turns  per  pole  and  phase,  and 

having  a  current  of  maximum  value  /„,»,,  is  equal  to  ;^/,n»x«' ;  this  M.M.F. 

rotates  in  synchronism  with  the  field,  and  is  displaced  from  it  by  a 


r^^ 


'm\ 


Fio.  874c. 


Pio.  874d. 


certain  angle  ^.  This  angle  is  identical  with  the  internal  phase 
displacement  ^  of  the  armature  current,  if  the  angle  of  a  pole-pair 
is  just  equal  to  27r. 

Using  the  same  method  as  employed  above,  the  leakage  coefficient  of 
an  armature  coil  can  be  written 


^  = 


1 


10«  111 

where   11^  is  the  magnetic  reluctance   of   the   effective  leakage  flux, 
interlinked  with  all  the  u\  turns  in  a  slot.     It  is,  however,   more 

convenient  for  our  division  of  the 
leakage  lines  to  write 
1 


Fio.  375. 


-n=2/X„  +  2/A,  +  2/A, 

"lli^/'b^""-'-/'^  where  A.,,  is  the  permeance  of  the 
f-/"  >--.»  leakage  field  across  the  slot  for 
f  1  cm  length  of  iron,  Xj,  the  same 
for  the  leakage  field  across  the  tops 
of  the  teeth  and  \  for  the  coil-ends 
or  overhang.  /  is  the  length  of 
the  iron  and  /,  the  length  of  the 
overhang. 

In  Fig.  375,  the  leakage  lines  A 
passing  through  the  slots  are  considered,  and  curve  C  shews  the 
strength  of  the  leakage  field.  The  permeance  A„,  calculated  from  this 
(listribution  of  the  leakage  lines,  neglecting  the  magnetic  reluctance  in 
the  iron,  is  given  by 

"     ],^\r)  0-8r3^ 0-8)3 ^0-8(»-i  +  /-3)^0-8/-, 
,  «r/  ''      1''.       2r,       r,\ 


(247) 
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Here  we  have  again  —  and  not  — ,  because  we  integrate  over 
07*3  2rg 

the  interlinkages  of  the  tubes  of  force  2-75^,  i.e.  {-\dx. 

For  the  leakage  lines  B  we  take  the  distribution  as  being  two 
quarter-circles  and  the  straight  lines  joining  them,  as  shewn  in 
Fig.  375.     From  this  we  have 


dx 


O'^iirx  +  r^) 

.^,^,.['Jizi^],„.„„„@ <,«, 

The  integration  is  here  taken  to  the  limit  t^,  which  it  is  best 
to  put  equal  to  the  slot-pitch,  since  all  the  tubes  of  force  outside 
this  limit  usually  embrace  several  slots.  To  estimate  these  correctly 
necessitates  complicated  constructions,  into  which  we  shall  not  enter 
further. 

To  calculate  the  leakage  lines  (7,  it  is  best  to  consider  the  two 
coil-ends  as  comprising  one  rectangular  coil  (Fig.  374c),  whose  per- 
meance is  equal  to 

A.  =  0-46[log,o(;^J-0-2] (249) 

Hence  the  leakage  coefficient  of  an  armature  coil  is 

2u^ 
S^j^ilK'^lK  +  l.K)  henrys,  (250) 

where  A„,  A^  and  \,  can  be  calculated  from  the  above  formulae. 

If  two  similar  coils,  belonging  to  different  circuits,  lie  side  by  side  in 
the  same  slot  (Fig.  376),  the  currents  in  them  are  mutually  inductive. 
The  coefficient  of  mutual  induction  M  of  two  such  coils 
is  equal  to  the  leakage  coefficient  *S',  assuming  the  dis- 
tribution of  lines  of  force  in  Fig.  375.  ^  1 

The  distribution  of  the  lines  of  force,  however,  will  be 
quite  another  thing  if  the  currents  in  the  two  coils  are 
very  different  from  each  other,  and  especially  if  they  are 
oppositely  directed.  In  this  case  M  is  somewhat  smaller 
than  S,  P,o.  376. 

The  above  formulae  for  the  calculation  of  the  leakage 
coefficients  of  armature  coils  do  not  of  course  give  quite  accurate  values, 
since  the  lines  of  force  are  not  distributed  along  the  assumed  geometric 
lines,  but  always  choose  complicated  paths,  for  which  the  magnetic 
permeance  of  the  leakage  fields  is  a  maximum.  For  this  reason 
experimental  values  are  usually  somewhat  greater  than  calculated. 

131.  Increase  of  Resistance,  due  to  Eddy  Cnrrents  in  Solid 
Oondnctors.     In  the  previous  section  we  have  seen  that  the  magnetic 
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field  in  the  interior  of  an  electric  conductor  is  not  constant,  from 
which  it  follows  that  the  current  lines  do  not  all  possess  the  same 
self-induction.  On  this  account  the  distribution  of  a  high-frequency^ 
alternating-current  over  the  section  of  the  conductor  is  not  uniform, 

but  such  that  the  variation  of  the  potential  energy  L-  is  as  small  as 

possible.  For  this  reason  the  greatest  cun-ent-density  is  obtained  in 
that  part  of  the  conductor  in  which  the  magnetic  field  is  strongest. 
Lord  Kelvin  first  demonstrated  this  phenomenon,  which  is  known  as 


Its  action  produces  an  increase  in  the  resistance  and  reduction  in  the 
self-induction  of  the  conductor.  When  the  field  in  a  wire  is  due  to 
the  current  in  that  wire  alone,  the  current-density  is  dependent  on 
the  distance  of  the  point  considered  from  the  axis  of  the  wire.     The 

current-density  is  greatest  at  the  surface  and  least  at 

the  axis. 

(a)  We  first  calculate   the   distribution   of  current 

over  the  section  of  a  round  wire,  in  which  case  the 

approximate   equations   are   similar  to   those  for  the 

distribution  of  a  rapidly  alternating  magnetic  flux  in 

a  round  iron  wire. 
Fia.  vn.  ^®^  ^®  consider  the  element  of  the  wire  formed  by 

a  cylinder  of  thickness  (2a;  at  a  distance  x  from  the 
axis  (Fig.  377).  Let  the  maximum  current-density  he  /,  and  the 
magnetic  field-strength  //,.  This  increases  from  the  inside  to  the 
surface  by  the  value 

dll, ^ir^ =  0-^irIJx, 

while  the  induction,  assuming  constant  permeability,  increases  by 
fidI/j,=^dB^.  On  the  outside  of  the  cylinder  a  smaller  E.M.F.  E^  is 
acting  than  on  the  inside.  The  increase  in  the  E.M.F.  j^„  assuming  a 
phase  displacement  of  90",  is 

dE,=  2TrjcBjlxlO-^='2irjcfJiI/jixlO-^  volts. 

This  increase  in  the  pressure  requires  an  increase  in  the  current- 

F-E 
density,  according  to  the  equation  /,  =  ^ — ^  equal  to 

e^/  =  _^'=  -2irjcf^HjixlO-^  volts. 
P  P  ' 

Hence  ,•'=  -27r;c--^10  ^ 

dx^  "^  p    dx 

Substituting  now  the  value  of    -~-^,  we  have 

^4- -0'87r2;c^/a;10-8. 
dx^  •'  p' 
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Introducing  (in  the  same  way  as  foi^the  distribution  of  induction  in 
iron  wires) 


_27r     /^  /251) 


^     10^'VlOp 
we  obtain  7^=  "  ^i^Vx- 

The  sohition  of  this  equation  is 

where  A  and  B  are  equal,  since  the  same  value  is  obtained  for  /,  for 
both  +  z  and  -  x.     Hence 

At  the  surface  of  the  wire,  where  x  =  r,  the  current-density  is  a 
maximum  .  /,    ^.  /,    a.  , 

Therefore  /«=/--.  la-.^.^-a-.).. (252) 

The  current-density  therefore  decreases  from  the  outside  to  the  inside 
in  a  curve  like  the  induction  in  an  iron  wire.  To  determine  the 
effective  resistance  of  the  wire,  the  mean  of  the  squares  of  the  current- 

densities  I     Il2wxdx  must  be  divided  by  the  square  of  the  mean  of 
Jz=o' 

the    currentniensity      I      I^2irxdx    ,     The  real  ratio  of  these  two 

quantities  gives  the  ratio  k  of  the  effective  resistance  r^  to  the  ohmic 
resistance  r. 

{"'l^27rxdx 
Hence  A;  =  'f  =  -!;5? -^  (real  part). 

Since  this  ratio  can  only  be  determined  by  tedious  calculations,  the 
result  of  exact  calculations  is  here  shortly  given.     For  low  frequencies, 

we  have  for  copper  wire  (/*=  1  and  p  =  0017  x  10~*I2 — ^  j 

*='^»™(«T-««(.^)' 

for  aluminium  wire  ru=  1  and  p  =  0*0285  x  10-*I2  ^"l^ 
V  cmV 
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for  thin  iron  wires  (fi^  1000  and  /d  =  010  x  lO^^fl^^ 

*.I..(0-3.,S(0." 

where  the  diameter  d  of  the  wire  is  expressed  in  cm. 

For  medium  frequencies  it  is  best  to  use  the  table  calculated  by 
Hospitalier,  which  gives  the  values  of  k  for  different  values  of  cd^. 
This  table  applies  to  copper  wire  with  /o  =  0'017  ohm.  To  obtain  the 
ratio  for  wires  of  other  materials,  the  value  of  cd'^  must  be  multiplied 

by  -00 17,  and  the  value  of  k  corresponding' to  this  new  value  of  cd^ 

found  from  the  table : 


aP 

k 

aP 

;- 

0 

10000 

1520 

1-8628 

20 

10000 

1880 

2-0430 

80 

10001 

2280 

2-2190 

170 

1-0258 

2710 

2-3937 

300 

1-0805 

4820 

3-0956 

470 

11747 

7500 

3-7940 

680 

1-3180 

17000 

5-5732 

920 

1-4920 

30000 

7-3250 

1200 

1-6778 

(b)  For  very  high  frequencies  and  conductors  of  magnetic  material, 

'^"T0"Wl0/i 

reaches  such  high  values  that  c~^  can  be  neglected  compared  with  c**. 
The  current^ensity  /,  can  then  be  written 


A-/™ 


=  /u^  €<!--'>('-''> (253) 


This,  like  all  the  previous  equations,  serves  not  only  for  round 
wires,  but  also  for  bars  of  rectangular  section.  For  such  a  bar,  x 
denotes  the  distance  from  the  middle  of  the  bar  and  2r  =  A  its  thickness. 
For  very  high  frequencies  or  permeabilities,  the  mean  current-density 
in  a  bar  is  . 


2/_     [i_.-(i-,>f]„^ 


or 


P/n. 


(i-;)4 


.(254) 
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When  we  remember  that  /d/„^  denotes  the  pressure-drop  per  cm 
length  of  the  conductor,  due  to  the  ohmic  resistance  and  to  the  field 
within  the  conductor,  we  see  that  this  pressure-drop,  based  on  the 
mean  current-density  /a^n  or  on  the  current  A/„^  flowing  in  the 
conductor,  is  composed  of  two  equal  components.  One  of  these  com- 
ponents is  in  phase  with  the  current  and  represents  a  resistance-drop, 
while  the  other  leads  the  current  by  90**,  and  therefore  becomes  a 
reactance-drop.  Each  component  is  equal  to  ^\p.  Hence  the  same 
resistance  would  be  obtained,  if  the  current  in  the  conductor  was 

divided  into  two  layers  each  of  thickness  j,  since  these  layers  would 

have  an  ohmic  resistance  of  ^  V  per  cm  length.  For  this  reason  it  is 
said  that  high-frequency  currents  only  penetrate  into  the  conductor  to 

a  thickness  ^  or  that  an  outer  layer  of  the  conductor  of  thickness 

carries  the  whole  current.  The  effective  resistance  of  the  conductor  is 
equal  to  the  resistance  of  this  outer  layer,  and  at  the  same  time  this 
is  equal  to  the  effective  reactance  of  the  conductor,  due  to  the  field 
within  itself.  This  reactance,  however,  is  usually  negligible  compared 
to  the  reactance  due  to  the  field  outside  the  conductor. 

The  same  result  is  obtained  for  round  wires,  where  only  an  outer 

cylindrical  layer  of  thickness  ^eB=x  serves  to  carry  the  current.     For 

this  reason  copper  tubes  are  also  used  as  conductors  for  very  high- 
frequency  currents.  They  not  only  possess  the  advantage  of  utilising 
the  copper  better,  but  they  also  have  a  smaller  self-induction.  Such 
tubes  are  used,  for  example,  in  switch-gear,  and  especially  for  the 
connections  of  lightning  protectors.  The  thickness  of  the  conducting 
layer  is  as  follows : 

For  copper  conductors  (p  =  0*017  x  10"*I2  — ^  j 
.       10^    /TO^    6-5 

for  aluminium  conductors  (p  =  0'028x  10~*I2 — ^) 

\  cmV 

5j       8-5 

Oeff=— r-  cm, 

VC 
for  iron  conductors  (/x=1000,  p-O-lOx  10-*I2^2^ 
^       10*    llO^    0-5 
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For  railway  rails  we  obtain  S^  =  01  cm=  1  mm.  at  25  cycles.  If  U 
is  the  periphery  of  the  rail  in  mm,  the  effective  resistance  per  kilometre 
length  at  25  cycles  is 

01xlO«_100 
U      "  U 


7Vff=  — TT—  =-Tf-  ohms. 


At  15  cycles  the  resistance  is  >/|^  =  \/0*6  =  0*775  times  as  large, 

77-5    , 
i.e.  -  -  -  ohms. 

The  effective  reactance  of  the  rails,  due  to  the  field  within  them, 
is  of  course  equal  to  the  effective  resistance. 

(c)  If  the  wires  lie  near  one  another  as  in  cables,  their  mutual 
induction  affects  the  distribution  of  current.  The  highest  current- 
density  here  occurs  in  the  parts  where  the  wires  are  near  together,  and 
the  skin-effect  may  become  very  considerable.  For  this  case  we  can 
use  the  formulae  given  by  Prof.  G.  Mie  {fVied,  Amu  1900)  for  non- 
magnetic wires  at  Tow  frequencies.  The  ratio  for  twin-copper  cable  is 
approximately 

'='-[»'»-«KI)l(S'-[»"^-(l)l(0* 

and  for  aluminium  cable 

.  =  ,.[«.».3.(|)'](,4)'-[0^..,(l)'](^)', 

where  a  denotes  the  distance  between  the  axes  of  the  two  conductors. 
For  conductors  of  magnetic  material  the  distance  between  the  wires 
has  little  effect  on  the  current  distribution,  and  in  this  case  the  same 
formulae  may  therefore  be  used  as  for  a  single  conductor. 

If  the  reactance  of  a  cable,  due  to  the  field  within  itself,  forms  a 
considerable  part  of  the  whole  reactance,  it  is  also  necessary  to  correct 
the  coeflScient  of  self-induction  at  high  frequencies.  Instead  of  0*1  in 
formula  235a,  we  have  to  put  for  copper  cables 


and  for  aluminium  cables 
0.,{l-[0.,...,.(^)](-,)%[0.0«.5.(^)'](^)'}. 

If  the  conductor  in  the  cable  consists  of  several  small  wires  more  or 
less  insulated  from  each  other,  the  skin-effect  is  considerably  reduced, 
due  to  thus  splitting  up  the  section. 

Prof.  Mie  has  given  the  following  formulae  for  rapid  oscillations,  in 
the  same  place  as  the  above.     The  ratio  k  for  copper  wires  is 


~  Ja^  ^'d^     '^  V  iOOO  "^  8  "^  2Jia^^:Wf 
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and  for  aluminium  wires 


2a  I  cd^      1     (a-Ja^-(t^)(cP  +  aJa^-d^) 

whilst  the  coefficient  of  self-induction  approaches  the  value 


L  = 


0-92 
108 


logio(' 


a  +  s/a2-(f^' 


)• 


lines 


as  the  frequency  increases. 

(d)  In  a  coil  consisting  of  several  turns,  the  distribution  of  the 
of  force  of  its  field  is  still  more  complicated 
than  with  one  or  two  wires,  so  that  the  cal- 
culation of  the  effective  resistance  is  much 
more  difficult.  In  order  to  keep  the  increase 
in  resistance  as  small  as  possible,  the  conductors 
should  be  made  of  flat  copper  strip,  arranged 
in  such  a  way  that  the  longer  side  of  the  section 
coincides  with  the  direction  of  the  leakage 
lines.  Further,  turns  which  lie  in  different 
leakage  fields  should  not  be  connected  in 
parallel,  since  heavy  local  currents  might  ensue, 
producing  an  apparent  increase  in  resistance. 

Messrs.  Field*  have  exhaustively  treated  the 
distribution  of  current-density  for  coils  in  slots 
and  the  increase  in  resistance  due  to  fields 
occasioned  by  the  presence  of  the  teeth.  Only 
the  main  points  and  the  result  of  these  investi- 
gations will  be  given  here. 

Let  us  consider  two  bars  placed  one  above 
the  other,  as  in  Fig.  378,  and  again  assume 
that  the  leakage  field  traverses  the  slot  in 
straight  lines,  and  that  the  magnetic  reluctance 
of  the  iron  can  be  neglected  compared  with 
that  of  the  slot.  Then  it  follows  that  the 
current-density  /,  does  not  vary  in  the  breadth 
of  the  slot,  but  only  in  the  heieht.  The 
field-strength  increases  with  the  height  x  ac- 
cording to  the  following  law  : 


In  the  upper  surface  of  the  element  of  conductor  of  thickness  dx, 
which  we  are  considering,  an  E.M.F.  is  induced,  which  differs  from  that 
induced  on  the  lower  surface  by  dE^^  equal  to 

dE,  ^  "lirjcjiH^  dx  10-»  volts, 
♦  Traii9actioi)M  AJ.E,E,  1905  and  Proceediitys  I.E.K  190«. 
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which  causds  an  alteration  in  the  current-density  of 

Hence,  from  these  two  differential  equations  we  obtain 

which  differs  from  the  equation  for  wires  in  air  on  p.  438  only  in  the 
factor  ^.     If  we  substitute 


27r     / 


10^3' 


we  have  /.  =  4c<^--'>^  +  ^€-(i-->^^ 

and  //=  -^^'=  -^^;  :-^')\.lcO-^)^-^e-<^-^n 

2TrjCfi  ax  2irjCfi    ^ "  ' 

To  determine  the  constants  A  and  i?,  we  have  the  following  two 
limits : 
Firstly,  for  0^  =  0,  0-4,r(n- 1)/,.^,t, 

•'"  ^ 

where  /,„«ui^*''2  denotes  the  maximum  current  per  conductor,  and  (n  -  1) 
is  the  number  of  conductors  in  the  slot  underneath  the  conductor 
considered.  The  conductor  considered  is  therefore  the  n^  from  the 
bottom,  and  (w- 1)/„^^„?7'2  is  the  maximum  current-volume  lying 
beneath  this  conductor. 

The  second  limit  is,  that  the  maximum  current  in  a  conductor  is 
equal  to  -,^^ 

Jm=0 

By  means  of  these  two  limits  we  can  first  determine  the  constants 
A  and  B  and  then  find  the  ratio  k  of  the  effective  resistance  to  the  ohmic 


ndx 

Tot 


'-7-F&-=s(«»'!»rt)- 


J  gap 

A.  B.  Field  has  given  the  following  formula  for  this  ratio : 

,  _  .   in{n  -  l)(cosh  kr  -  cos  Xr)(sinh  \r  -  sin  A.?)  +  (sinh  2Ar  -t-  sin  2Ar) 
~  cosh  2Ar-cos2Ar  ' 

(256) 
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and  this  is  shewn  in  Fig.  380  for  different  values  of  Ar.  By  means 
of  these  curves  the  ratio  k  for  each  turn  of  the  armature  coil  can  now 
be  found,  and  thus  the  mean  increase  in  resistance  of  all  the  turns 
easily  determined.  Fig.  379  shews  the  current-density  and  phase- 
displacement  with  regard  to  the  main  current  as  functions  of  the 
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Fio.  879.— Current  Density  and  Phase  Displacement  In  two  Armature  Conductors. 


height  of  bar.  The  curves  were  calculated  by  A.  B.  Field  for  the  two 
conductors  shewn  in  Fig.  378  at  25  cycles.  It  will  be  noticed  that 
great  variations  occur  in  the  current-density.  For  the  lower  conductor 
it  is  a  maximum  at  the  upper  corner,  while  for  the  upper  conductor 
it  is  a  minimum  in  the  middle.  From  this,  as  well  as  from  the  curves 
in  Fig.  380,  it  is  clear  that  the  increase  in  resistance  is  much  greater 
for  the  conductor  near  the  armature  surface  than  for  the  other. 

As  for  wires  in  air,  the  skin-effect  has  not  only  the  effect  of  in- 
creasing the  resistance  of  armature  coils,  but  also  of  decreasing  their 
self-induction.  This  is  due  to  the  fact  that  the  current  is  driven 
upwards  in  the  bars,  so  that  the  path  of  the  leakage  field  across  the 
slot  is  not  straight,  as  shewn  in  Fig.  375,  but  passes  chiefly  between 
the  bars  and  through  the  highest  and  lowest  parts  of  the  bars.  If 
many  turns  are  arranged  above  one  another  in  the  slot,  the  distortion 
of  the  leakage  field  is  not  so  marked,  since  the  conductors  are  very 
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thin  and  the  leakage  field  varies  from  the  bottom  to  the  top  almost 
according  to  a  straight-line  law. 

If  there  are  only  a  few  large  conductors  in  the  slot,  it  is  advan- 
tageous to  laminate  them  parallel  to  the  lines  of  force  or  to  make  them 
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Via.  3S0.— Curves  for  Detormlning  Increase  of  Roeistauoo  in  Armature  Conductors. 


of  pressed  cable.  In  many  electric  machines,  such  as  continuous- 
current  machines,  and  to  a  still  higher  degree  in  rotary  converters,  the 
wave-shape  of  the  currents  flowing  in  the  armature  conductors  is  very 
dilferent  from  a  sine  wave.  In  such  cases  the  current  must  be  resolved 
into  the  fundamental  and  higher  harmonics,  and  the  losses  on  the 
ratio  k  calculated  for  each  of  these  currents.  If  these  ratios  are  A'p 
/•,,  k^,  etc.  for  the  currents  /^  /g,  7^,  et-c.,  then  for  the  effective  current 
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the  effective  ratio  k  is  obtained  from  the  equation 

Hence      ifc=^-i(7y+^(^'y+^5(7y+ ... . 

These  considerations  and  formulae  for  armature  coils  can  also  be 
used  in  many  other  cases  with  close  approximation,  so  long  as  the 
leakage  lines  run  parallel  to  the  surfaces  of  the  conductors,  and  the 
path  of  the  lines  of  force  is  not  appreciably  altered  through  unsym- 
metrical  distribution  of  current.  Such  cases  occur  in  transformers 
and  induction  coils ;  but  here  the  paths  of  the  lines  of  force  must  be 

taken  into  account  in  choosing  the  ratio  -^. 

(e)  Besides  the  eddy-currents  induced  in  electric  conductors  by  fields 
within  them,  there  are  also  currents  induced  by  external  fields,  which 
however,  do  not  result  in  an  apparent  increase  in  resistance,  but  only 
in  a  production  of  heat  in  the  conductor.  For  these  currents  the  for- 
mulae may  be  used  which  were  developed  for  the  eddy-currents  in  iron 
wires  and  plates.     It  will  be  best  to  demonstrate  this  by  two  examples. 

On  the  surface  of  a  smooth  armature  there  is  a  copper  conductor  of 
breadth  A  and  thickness  r  (Fig.  381).     The  armature  has  a  diameter  D 

and  pole-pitch  t=— ,  and  rotates  with  a  peripheral  speed  of  v.     We 

will  consider  the  field  in   the  air-gap  as  , 

being    distributed    sinusoidally    over    the  j.j--'.  £ 

pole-pitch  T.     Then  the  field-strength  at  ^^/////XV^^l r 

any  point  in  the  conductor  at  any  moment  ^.^ — \^     V  ^^^t""^"^ 
can  be  expressed  by  '•  j 

^»  =  J5,sin(^o>/--A  Fio.881. 

The  middle  of  the  conductor,  where  a;  =  0,  then  falls  in  the  middle 
of  the  neutral  zone  of  the  magnetic  field,  where  ^  =  0,  at  time  /  =  0. 
In  an  element  of  the  conductor  at  distance  x  from  the  middle,  an  e.m.f. 
per  cm  length  is  induced  equal  to 

e,  =  t?6 10"^  volts, 
where  v  is  expressed  in  metres  per  second.     Hence  the  current-density 
in  this  element  is 

The  presence  of  the  constant  C  is  due  to  the  fact  that  the  sum  of 
all  the  internal  currents  induced  in  the  conductor  is  equal  to  zero. 
Therefore  .-^+4 


*,=l*io-'. 


0=1  xAx= ^  2co8<tf<8in-^+(7A, 

^  T 

from  which  C  can  be  calculated  and  placed  in  the  expression  for  t,. 
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Hence  the  current-density  is 

•A 


>10« 


--r^-  cos  ca/  +  sin  (  w/  -  -  «  j 


IT 

t2 


dxdt 


To  find  the  loss  w^  per  unit  volume,  we  integrate  over  ilp  ^  -^  and 
obtain  ^  ^ 

A\l 


,_«j::(Ll) 


L  ('t)'J 


_1 /«;  A\2 


Developing  the  sine  into  a  series  and  neglecting  all  terms  of  the 
higher  orders,  we  have 

"  ('If 

Further,  putting  100*'=-^="?/)   =2Tr  and  expressing  A  in  mm, 
for  a  form  factor  of  /,=  111  = — j=y  the  loss  per  dm*  is 

'■-V'^\^im.-'^ <-'> 

This   formula  corresponds   exactly  with  the   expression   given   on 
p.  351  for  the  eddy-current  loss  in  iron  plates.     It  holds  only  so  long 


0/ 


Slot  Fields. 


Fio.  382a. 


Fio.  ! 


as  the  eddy-currents  do  not  appreciably  affect  the  distribution  of  the 
lines  of  force. 

If  the  armature  bars  lie  in  slots,  E.M.F.'s  are  also  induced  in  them  by 
the  main  field.  These  £.m.f.'s  are  due  mainly  to  the  lines  of  forces 
passing  between  the  surface  of  the  pole  and  the  sides  of  the  teeth, 
which  are  chiefly  present  with  large  open  slots  and  a  small  air-gap, 
as  is  shewn  in  Fig.  382a. 

The  field-strengths  of  the  slot-leakage  field  can  be  resolved  into 
radial  and  tangential  components;  the  tangential  component  mainly 
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induces  harmful  eddy-currents  in  the  upper  conductors.  Stix)ngly 
saturated  teeth  also  raise  the  field- strength  in  the  slots.  If  the  slots 
are  very  deep  and  the  teeth  only  strongly  saturated  at  the  root, 
the  lines  of  force  pass  between  the  sides  and  bottom  of  the  slots 
(Fig.  3S2b).  They  induce  eddy-currents  in  the  lower  conductors,  and 
in  this  case  the  radial  as  well  as  the  tangential  components  determine 
the  magnitude  of  the  eddy-current  loss. 

The  eddy-current  loss  can  be  determined  in  this  case  also  by  formulae 
similar  to  those  used  for  a  smooth  armature.  It  is,  however,  much 
more  difficult  to  determine,  as  the  calculation  is  much  more  com- 
plicated, and  can  only  be  approximated. 
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Fig.  388. — Bddy  Currents  in  Armature  Conductors. 


Dr.  Ottenstein*  has  determined  the  order  of  magnitude  of  this  loss 
by  a  long  series  of  careful  experiments,  and  has  found  that  maximum 
tooth-densities  of  24-25000  can  be  employed  before  large  losses  occur, 
due  to  the  lines  of  force  between  the  sides  and  bottom  of  the  slots. 
In  Fig.  383  the  loss  per  cm^  is  plotted  for  different  slots  and  different 
arrangements  of  the  conductors  in  the  slots  as  a  function  of  the  ideal 
maximum  tooth-density  Bi^  (i.e.  the  tooth-density  calculated  on  the 
assumption  that  all  the  lines  of  force  pass  through  the  teeth,  which 

♦  "  Daa  Nutenfeld  in  Zahnarmaturen  und  die  Wirbelstromverluste  in  niassiven 
Armatur-Kiipferleitern."    Sammlung  eleJUrotechniecher  Vortrdge,  Stuttgart,  1903. 
A.c.  2r 
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is  not  actually  the  case  with  highly  saturated  teeth).  From  this  figure 
it  is  clear  that  the  lines  of  force  between  the  pole-face  and  the  surface 
of  the  slots  may  give  rise  to  very  high  losses. 

The  highest  loss  of  1  watt  per  cm*  occurring  in  the  curves  corresponds 
to  an  effective  current^iensity  «^,  which  is  obtained  from 

If  />  =  0'02  is  inserted  for  warm  copper,  the  loss  of  1  watt  per  cm* 
corresponds  to  an  effective  current-density  s^  =  -JEO  amp/mm*,  a  value 
which  far  exceeds  the  usual  mean  density  in  armature  bars.  It  is 
therefore  advisable,  when  the  copper  armature  bars  lie  in  open  slots, 
as  is  usually  the  case  in  direct-current  machines,  not  to  have  the 
conductors  too  near  the  armature  surface,  that  the  air-gap  should  not 
be  too  small  compared  with  the  breadth  of  slot  (i.e.  not  less  than  ^), 
and  that  the  maximum  tooth-saturation  is  not  too  high  (i.e.  not  above 
25000  on  full  load).  In  large  alternators  with  open  slots  the  armature 
bars  near  the  surface  should  be  laminated  tangentially  in  order  to  keep 
the  eddy-currents  induced  by  their  own  field  within  permissible  limits, 
and  the  same  bars  should  be  laminated  radially,  in  onier  to  destroy  the 
eddy-currents  induced  by  the  main  field.  Since  this  is  not  possible  in 
practice,  the  bars  in  the  neighbourhood  of  the  surface  are  either  made 
of  stranded  cable,  or  they  are  sunk  very  deep  in  the  slots  and  at  the 
same  time  laminated  tangentially. 

132.  Leakage  Fields  and  Electrodsniamic  Forces  due  to  Momentaiy 
Btislies  of  Ouirent.  During  recent  years,  commercial  requirements 
have  led  to  the  building  of  very  large  power-stations  with  large  units. 
At  first  all  the  machines  were  connected  to  the  same  bus-bar  system 
and  therefore  to  the  same  network,  since  no  apparent  reasons  were 
forthcoming  why  the  usual  practice  for  small  units  should  be  departed 
from.  It  had  not  been  considered  that  with  large  units  working  to- 
gether on  the  same  network,  when  a  short-circuit  occurred  anywhere 
in  the  system  an  immense  amount  of  energy  would  act  on  the  short- 
circuit,  and  therefore  give  rise  to  enormous  rushes  of  current.  These 
rushes  produce  great  mechanical  as  well  as  electrical  forces,  and  often 
lead  to  destructive  explosions  in  the  automatic  circuit-breakers,  which 
are  provided  to  cut  out  the  faulty  part  from  the  rest  of  the  net- 
work. In  the  following  section  some  formulae  will  be  given  for 
calculating  the  mechanical  forces  due  to  such  momentary  rushes 
of  current.  To  determine  the  mechanical  forces,  however,  the  dis- 
tribution of  the  leakage  fields  at  the  moment  of  short-circuit  must  be 
known,  and  for  this  reason  the  strengths  of  the  leakage  fields  will  be 
calculated  together  with  the  mechanical  forces. 

To  illustrate  the  forces  which  act  between  straight  conductors.  Fig. 
384  shews  the  switchboard  of  a  6500  volt  motor,  destroyed  by  a  shortr 
circuit.  The  motor  was  connected  to  the  large  network  of  the 
Manchester  Corporation  power-station,  and  the  figure  was  supplied  by 
C.  L.  Pearce,  Esq.,  the  chief  engineer.  All  the  cables  were  well  hung 
between  insulators  at  a  distance  of  about  12  5  cm  apart.     The  figure 
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shews  clearly  how  the  outgoing  and  return  cables  of  the  same  phase 
were  repelled  from  each  other,  and  the  cables  of  different  pnases 
attracted.  The  insulators  a  and  b  were  broken  and  the  insulating 
plate  J  made  of  asbestos  board  was  cut  clean  through.  The  thin 
cables,  which  were  for  the  most  part  bent,  normally  earned  10  amperes, 
but  as  the  following  calculations  shew,  must  have  carried  a  very  much 
Cigher  current  during  the  short-circuit.     It  is  clear  that  the  bending 


Pio.  384.— Effects  of  a  Short-circuit  on  the  Cable  Connections  of  a  Switchboard. 

of  the  cable  was  greatest  near  the  angle-iron  carrying  it  on  account 
of  the  magnetic  field-strength  being  greatest  there.  Also,  we  may 
conclude  from  the  figure,  that,  the  bending  started  near  the  angle- 
iron,  and  after  the  wires  had  first  approached  this  place  the  motion 
proceeded  further  downwards. 

(a)  We  first  calculate  the  repelling  force  between  two  parallel  con- 
ductors, serving  as  the  outgoing  and  return  lines.  The  force  must  be 
repulsion,  since  the  currents  in  the  two  conductors  are  oppositely 
directed.     It  can  also  be  said  that  the  wires  tend  to  move  in  such  a 
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way  that  the  self-induction  of  the  loop  formed  by  them  becomes  as 
large  as  possible  ;  since  the  magnetic  field-energy  is  then  a  maximum. 
The  wires  therefore  tend  to  move  away  from  each  other.  Parallel 
wires  carrying  currents  in  the  same  direction  have  the  opposite  efl'ect. 
From  Ampere's  law  the  repelling  or  attracting  force  between  two 
parallel  wires  per  cm  length  is  equal  to 

\i981000x'l00^-al0«    ^' 


K- 


.(258) 


where  t^  and  i^  ^enote  the  currents  in  the  wires  in  amperes  and  a  their 

distance  apart  in  cm.     This  formula  is  amplified  when  we  consider  that 

2% 
one  conductor  produces  a  magnetic  field  of  //  =  -^  at  the  position  of 

the  second  conductor,  and  that  the  mechanical  force  on  the  second 

Hi 
conductor,  from  formula  (7a),  is    ^  dynes.     If  the  two  conductors  carry 

the  effective  current  /,  the  maximum  force  per  cm  length  is 

Substituting  in  this  /=  10  amperes  and  a=  12'5  cm,  we  have 

rr^    4x100    ^^2 
12-5  X  108"  108    ^* 

For  a  length   of    100    cm    the   force   is   thus  only  about   r^  kg, 

and  to  obtain  a  force  of  1  kg,  the  rush   of  current  must  therefore 

/lO^' 
increase  to  a/ o./  =  175  times  its  normal  value. 

Considering  further  that  each  cable  in  Fig.  384  was  repelled  from 

175 
one  side  and  attracted  from  the  other,  it  still  requires  —p-  =  about  125 

v2 


Piu.  SS5.— Piold  Intensity  of  a  Long  Thin  Conductor. 

times  the  normal  current  to  exert  a  force  of  1  kg  on  a  cable  1  metre 
long.     This  calculation  shews  clearly  that  very  considerable  rushes  of 
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current  are  met  with  in  networks  of  large  systems.  Short-circuits  in 
such  networks  act  almost  like  dynamite  explosions,  in  that  the  forces 
which  occur  are  sudden  shocks,  acting  momentarily.  This  accounts 
for  the  great  damage  so  often  done  to  the  windings  of  generators  and 
transformers. 

In  order  to  calculate  the  mechanical  forces  acting  on  the  coils,  we 
shall  first  consider  the  field-strength  H,  produced  by  a  long  flat  con- 
ductor (Fig.  385). 

For  this  purpose  we  divide  H  into  a  component  H^  =  H  sin  a  perpen- 
dicular to  the  conductor  and  a  component  H  —Haosa  parallel  to  the 
flat  side  of  the  conductor.  If  the  conductor,  which  stands  perpendicular 
to  the  paper,  is* very  thin  and  carries  the  current  idi/  in  the  element  dy, 
then  the  field-strength  produced  by  this  element  at  the  point  F  is 


dH= 


2idy 


lOr 


and  its  components  are 


J  rr     2i  dy  sin  a  , 


dH^^ 


2i  dy  cos  a 
lOr      ■ 

Integrating  over  the  whole  conductor,  we  now  obtain, 

rda  =  dy  cos  a    and     dr  =  dy  sin  a, 

the  two  resultant  components 


smce 


dy  .  2i  {dr     2i ,      r.     ^  ,^., 


and 


.(259) 
.(260) 


i  is  here  the  current  per  cm 
breadth  of  the  conductor.  If  the 
length  of  the  conductor  is  not 
very  great,  but  considerable  with 
regard  to  the  distance  of  the  point 
P,  the  two  components  H^  and  H^ 

must  be  multiplied  by  j^,  where 
loU 

y  is  the  angle  in  degrees  which 
the  conductor  subtends  at  the 
point  P.  If  the  conductor  is  not 
very  thin,  the  components  //^ 
and  H^  (Fig.  386)  must  be  deter- 
mined by  a  double  integration 


^ 

jf . 

i 

•/ 

.  ^ 

'/^■<^ 

^ 

r^ 

Fio.  386. 


jj      {{'lid.tdy  {2i  .  .   , 
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Since  tanoj-^i  and  tan  €4  =  ^     (Fig.  386), 

we  have  //.=  Z^l-^^^'if)- '^^v)^ 

whence 

(260a) 
where  i  denotes  the  current-density  per  cm*^  and  x^,  Xj,  y,  and  y^  are 
expressed  in  cm.     In  the  same  way  we  have  for  //,, 

^.-|j  [y^K  'P^-  yi(«i  -  P.) + i-iso^i  iogio(;;-;)  -  M5x2iog,,g^)], 

(259a) 
and  the  resultant  field-strength  is 

If  the  conductor  is  not  very  long,  the  factor  -^  must  be  added  to 

loO 

this.     This  formula  also  holds  for  a  coil-side  consisting  of  several  turns, 

in  which  case  i  denotes  the  current  volume  per  cm^  and  the  lengths 

are  expressed  in  cm.     As  a  first  approximation,  the  field-strength 

can  also  be  written  o;/-  _ 3.  w,.  ^y\ 

jj^^i{x^    WiJ^ij^  (261) 

where  r  denotes  the  distance  of  the  point  considered  from  the  centre 
of  the  coil. 

(b)  Considering  two  coils  placed  over  one  another,  as  in  Fig.  387, 

then  if  they  are  connected  in  series 

N^        ^^^  to  oppose  each  other  (or  if  either  coil 

\//'\       "* — ^    ^i(:^^/ff^         is  shoi-t-circuited  on  itself),  the  two 

%,?;-/  /i       ^ ^     i\\'^f^'        ^^^^8  ^^^  ^  repelled  by  a  momentary 

^mmm//}////w//^////^^^^  rush  of  cun^ent.     The  leakage  field, 

Ficj.  887.— Two  Mutually-repelling  Coiu      passiug  between  the  two  coils,  teuds 

to  spread  out  as  much  as  possible  and 
thereby  exerts  a  strong  repelling  force  on  the  upper  coil.  This 
repelling  force  can  be  calculated  from  the  above  formulae  for  the 
field-strength.     The  field-strength  is  approximately  equal  to 

and  the  repelling  force 

(iz.J//^2J«^ 

•  10'       «10«    ^' ^    ^ 

w^here  /,  is  the  mean  length  of  the  coils,  iw  the  ampere-turns  and  a  the 
distance  between  the  coils  from  centre  to  centre. 

The  leakage  field  in  all  electric  machines  and  transformers  strives 
to  attain  maximum  field-energy,  just  as  do  the  two  coils  in  Fig.  387. 
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Since  the  leakage  field  is  squeezed  between  the  primary  and  secondary 
windings,  and  always  tries  to  expand  as  much  as  possible,  the 
windings  are  driven  apart  by  momentary  rushes  of  current,  if  they  are 
not  fixed  securely  enough.  Rushes  of  current  which  exert  these 
forces  are  chiefly  due  to  short-circuits  in  the  secondary  circuit,  that  is, 
in  the  stator  circuit  in  the  case  of  alternators.  In  this  case  the  field 
winding  is  the  primary  and  the  stator  wind- 
ing the  secondary.  Besides  this,  mechanical 
forces  also  occur  in  machines  and  apparatus 
between  the  several  coils  of  one  winding 
carrying  the  same  or  proportional  currents. 
These  coils  need  not  belong  to  the  same 
phase. 

In  a  transformer  in   which  the  coils  of 
the   primary  and  secondary   windings   are 
sandwiched  between  one  another,  as  in  Fig.  ^^ 
388,  the  leakage  fields  are  squeezed  between  fe^ '.  ~Ji'I  I,  -"-",'  J^ 
each  primary  and  secondary  coil,  so  that  t^^a_|_-"  |  t^ 

these  mutually  repel  one  another. 

It  has  even  happened  that  the  coils 
themselves  have  been  blown  apart.  The 
mechanical  forces  acting  on  the  upper  and 
lower  coils  are  of  course  the  largest,  since 
in  the  neighbourhood  of  the  yoke  the 
permeance  of  the  leakage  field  is  greatest. 

To  determine  the  repelling  force  between  two  coils,  we  must  first  make 
a  calculation  of  the  field>strength  produced  by  one  coil  at  the  position 
of  the  next  coil.     On  account  of  the  great  magnetic  permeance  of  the 


t^T" 


Pio.  888. —Section  of 'IVansforuier 
with  Disc  Wiuding. 


ilW 


iron  core,  this  is  not  ^,  but  almost  double  this  value. 
10a 


It  must  of 


course  be  considered  that  the  rushes  of  current  occur  so  rapidly,  that 
the  iron  partially  loses  its  permeance  owing  to  the  eddy-currents 
induced  in  the  plates.  This  remains,  however,  so  large  on  the  sides 
where  the  leakage  lines  enter  the  iron  parallel  to  the  laminations,  that 

the  field-strength  here  must  be  put  equal  to  — ^,  while  on  the  sides, 
where  the  leakage  field  enters  at  right  angles  to  the  plates,         must  be 


The  mean  field-strength  is  therefore  somewhat  smaller  than 
For  this  reason  the  short-circuit  reactance  of  a  transformer 


used 

3iw 

lOa 

becomes   somewhat   smaller   during   a   momentary    rush  of    current 

than  under  steady  conditions.      Denoting  the  effective  value  of  the 

momentary  short-circuit  current  by  7^*  and  the  number  of  turns  of 

the  outer  coil  by  w„  the  maximum  force  by  which  the  upper  and  lower 

coils  are  pressed  against  the  yoke  is 

^•"«--%o'^'-''^g' <'''^ 
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if  all  the  coils  have  the  same  ampere-turns.  If  the  coils  in  the  middle 
have  double  as  many  ampere-turns  as  the  two  outer  coils,  the  force  is 
approximately  double  as  large  as  that  given  by  the  formula.  The 
formula  is  not  very  accurate,,  because  of  the  very  great  difficulty  in 
calculating  7^;^. 

In  transformers  with  cylinder  windings,  shewn  in  Fig.  373,  the  field- 
strength  produced  by  one  winding  at  the  position  of  the  second  can  1)e 
calculated  from  formulae  259  and  260.  It  only  interests  us  here  to 
find  the  maximum  field-strength,  which  occurs  at  the  middle  of  the 
windings.     Here  //,  =  0  and 

or  if  AS=-j-  denote  the  effective  ampere-tunis  per  cm  length  of  the 
ij 

winding,  the  maximum  field-strength  is 

„         1sj2AS,  . 

Hence  the  force  exerted  outwards  on  a  coil  of  u\  turns  per  cm  length 

A^  =  — Y^8-   K-^i)l^g (264) 

If  the  coil  is  circular,  the  force,  distributed  uniformly  over  the  whole 
coil,  exerts  a  bursting  action  on  it.  If,  on  the  other  hand,  the  coil  is 
rectangular,  which  is  usually  the  case  in  large  transformers,  the  long 
sides  of  the  rectangle  tend  to  bend  out,  so  that  the  shape  becomes 
elliptical. 

Mechanical  forces  do  not  only,  however,  act  between  the  primary 
and  secondary  coils  on  the  same  core,  but  also  the  outer  coils  on 
neighbouring  cores  are  mutually  attracted,  since  currents  flow  in  the 
same  direction  in  the  adjacent  coil-sides.  These  forces  of  attraction 
can  be  calculated  from  the  same  formulae. 

In  addition  to  short-circuits,  rushes  of  current  also  occur  in  trans- 
formers when  they  are  switched  on  to  the  network.  These  rushes  are 
heavier,  the  more  strongly  the  iron  is  saturated.  In  this  case  the 
secondary  circuit  is  open,  and  therefore  carries  no  current ;  the  primary 
coil  then  tends  to  move  towards  the  position  of  highest  reactance.  For 
this  reason  care  must  be  taken  with  cylinder  windings  that  the  coils 
are  at  equal  distances  from  the  two  yokes,  while  in  all  transformers 
the  upper  coils  must  be  well  fixed  relatively  to  the  yoke,  so  that  they 
are  not  drawn  against  the  yoke  on  s\vitching  in. 

(c)  The  argument  for  generators  is  similar  to  that  for  transformers. 
The  primary  and  secondary  leakage  fields  strive  to  press  between  the 
stator  and  field  windings  and  to  drive  them  apart.  Here  the  field 
winding  is  fixed  so  well  on  the  inner  rotating  meml)er  that  it  cannot 
be  displaced.  For  this  reason  the  repelling  forces  tend  to  drive  the 
coil-ends  of  the  stator  winding  away  from  the  field  system.  Forces  of 
repulsion  or  attraction  also  occur  between  the  coil-ends  of  the  sevend 


Digitized  by 


Google 


LEAKAGE  FIELDS  AND  ELECTRODYNAMIC  FORCES    457 

phases,  according  to  the  direction  of  current  in  the  phases  at  the 
moment  of  short-circuit.  If  a  coil-end  is  very  near  the  iron,  it  is 
usually  drawn  against  the  iron.  With  the  arrangement  of  the  coil- 
ends  of  a  three-phase  generator  shewn  in  Fig.  389,  the  coil-ends  of 
phase  I  are  usually  bent  outwards  by  the  leakage  fields  between  the 
stator  and  field  windings,  while  those  of  the  second  and  third  phases 
are  mutually  repelled.  To  calculate  the 
repelling  force  on  phase  I,  it  must  be 
borne  in  mind  that  at  the  moment  of 
short-circuit  the  main  field  cannot  sud- 
denly vanish  despite  the  demagnetising 
effect  of  the  stator  current  and  that  a 
greater  current  is  induced  in  the  field  coil, 
which  strives  to  maintain  the  field.  In 
this  way  a  large  primary  leakage  field 
crosses  over  to  the  pole-shoe,  and  bends 
the  coil-end  of  phase  I  outwards.  To 
determine  the  forces  present  it  is  neces- 
sary to  know  the  momentary  current  in 
the  field  coils  as  well  as  the  magnitude 
of  the  main  field.  If  this  momentary 
exciting  current  is  known  to  be  i„^,  the  magnetomotive  force  i„«  'M?,  -  aw^ 
acts  on  all  the  tubes  of  force  between  pole-shoe  and  yoke,  where  aw„ 
denotes  the  ampere-turns  necessary  to  send  the  flux  through  the  field 
system.  The  field-strength  about  phase  I  can  be  calculated  approxi- 
mately by  drawing  the  lines  of  force,  and  we  have 


Fio.  389.— Section  of  Threo-phaae 
Oenerator. 


H^ 


t^.-w,  -  aw„ 


0-8/ 


The  maximum  mechanical  force  per  cm  length  of  the  coil-end  is  then 


K  = 


I^ian 


10" 


0-8/iO' 


x^^'.  kg, 


.(265) 


where  i„,„^^  is  the  effective  momentary  short-circuit  current  in  phase  I 
and  w,  i»the  number  of  turns  in  the  coil-end.  Since  i^.w.  may  in  the 
case  of  large  machines  attain  a  value  of  100,000  ampere-turns  at  the 
moment  of  short-circuit,  while  i^.^^  at  the  same  time  reaches  a  value  of 
150,000,  we  have 

„     105x1-5x105     1500, 


0-8/107 


0-Sl 


Thus  if  /  =  36  cm,  K==  52  kg.  If  the  pole-arc  of  the  miichine  is  60  cm 
and  the  length  of  the  coil-end  80  cm,  we  can  reckon  on  a  force  on  the 
coil-end  of  alx)ut  aa  j_  an 

52^^J-^^  =  3600kg. 

Evidently  very  considerable  forces  may  occur  in  large  machines. 
For  this  reason  the  arrangement  shewn  in  Fig.  389  is  not  used,  and 
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when  possible,  the  coil-ends  are  arranged  in  two  planes,  as  shewn  in 
Fig.  390.  The  coil-ends  are  now  so  far  removed  from  the  field  coils, 
that  these  have  little  effect.  In  this  latter  winding  there  are  chiefly 
repelling  forces  between  the  coil-ends,  since  at  any  moment  the  currents 
are  almost  always  oppositely  directed  in  the  two  planes.  In  the  part 
of  the  coils  running  axially,  where  they  come  straight  out  of  the  slotSy 
the  same  direction  of  current  occurs  in  groups,  so  that  attracting  as 
well  as  repelling  forces  are  here  present.    The  latter  are  the  largest,  since 


Pig.  890.— Current  Distribution  iu  the  Coil-ondi  of  Three-phaae  Generator. 

the  leakage  field  between  the  coils  is  the  greatest,  where  the  current 
changes  its  direction.  In  order  to  make  the  repelling  forces  between  the 
coil-ends  of  the  several  phases  harmless,  they  must  be  fixed  as  firmly  as 
possible;  and  further,  care  must  be  taken  that  the  coil-ends  are 
sufficiently  far  from  the  iron.  It  is  possible  to  calculate  the  field 
strength  of  the  leakage  field,  which  one  coil  produces  where  the  other 
is  situated,  for  various  positions.  To  calcidate  it  accurately,  the  for- 
mulae on  p.  454  must  be  used,  but  we  can  write  as  an  approximation 


F= 


10a 


and 


10a     "  10'  alO«     * 


.(266) 


This  holds  for  the  moment  when  the  current  is  a  maximum  in  one 
phase  and  half  as  large  in  the  other  two.  For  t„m»x^.=  150,000  and 
a=  10  cm,  we  have 

10xlO«   =22-5  kg  per  cm. 

With  an  active  length  of  60  cm,  the  total  force  on  a  coil-end  becomes 

A:=  22-5x60  =  1350  kg, 

which  is  certainly  a  considerable  force.  It  is  clear  from  the  foregoing 
that  it  is  of  the  utmost  importance  to  keep  the  momentary  short- 
circuit  current  in  electric  generatoi-s  and  transformers  as  small  as 
possible.  This,  however,  is  not  possible  without  allowing  an  undue 
fluctuation  in  pressure,  due  to  alterations  in  the  working  load.  In 
this  matter,  as  so  frequently  happens  in  practice,  a  compromise  has  to 
be  made  between  two  evils. 
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133.  Oapacity  and  Oonduction  of  Electric  Gables. 

(a)  In  order  to  begin  with  the  simplest  case,  the  capacity  of  a  con- 
centric cable  (Fig.  391)  will  first  be  calculated.  The  two  conductors 
may  be  considered  as  the  plates  of  a  condenser  consisting  of  a  pair  of 
cylinders.  Denoting  the  electric  charge  of  the  inner  conductor  by  Q, 
its  potential  by  P,  the  dielectric  constant  of  the  dielectric  between  the 
two  conductors  by  c,  the  diameter  of  the  inner  conductor  by  d  and 
the  inside  diameter  of  the  outer  conductor  by  2a,  formula  202  (for  the 
capacity  of  a  pair  of  cylinders)  gives  the  capacity 
of  the  concentric  cable  per  unit  length  (1  cm)  in 
electrostatic  units,  thus 


H 2a- 

I 


,■■•".- tj     ,-1 


-J 


or  for  the  length  I  in  kilometres  and  C  in  electro-    ; 
magnetic  units  [   [ 

C=    J-^-^1^     .  1^ 2A ^ 

9x10     ^^  1^^  /2a ^  Yia.  391.— Section  of  a 

Couceutric  Cable. 


■^'^Ci) 


Siiice  capacity  is  usually  measured  in  microfarads  (mfd),  where 
1  mfd  =  YTr^j  times  the  electromagnetic  unit,  we  have 

„         1        tHO'lO"      ., 
•2log(-^) 

C ^— -^  =  i:22i|!'mfd (267, 

9x2x2-31og„(^)     log„(^) 

The  susceptance  bo  due  to  the  capacity  of  a  cable  is 

^0  =  27rcC', 

where  C  is  the  capacity  measured  in  practical  units  (farads).     The 
capacity  susceptance  of  a  concentric  cable  is  therefore  equal  to 

bo  =  2nc-   ^'^^'^^'^      mho.  (268) 

lO'log.o(^) 

Denoting  the  effective  alternating  pressure  between  the  conductors 
of  the  cable  by  J\  the  capacity  gives  rise  to  a  wattless  displacement 
current  r     __  p, 

which  leads  the  pressure  by  90^ 
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Since  the  insulation  between  the  conductors  is  never  perfect,  and  on 
account  of  the  dielectric  hysteresis,  a  current  in  phase  with  the  pressure 
also  flows  into  the  cable.     This  watt-current  is  equal  to 

Of  this  we  shall  calculate  the  part  due  to  imperfect  insulation,  i.e. 
the  condudion-current  Pg^,  g„  is  the  electric  conductance,  or  the 
reciprocal  of  the  resistance,  between  the  two  conductors,  and  is  called 
the  conduction  of  the  cable.     It  is  given  by 


.-7.  =  — '^-L.   (269) 


ftlog(jy 


cm 


where  p^  is  the  specific  resistance  per    — ^  and  /  is  the  length  of  the 


cm^ 


cable   in   cm.     Substituting   /   in  kilometres  and  as  is   usual  pi   in 

meeohms  per  — 5,  we  have 
cm^ 

2irl\QF  0-272/         , 

2-3  X  lOep,  log,o(^^)     Pi logio(^) 

(/„,  however,  is  strongly  affected  by  the  junctions  in  the  surface  at 
the  ends  and  connecting-points  of  the  cable,  and  therefore  in  a  network 
with  many  brandies  the  conductance  g^  is  much  greater  than  the  valve  cal- 
culaied  from  the  above  foiimda. 

In  the  above  calculation  it  is  assumed  that  the  insulation  between 
the  two  conductors  consists  of  a  homogeneous  material  with  a  constant 
dielectric  constant  c  If  this  is  not  the  case,  the  calculation  becomes 
very  complicated,  for  the  dielectric  must  then  be  considered  as  several 
condensers  in  series  with  different  insulation  resistances.  The  capacity 
of  the  cable  in  this  case  may  be  approximated  as  follows  : 

^                                 0-0242/  .,  ,.K^x 

C=^ ; = i z TT—  mfd,   ....(270) 

where  d^  is  the  outside  diameter  of  the  x^  layer  of  insulation.     Simi- 
larly the  conduction  is  approximately* 

,. ^ mho (271) 

In  addition  to  the  capacity  between  the  two  conductors,  the  capacity 
between  one  conductor  and  earth  must  be  considered. 
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If -the  inner  conductor  is  disconnected  while  the  outer  still  remains 
under  pressure,  the  capacity  of  the  outer  conductor  (Fig.  391)  with 
regard  to  earth  is 

C  = ^^  mfd. 


log..(^) 


If  the  inner  conductor  is  earthed,  the  capacity  of  the  outer  conductor, 
with  regard  to  the  inner  and  to  earth,  is 


C=0-0242e/ 


log,o(|*)     log,o(^) 


mfd. 


If,  on  the  other  hand,  the  outer  conductor  is  disconnected,  the 
capacity  of  the  inner  conductor,  with  regard  to  the  outer,  is  in  series 
with  that  of  the  outer  with  regard  to  earth.  Hence  the  capacity  of 
the  inner  conductor  with  regard  to  earth  is 

^^ 0 •0242c/ 0-0242cZ    ^^^ 


log.o(^^) 


-'^  +  log,o(?^)      logio(^^) 


This  is  much  smaller  than  the  capacity  of  the  outer  conductor  with 
regard  to  earth. 

Further,  the  capacity  of  the  inner  conductor  with  regard  to  earth, 
when  the  outer  is  earthed,  is 

6.=  i:2?4Mmfd. 

^2tt\ 


lo&,(^") 


(b)  We  now  proceed  to  calculate  the  capacity  of  an  air-line  in  a 
system,  using  the  earth  as  a  return. 

In  Fig.  392,  the  electric  lines  of  force  (current  curves)  x  and  the 
equipotential  surfaces  y  of  the  electric  field  are  shewn  as  they  are  pro- 
duced by  the  conductors  A  and  B  charged  with  equal  quantities  of 
electricity,  but  of  opposite  sign.  The  curves  x  and  y  represent  only 
the  intersections  of  the  current  and  equipotential  surfaces  with  the 
plane  of  the  paper.     The  electric  resistance  of  any  element  of  a  tube 

of  force  is  proportional  to  -/> 

By  means  of  a  mathematical  transformation,*  we  can  now  replace  the 
diagram  in  Fig.  392  by  another  simpler  geometric  diagram,  in  which 
each  elemental  tube  of  force  has  exactly  the  same  resistance  as  the 
corresponding  tube  in  the  original  system. 

The  capacity  and  conduction  are  thereby  unaltered,  and  their  calcula- 


•St«inmetz,  E.T,Z,  1893,  S.  477. 
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tion  is  considerably  simplified.  Denoting  the  new  system  of  current 
and  equipotential  curves  by  v  and  it,  then,  in  order  to  satisfy  the 
above  condition,  we  must  have 


du 
di" 


dx 
dy 


As  is  well   known,  this  condition   is  fulfilled   by  any  equivalent 
transformation  from  one  plane  to  another;  any  transformation  being 


Fio.  392.— Current  and  Equi>potentljiI  Curren  of  Two  Parallel  Conductors. 

called  equivalent  or  equiangular,  when  any  two  curves  of  the  one 
plane  make  the  same  angle  as  the  corresponding  curves  of  the  second 
plane. 

We  have  already  had  recourse  several  times  to  a  transformation  of 
this  kind,  namely  inversion,  or,  as  it  also  called,  transformation  by 
reciprocal  radii.  Since  the  problem  can  be  solved  very  simply  with 
this  transformation,  we  make  use  of  it  here. 

If  a  conductor  A  is  given,  as  above,  with  the  earth  serving  as  return, 
the  system  of  current -lines  and  equipotential  curves  given  by  the 
circle  A  and  line  i^  (the  surface  of  the  earth)  may  be  transformed  into 
another  equivalent  system.  We  may,  for  example,  convert  the  circle 
A  and  the  line  B  (Fig.  393)  into  two  concentric  circles.  To  do  this, 
we  mark  off  the  inversion  centre  0,  the  perpendicular  to  B  drawn 
through  the  centre  of  circle  A,  and  further  choose  the  inversion 
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coefficient  in  such  a  way  that  circle  A  corresponds  to  itself  and  line  B 
to  a  circle  concentric  with  A,     We  then  have 

and  OT^  =  I=OP.OF^, 

where  /  is  the  constant  of  inversion. 


MF=:a  is  the  height  of  the  conductor  A  above  the  earth,  MT^-^ 
its  radius  and  OM^R  the  radius  of  the  large  circle. 


Hence 


OT'^- 


or 


that  is, 


If  d  is  negligible  compared  with  a,  then 

R  =  2a, 
that  is,  the  capacity  and  conduction  between  a  conductor  at  a  height  a 
above  the  surface  of  the  earth  and  the  earth  are  the  same  as  between 
the  conductor  and  a  concentric  cylinder,  of  which  the  radius  R  is 
approximately  double  the  distance  of  the  conductor  from  the  earth. 
The  capacity  in  this  case  is  therefore 

^_  0-0242eZ  __  0-0242^/ 

iog,o(^)  log.  -^y^-  - 
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or  very  closely  n-noioj 

and  the  conductance  for  determining  the  conduction' current  is 

/.=      "Z.. («3) 


<.,log,.(^) 


^ 


(c)  In  calculating  the  capacity  of  a  double  line,  where  the   two 

conductors  are  arranged  near 
j  ^/C  one  another  as  overhead  lines 

^  i  B>^^^     or  placed  underground,  either 

qi    (♦  1)         f      A  V    together  in  one  cable  or  as 
i      ^      ^^^y'       separate   cabled,   it  must  be 

[^ Tj:  remembered  that  the  earth  af- 

[,, ^! "      ,|  fects  the  electric  distribution. 

!  We  shall  first  consider  the 

q  simple  case,  in  which  the  eflFect 

Pio.  804o.  of  the  earth  on  the  capacity  of 

the   double   line   can   \)e  ne- 

IQ  glected.   If  the  two  conductors 

i  are  represented  by  the  circles 

I  ^   and   B  in  Fig.  394a,  we 

/"T^    II     I     II    /^^    ^"^^  ^^^*  ^^^ ''"®  ^^  p®**" 

V       )      II         11 V  ^  /         pendicular  to  the  line  joining 

v^-^       11         j         II       V^y         the  centres  of  A  and  B  re 


Fio.  8946. 


j  presents  an  equipotential  sur- 

!q  face  of   zero  potential.      The 

'  electric    field    between     con- 

ductor A  and  the  surface  OO 
and  between  conductor  B  and  the  surface  00  can  therefore  each  be 
replaced  (Fig.  394^/)  by  a  condenser  of  capacity 
C=        _00242€/ 

^M-      J--) 
and  of  conductance         ^i= =— 


Connecting  these  two  equal  condensers  in  series,  we  obtain  a  capacity 
and  conductance  equal  to  half  of  each  condenser.  The  capacity  of  a 
double  line,  neglecting  the  influence  of  the  earth,  is  therefore  equal  to 

21og,„(^-      ^-      )     2log,.(^-^-j 
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and  the  conductance  equals 

0-272/  0*272/ 

From  this  we  come  to  the  conclusion,  as  Steinmetz  first  shewed,  that 
an  earth-return,  as  regards  capacity  and  conduction,  behaves  like  a 
conductor  symmetrical  to  the  overhead  line  with  respect  to  the  earth, 
whose  distance  and  potential  are  the  same  below  the  earth  as  the  air- 
line is  above  it.  The  conductor,  equivalent  to  the  earthy  is  therefore  tlie 
image  of  tlie  overhead-line  in  the  eartKs  surface. 

In  Fig.  392  are  shewn  the  electric  lines  of  force  and  the  equipotential 
curves  of  the  electric  field  of  a  double  line.  All  the  lines  of  force  are 
arcs  of  circles,  which,  if  produced  inside  the  conductors,  intersect  at 
the  points  0^  and  0.^     It  is  further  known  that 


oTo^-'^.l{$f-iS)=>jnK 


The  physical  meaning  of  this  is  that  the  electric  field  produced  by 
the  charges  on  the  cylindrical  conductors  A  and  B  is  the  same, 
as  if  the  charges  of  the  conductors  were  concentrated  on  the  straight 
lines  Oj  or  0^,  running  parallel  to  the  axis  of  the  conductors. 

We  can  now  determine  the  capacity  of  a  double  line  in  the  same 
way  as  for  a  concentric  cylinder  (p.  387).  Thus  we  calculate  the  work 
done  in  moving  unit  positive  electric  mass  from  the  surface  of  a 
conductor  to  the  neutral  zone.  This  work  is  equal  to  the  potential  of 
the  respective  conductor,  and  is  equal  to  half  the  pressure  between  the 
conductors.  The  force  acting  on  unit  positive  mass  at  the  point  P 
(Fig.  394a)  '^^      \2Q     \  ( :2^Q\  ^  1  /20\  __  1  /     2(?     \ 

Multiplying  this  equation  by  dp  and  integrating  from  p^R^^Q^  to 
p  =  00^^^  we  obtain  the  work  for  half  the  pressure  equal  to 

iP  =  ^«log^^^-?«log^  =  ^^log^^ 

It  follows  from  Fig.  394a,  that 

li^^^OO^-R^=i(Ja'^~-d^-\-a-d) 
and  ^2  =  00^  -  P^O  =  i  (Va*^  -  d^  -  a  +  (/), 

J    .       .  PM.     ^fcC^'- d^-{-a-d    a  +  \lor  - d- 

and  therefore       ^-  ^=, _     _ =  -     -     -     . 

P^O.^     y/a:--d'^-a-\-d  d 

Hence  the  capacity  of  a  double  line  per  cm  length,  in  electrostatic 
units,  is  Q 


2g 
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which  formula  corresponds  to  the  previous  ones.  In  this  case  we  have 
moved  the  point  P  along  the  central  line  0^0 c^^  but  since  the  potential 
difference  between  R,^^  and  0  is  independent  of  the  path  of  P^  the  same 
result  is  always  obtained,  whatever  the  motion  of  P.  From  this  it 
follows,  in  general,  that  the  uvrk  done  by  the  electric  charge  of  a  straight 

0~S 

line  O^y  wli^n  unit  mass  is  moved  fivni  R  to  Sf  is  pivportional  to  log  -  -   . 

To  determine  the  capacity  of  a  double  line,  taking  the  eartn's 
influence  into  account,  we  substitute  for  the  earth,  two  equivalent 
conductors  A'  and  B\  forming  the  images  of  A  and  B  in  the  earth's 
surface.  If  A  and  B  have  the  charges  -  Q  and  +  Q,  then  A'  and  R 
will  have  the  charges  +  Q  and  -  Q  respectively. 

To  obtain  the  effective  capacity  of  the  double  line,  including  the 
effect  of  the  earth,  we  calculate,  as  shewn  on  p.  392,  the  work  done 
in  moving  unit  positive  mass  from  the  earth  to  the  surface  of  the 
conductor  B.  The  work  done  by  the  charge  on  B  itself  is  equal  to 
(cf.  Fig.  394) 

•  ^-^log^_^^ 

by  charge  y/  ^^g  ,>  /  ' 

,    u      !>'  2(3,    oa 

by  charge  i?  -.^log^^.j^ 

ju      u  4'  2(?,      OOi 

and  by  charge  A  +  —  log  -  -  • 

Since  the  dielectric  constant  is  here  equal  to  1,  the  total  work  equals 

-2«[,og(«*t-'')-'»«(^^")]- 
The  capacity  of  the  double  line  therefore  equals 

C ,.Jf  «__,.___    „,d ,2,6, 

(d)  To  determine  the  capacity  of  the  conductors  of  a  three-phase 
system,  we  proceed  in  the  same  way,  by  mo\'ine  unit  positive  mass 
from  one  conductor  to  the  neutral.  The  work  done  in  this  way  is 
equated  to  the  phase-pressure  P^.  If  conductor  I,  from  which  the 
mass  is  moved,  has  the  charge  Q  sin  w/,  the  other  two  conductors  will 
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have  charges  C  sin  (w^  -  120')  and  ©  sin  (w/ -  240**).      The  work  done 
(Fig.  395a)  is  therefore  equal  to 

J,      2Q  .      ,,       0,0     2Q  .    .   .     .^„o,,      0:,0 
P^  =  —  sni  iot  log  -J-  +  ^  sm  {id  -  1 20  )  log    - 


+  :!^8in(w-240»)log-/^ 


2(?  .    ,,    a,A\ 

=  —  sm  (o/  log  — r— * . 


2: 


a*^>o. 


Fio.  896a. 


Fio.  8956. 


Neglecting  the  effect  of  the  earth,  the  capacity  per  phase  of  a  three- 
phase  line  is                              0-0242€/      ,, 
t/  = Z7-Z-  nifd. 


log, 


'Ml 


If  further,  as  in  the  case  of  overhead  lines,  the  distance  a  between 
the  wires  is  very  great  compared  with  their  diameter,  the  capacity  may 
be  written  with  close  approximation 

C=-^^^,-mfd (277) 


log,.(f) 


The  capacity  of  the  mains  of  a  three-phase  system  can  thus  be 
considered  as  three  condensers  connected  in  star,  each  of  which  has 
the  capacity  C, 

Since  three-phase  concentric  cables  introduce  dissymmetry  into  the 
system  (and  possess  a  higher  capacity),  cables  for  three-phase  work  are 
almost  always  made  stranded.  Each  phase  of  a  concentric  cable  has  a 
different  capacity  to  the  others. 

With  stranded  cables  the  effect  of  the  earth  on  the  capacity  of  each 
phase  must  be  considered.  This  can  be  done  approximately  in  a 
simple  way.  In  Fig.  396a,  the  circle  A  represents  the  conductor  of 
one  phase,  and  the  circle  J5,  the  surface  of  the  cable-sheath.  This 
system,  consisting  of  two  eccentric  circles,  is  replaced  by  inversion  by 
A.C.  2o2 
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a  system  consisting  of  the  circle  Ay  which  corresponds  to  itself  and  the 
straight  line  B\     We  have 

OT'^    or- 

'     OP       D 

The  system  consisting  of  the  circle  A  and  the  straight  line  E  is 
again  replaced  by  an  equivalent  system,  consisting  of  the  circle  A  and 
its  image  JB"  with  respect  to  K.  The  circle  B^  has  the  opposite 
electric  charge  to  A^  that  is  -  ^sin  W.  Carrying  out  this  transtorma- 
tion  for  each  phase,  we  obtain  Fig.  3966.     Assuming,  for  the  sake  of 


Fi«.  89e<u 


Fro.  SflOft. 


simplicity,  that  0,  coincides  with  M^,  0^  with  ifg,  etc.,  the  capacity 
of  each  phase  becomes 

0'0242c/    


0-0242C/ 


log, 


'MX 


M'iR, 


F^fd (278) 


We  have  thus  reduced  the  capacity  of  a  three-phase  cable  with 
separate  conductors  to  that  of  three  condensers  of  capacity  C  connected 
in  star. 

(e)  In  a  two-phase  system,  without  connection  between  the  phases, 
it  is  found  that  the  two  phases  are  independent  of  each  other  as 
regards  capacity  and  conduction;  the  same  formulae  therefore  hold 
as  in  the  case  of  a  single-phase  system.  The  capacity  of  each  phase 
of  a  four-phase  system  (Fig.  397a)  is  obtained  from  the  equivalent 
arrangement  shown  in  Fig.  3976.  For  phase  I  III  and  phase  II  IV, 
the  capacity  is  the  same,  and  equals 

0-0242C/ 


log, 


MJi/jii'iR, 
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For  an  interconnected  two-phase  system,  two  concentric  cables  are 
frequently  used,  of  which  the  outer  conductors  are  earthed  and  serve 


Pio.  397a. 


Fio.  387t. 


as  the  middle  wire.     The  capacity  of  such  a  cable  can  be  determined 
by  the  above  methods. 

(f)  As  already  mentioned,  conduction  alone  is  not  a  measure  of  the 
losses   in  cables  and   conductors.      Losses  are  also   present  in   the 
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Fio.  898. 


dielectric,  which  are  much  greater  than  those  due  to  conduction,  and 
act  like  an  increase  of  the  latter.  Usually  the  losses  in  cables  are 
estimated  by  assuming  some  definite  power-factor.      This  was  given 
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on  p.  411  for  different  cables.  It  is  evident  that  this  method  can 
only  give  approximate  results,  since  the  power-factor  of  a  cable  varies 
with  the  temperature,  and  to  a  certain  extent  with  the  frequency. 
Fig.  398  shows  the  variation  of  the  power-factor  as  a  function  of  the 
temperature  from  tests  carried  out  by  Dr.  P.  Human.*  It  might  be 
thought  that  the  variation  of  the  power-factor  is  due  to  the  variation 
of  the  insulation  resistance  r,.  This,  however,  is  not  the  case;  for 
the  curve  r  in  Fig.  398,  giving  the  insulation  resistance,  falls  very 
rapidly  with  increasing  temperature,  while  the  power-factor  does  not 
show  a  corresponding  increase,  but  rises  only  for  the  lower  tem- 
peratures and  then  f afis  as  the  temperature  increases.     Tlis  pmmr-facior 
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of  a  cable,  therefore,  hears  no  direct  relation  to  its  ins^dation  resistance.  In 
addition  to  a  sufficiently  high  insulation  resistance,  it  is  usually 
required  of  a  good  alternating  current  cable  that  the  power-factor  at 
temperatures  up  to  50"  C.  must  not  rise  appreciably  above  the  value 
measured  with  the  cable  cold ;  also  the  ratio  between  the  capacities 
measured  with  continuous  and  alternating  currents  at  any  temperature 
must  not  be  very  different  from  unity. 

With  bare  overhead  conductors  also,  the  losses  are  considerably 
greater  than  those  due  to  conduction.  The  extra  losses  here  are 
due   to   the   passage    of   current   over   the   insulators,   and    to    the 

♦  Elekir.  Bahnen  und  Beiriehe,  1906,  S.  518. 
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dielectric  losses  in  the  insulators  and  in  the  other  electric  fields.  In 
damp  weather  a  part  of  the  electricity  is  also  conducted  directly  by 
the  moisture  and  rain.  With  high  pressures,  this  latter  loss  may 
become  very  large,  if  the  cjitical  pressure  is  exceeded. 

Fig.  399  shows  the  relation  between  the  loss  of  power  between  two 
wires  in  air,  at  distances  of  38,  56,  89  and  127  cm  apart,  and  the 
effective  alternating  pressure,  being  the  results  of  tests  carried  out 
by  C.  F.  Scott  and  R.  D.  Mershon.  The  diameter  of  the  wires  was 
4-1  ram.  The  losses  are  taken  over  1  km  double  line.  It  is  seen  here 
that  the  critical  pressure  occurs  at  about  50,000  volts,  since  the  curves 
bend  sharply  upwards  at  this  point.  The  losses  for  other  lines  can 
be  estimated  from  these  curves.  A  double  line  of  8*2  mm  wires, 
250  cm  apart  at  100,000  volts  pressure,  for  example,  will  have  approxi- 
mately the  same  losses  as  one  of  4*1  mm  wires,  127  cm  apart  at 
50,000  volts. 

134.  Oapacity  of  Coils  in  Air  and  in  Iron.  The  capacity  relations  of 
coils  in  electric  machinery  and  apparatus  are  very  complicated.  It  is, 
however,  possible  to  arrive  at  simple  practical  formulae,  if  we  calculate 
with  the  capacity  between  elements  of  the  conductor,  as  well  as 
between    the    conductor    and    the    earth. 

Theoretically   this    is  not  quite  free  from  -5^ 

objection,  but  since  an  approximate  formula 
is  better  than  none  at  all,  we  shall  now 
proceed  to  obtain  such  an  expression.  For 
the  sake  of  brevity  we  shall  denote,  in  the 
following,  the  expressions  deduced  on  p.  390 
for  the  mutual  capacity  coefficient  by  the  i 
term  "  capacity  of  a  conductor-element."  5  j 

(a)  Firstly,  the  capacity  of  a  conductor- 
element  will  be  calculated  with  regard  to  the 
neighbouring  turns.  In  Fig.  369  a  circular 
coil  of  fiat  copper  strip  is  shewn.  Such  coils 
are  frequently  used.  Each  element  of  such 
a  coil  possesses  capacity  with  regard  to  all 
the  other  turns  of  the  coil,  but  only  the 
capacities  of  the  adjacent  turns  are  of  im- 
portance. If  the  insulation  between  the 
turns  is  thin  compared  with  the  thickness 
of  the  strip  and  has  the  dielectric  constant 
element  of  length  1  cm  and  breadth  b  cm  equals 
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Fig.  400. 


the  capacity  of  an 


C.  =  - —  clectrostat.  units  = 
47rr 


:j^3^10-''mfd., (279) 


in  which  each  element  and  the  adjacent  turn  is  considered  as  a  plate- 
condenser  with  a  thickness  of  insulation  of  r.  This  formula  for  the 
capacity  of  an  element  also  holds  for  the  case  in  which  the  coil  is  wound 
with  flat  copper  strip  on  edge.  If  the  coil  consists  of  several  layers  of 
rectangular  bars  with  n  turns  per  layer,  as  shewn  in  section  in  Fig.  400, 
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then  we  estimate  first  the  capacity  of  an  element  with  regard  to  the 
adjacent  turns  in  the  same  layer,  which  has  the  value 

and  then  the  capacity  of  unit-length  of  a  layer  with  regard  to  the  next 
layer,  which  is  approximately 

^2=irv    10-«mfd. 

If  the  coil  is  wound  as  numbered  in  Fig.  400,  the  mean  pressure 
between  two  adjacent  layers  is  n  times  as  great  as  that  between  two 
adjacent  conductors.     Since,  however,  on  the  other  hand  the  capacity 

of  a  conductor  with  regard  to  the  adjacent  layer  is  only  -  times  the 

n 

capacity  between  two  layers,  the  capacity  of  an  element  with  regard 

to  the  next  turns  can  be  written 

(7^  =  6\  +  6; (280) 

The  capacity  with  regard  to  the  turns  on  the  other  side  is  naturally 
of  the  same  magnitude.  For  several  coils  arranged  near  one  another, 
the  above  formulae  for  the  capacity  of  an  element  hold  very  closely. 
This  holds  not  only  for  round  coils,  but  also  for  other  shapes;  the 
chief  requirement  for  the  accuracy  of  the  formulae  is  that  the  distances 
T-j  and  r^  are  small  compared  with  the  breadths  b^  and  b^.  These 
formulae  can  even  be  used  for  stator  coils  with  sufficient  accuracy. 
Somewhat  smaller  values  are  obtained  for  the  capacity  with  round 
wires  than  for  rectangular,  with  equal  thicknesses  of  insulation  r, 
and  7*2  • 

(b)  The  calculation  of  the  capacity  per  element  between  coil  and 
earth  appears  more  difficult.  For  this  reason  we  shall  here  also  restrict 
ourselves  to  a  mean  value  and  put  the  mean  capacity  of  an  element 
with  regaiti  to  the  earth  equal  to  the  total  capacity  of  the  whole 
winding  with  regard  to  earth  divided  by  the  total  length  of  winding. 
This  has  the  advantage  that  magnitudes  that  can  be  directly 
measured  are  used  in  the  calculation. 

In  a  machine  with  Z  slots  of  periphery  U  and  length  /,  the  capacity 
of  the  whole  winding  with  regard  to  earth  is 

(7S^10-«mfd (281) 

where  r  is  the  thickness  of  the  slot  insulation  (i.e.  the  distance  between 
copper  and  iron)  and  c  its  dielectric  constant.  The  capacity  is  not 
much  greater  than  that  given  by  the  right-hand  side  of  the  formula, 
since  the  coil-ends  have  very  little  capacity  with  regard  to  earth. 

With  transformer  windings  and  choking-coils,  the  capacity  with 
regard  to  eai-th  is  more  difficult  to  calculate  and  depends  so  much  on 
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the  shape  of  the  surface,  that  general  formulae  are  too  inaccurate  and 
have  therefore  no  value.  The  capacities  of  these  windings  can  he 
calculated  in  any  particular  case  with  some  accuracy,  however,  hy  using 
the  formulae  for  plate  and  cylinder  condensers. 

(c)  Losses,  like  those  in  the  dielectrics  of  cahles,  also  occur  in  electric 
machines ;  hut  still  fewer  measurements  of  these  are  availahle  than  of 
the  foregoing.  Skinner  measured  the  dielectric  losses  in  two  5000  K.W. 
generators  made  by  the  Westinghouse  El.  Mfg.  Co.,  Pittsburg,  for  11, 000 
volts  maximum  and  25  cycles.     These  values  are  plotted  in  Fig.  401 


ioooWail 


28X10^ 


as  a  function  of  the  test  pressure.  The  lower  curve  A  was  measured 
on  one  machine  with  the  winding  at  a  temperature  of  about  21°  C.  and 
curve  B  on  the  other  machine  with  the  winding  at  about  31°  C. 
At  25,000  volts  the  maximum  loss  was  0*021  watts  per  cm*  of 
insulation,  and  this  was  not  sufficient  to  raise  the  tempeniture  of  the 
insulation  appreciably  in  30  minutes. 

Dr.  P.  HoUitscher  *  measured  the  dielectric  losses  on  two  machines 
made  by  the  Lahmeyerwerke,  Frankfurt,  for  500  h.p.  and  400  K.W., 
10,000  volts,  50  cycles.  These  are  shewn  by  curves  A  and  B  in 
Fig.  402.  This  test  shews  that  the  losses  increase  practically  pro- 
portionally to  the  cube  (instead  of  the  square)  of  the  pressure,  which 
may  be  due  to  a  certain  extent  to  a  discharge  of  electricity  from  the 
coil-ends  at  higher  pressures.  Dr.  HoUitscher  found  further,  that 
the  losses  increase  proportionally  to  the  frequency.  Also  the  test 
shews  that  the  capacity  increases  with  the  pressure,  i.e.  with  the 
electric  field-strength ;  this  corresponds  to  an  increase  in  the  dielectric 
constant.     The  slot  insulation  of  the  machines  consisted  of  micanite 

♦A'.r.if.  19a3,  S.  635. 
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tubes,  and  tests  upon  these  gave  the  figures  shewn  in  Fig.  403, 
the  dielectric  constant  increasing  from  2  8  in  one  case  and  2*2  in  the 
other  at  normal  pressure  to  about  5  at  double  pressure.      On  the 
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other  hand  a  variation  of  frequency  shewed  no  appreciable  effect  on 
the  dielectric  constant. 

Care  must  also  be  taken  in  electric  machines  and  transformers, 
that  the  electric  field-strength  is  at  no  place  so  great  that  the  insulating 
material  is  injured  thereby,  an  effect  which  may  happen  even  if  no 
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appearance  of  glowing  can  be  seen.  With  transformers  for  very  high 
pressure,  in  which  one  winding  is  made  of  very  fine  wire,  a  well- 
rounded  metal  plate  is  often  placed  between  coil  and  insulating 
material,  to  protect  the  insulation  from  too  strong  an  electric  field. 
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Besides  this,  care  must  be  taken  in  the  choice  of  insulating  material 
in  high  tension  machines,  to  see  that  they  can  withstand  the  mechanical 
forces  of  attraction  between  the  copper  and  iron,  which  form  the  two 
plates  of  a  condenser.  For  this  reason  soft  materials  should  always 
be  avoided. 

Up  to  the  present  no  insulating  material  has  yet  been  found  which 
can  wholly  withstand  continuously  the  simultaneous  effects  of  heat 
and  electro-mechanical  stresses,  as  well  as  the  chemical  effect  of  the 
nitrates  formed  in  high  tension  machines.  Most  insulating  materials 
change  their  structure  in  time ;  nevertheless,  they  still  come  up  to  the 
requirements,  because  initially  they  have  been  rated  very  liberally. 

136.  Telegraph  and  Telephone  Lines.  As  is  well  known,  the  trans- 
mission of  signs  in  telegraphy  is  effected  by  means  of  unidirectional 
currents,  obtained  from  any  source.  The  telephonic  transmission  of 
speech  on  the  other  hand  makes  use  of  alternating-currents,  induced 
in  the  secondary  windings  of  induction  coils.  The  differences  in  the 
construction  of  the  lines,  especially  of  cables,  is  due  to  this  difference  in 
the  kind  of  current.  For  the  same  reason  the  influences  of  power 
cables  on  telephone  and  telegraph  lines  are  different. 

(a)  Telegraph  lines.  Air-lines  are  usually  made  of  galvanised  iron' 
wire  of  3  to  7  mm  diameter  or  of  3  mm  bronze  wire.  Cables  placed 
underground  usually  contain  many  wires,  and  are  insulated  with  either 
gutta-percha  or  jute  and  paper.  The  strands  of  gutta-percha  cables 
are  made  up  of  several  (up  to  14)  twisted  copper  wires  0'7  mm 
diameter,  while  the  wires  of  cables  with  fibrous  insulation  are  1*5  mm 
diameter. 

Submarine  cables  are  always  made  with  a  single  core,  insulated  with 
gutta-percha  and  heavily  armoured  against  the  great  mechanical  stresses. 
The  resistance  of  these  cables  varies  between  2  and  6  ohms,  the 
insulation  resistance  between  500  and  1 250  x  10^  ohms  and  the  capacity 
between  0*2  and  0*15  mfd,  per  km  length.  With  overhead  conductors 
and  short  cables,  which  require  only  very  small  charging  currents, 
the  current  at  the  receiving  station  follows  immediately  on  the  closing 
of  the  circuit  by  the  key,  and  up  to  1000  words  of  five  letters  can 
be  transmitted  per  minute.  With  long  submarine  cables,  the  charging 
current  is  so  great,  that  an  appreciable  time  elapses  before  the  cable  is 
fully  charged,  and  the  rush  of  current  is  noticeable  at .  the  receiving 
station.  With  long  submarine  cables,  therefore,  the  charging  waves 
are  used  as  signals.  The  number  of  possible  signals,  i.e.  current-waves, 
per  minute  depends  chiefly  on  the  capacity  and  the  resistance  of  the 
cable,  and  only  to  a  small  extent  on  the  conduction  and  self-induction. 
As  a  first  approximation  the  product  {rC)  of  resistance  and  capacity 
per  km  length  of  Hue  serves  as  a  measure  of  the  signalling-speed  of 
a  telegraph  line.  With  underground  cables  the  greatest  signalling- 
speed  is  obtained,  when  the  outside  diameter  over  the  insulation  of 
each  conductor  is  1*65  times  the  diameter  of  the  bare  conductor. 
Taking  mechanical  strength  into  consideration,  however,  the  outside 
diameter  is  made  2  to  4  times  the  bare  diameter. 
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(b)  Tekphone  lines.     Air-lines  are  usually  made  of  silicon-bronze  wire 
1'5  to  5  mm  in  diameter,  according  to  the  distance.     Recently,  also, 

for  very  long  lines,  double  lines  are 
frequently  used  to  eliminate  external 
disturbances.  When  several  double  lines 
are  fixed  to  the  same  poles,  they  are 
arranged  as  shewn  in  Fig.  404,  as 
suggested  by  Christiani.  In  this  way 
adjacent  double  lines  do  not  induce  any 
currents  in  each  other. 

Telephone  cables  consist  of  many  con- 
ductors and  are  usually  insulated  with 
paper.  Since  the  capacity  must  be  as 
small  as  possible — in  modern  double-line 
cables  it  should  not  be  more  than  0'05 
mfd  per  km — the  paper  is  either  per- 
forated or  arranged  in  such  a  way  that 
there  are  air-spaces  round  the  conductors. 
On  account  of  the  capacity,  the  diameter 
of  the  wire  is  chosen  larger,  the  longer 
the  cable  is,  and  the  usual  diameter  ranges 
from  0*8  to  2*0  mm.  Telephone  cables 
are  laid  either  in  iron  tubes  or  cement 
troughs.  In  order  to  further  eliminate 
the  effect  of  the  capacity  in  very  long 
lines,  small  induction  coils  are  connected 
in  the  lines  at  certain  distances  as  sug- 
gested by  Pupin,   or  the  self-induction 

Fiu404.-Non.inducttveArmngomcnt  ^^  **\«  "Pf  ^^  increased  by  wrapping  it 
of  Toiephono  LincB.  round  With  irou  Wire.     The  damping  of 

an  alternating-current  in  a  long  line  is 
e"**,  where  the  damping-factor 


proportional  to 


to  traverse  the  length  l^  of  the  line. 


and  t 

is  the  time  the  current  takes 
Hence  we  have 

■      -¥Vf  4'V^=f  VI4VI <-» 

where  R  is  the  total  resistance  and  G  the  total  conduction  of  the 
telephone  line,  while  C,  is  the  capacity  and  L^  the  self-induction  per 
km  length.  To  make  at  and  therefore  the  damping  of  the  telephone 
currents  as  small  as  possible,  we  must  have  the  following  relation 
between  the  four  constants  of  the  line 
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which  is  also  the  condition  for  a  line  free  from  distortion  (p.  137). 
Since  the  self-induction  of  an  ordinary  telephone  line  is  smaller  than  the 
value  given  by  the  formula,  Pupin's  coils  are  connected  or  the  line 
is  bound  with  iron  wire,  in  order  to  raise  the  self-induction  artificially. 
In  this  calculation  the  constants  of  the  line  r^y  L^y  gi  and  C,,  measured 
with  continuous  current,  will  not  serve.  The  frequency  of  the 
alternating-currents,  occurring  in  telephony,  varies  over  a  fairly  wide 
range.  Usually  1000  cycles  per  second  is  reckoned  as  a  mean  value, 
and  hence  the  constants  of  the  line  are  measured  at  a  frequency  of  1000. 

(c)  Effect  of  pow&r-cirmUs  on  telegraph  arid  telephone  lines.  If  power  and 
signalling  lines  run  close  together,  the  heavy  currents  may  disturb  the 
weak  currents.  These  disturbances  are  of  diflferent  kinds  and  are 
due  either  to  (1)  direct  conduction  of  current,  (2)  electromagnetic  in- 
duction, or  (3)  electrostatic  induction.  To  avoid  direct  conduction 
of  current,  both  lines  must  be  carefully  insulated.  With  electric 
railways  in  which  the  rails  serve  as  return,  it  is  desirable  on  this 
account  to  use  double  lines  for  parallel  telegraph  lines,  in  order 
to  avoid  as  far  as  possible  a  transference  of  current,  due  to  the 
pressure-drop  in  the  rails. 

The  pressures  induced  in  the  low-current  lines  by  the  electro- 
magnetic fields  of  the  heavy  currents  are  usually  small,  and  can  be 
calculated  from  the  formulae  on  p.  427.  To  make  the  e.m.f.'s  induced 
by  electromagnetic  induction  harmless,  it  is  of  advantage  to  cross  the 
feeble-current  lines  on  every  third  or  fifth  pole. 

In  general  telephone  lines  are  disturbed  by  static  charges.  These 
can  be  calculated  from  the  formulae  given  in  Section  134  as  the 
product  of  the  electric  potential  and  the  mutual  capacity  of  the  line. 

These  charging  currents,  however,  can  easily  be  eliminated  from 
telephone  lines,  by  leading  them  to  eiarth  through  a  special  choking-coil 
connected  between  the  two  lines.  The  terminals  of  the  choking-coil 
are  connected  to  the  two  telephone  lines  and  the  middle  point  is  earthed. 
The  choking-coil  oflfers  a  high  inductive  resistance  to  a  current  from 
line  to  line,  whilst  it  provides  only  a  very  small  inductive  resistance 
from  the  line  to  earth.  Such  a  choking-coil  cannot  be  used  for 
telegraph  lines,  since  in  this  case  the  current  is  continuous  and  can 
therefore  pass  through  the  choking-coil  to  earth  without  any  high 
resistance.  By  using  high-pressure  continuous  current  (120  volts)  for 
telegraphy,  the  disturbance  from  electrostatic  charging  currents  can 
be  made  almost  entirely  harmless. 
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